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PREFACE 


Thb  series  of  three  texts  on  electrical  circuits  and  machinery,  of 
which  this  volume  is  the  first,  is  designed  primarily  for  the  use  of 
students  in  engineering  schools.  The  material  of  this  first  book,  on 
continuous  currents,  has  been  tried  out  in  engineering  classes  for 
several  years,  and  seems  to  be  about  what  the  average  engineering  student 
wants,  whatever  may  be  the  branch  of  engineering  in  which  he  expects  to 
specialize.  Not  only  the  material,  but  also  the  method  of  presentation, 
is  such  that  the  ordinary  college  Physics  course  is  an  adequate  preparation; 
in  fact,  for  most  of  the  book,  an  ordinary  high-school  preparation  should 
be  sufficient. 

Even  though  a  knowledge  of  the  electron  theory  is  not  necessary  for 
the  solution  of  electrical  problems,  the  student  familiar  with  this  theory, 
even  in  an  elementary  degree,  will  generally  find  his  work  far  more  inter- 
esting. Many  of  the  phenomena  ordinarily  given  as  empirical  facts 
seem  reasonable,  and  even  predictable,  from  the  electron  viewpoint.  This 
viewpoint  is  very  necessary  to  the  man  who  anticipates  going  into  the 
.  modern  development  of  radio  and  vacuum  tubes. 

The  fundamental  principles  of  changing  magnetic  fields  and  the  result- 
ing induced  voltages,  which  underlie  the  ofjeration  of  practically  all  elec- 
trical apparatus,  seem  sometimes  to  be  so  loosely  presented  that  even  emi- 
nent engineers  doubt  their  universal  applicability.  The  authors  have, 
therefore,  given  more  than  a  normal  amount  of  space  to  the  consideration 
of  changing  magnetic  fields  and  currents  and  have  analyzed  these  effects 
from  different  viewpoints,  wherever  possible. 

Circuits,  both  electric  and  magnetic,  have  been  treated  in  sufficient 
detail  for  the  solution  of  all  ordinary  problems;  for  more  complicated 
networks,  lx)oks  dealing  especially  with  such  problems  must  be  consulted. 
The  authors  have  used  oscillograms  to  an  extent  which  is  more  then 
usual  for  a  book  of  this  character,  feeling  that  the  average  student  grasps 
the  significance  of  an  oscillogram  more  quickly  and  easily  than  he  does 
that  of  a  formula.  Armature  reaction  and  commutation  have  been  dealt 
with  as  completely  as  is  necessary  for  any  but  a  designer  of  electrical 
machinery,  and  the  oscillograms  show  easily  and  exactly  the  need  for 
commutating  poles  and  compensating  windings  in  certain  types  of  mot<ns. 


IV  PREFACE 

The  films  which  show  the  current  in  armature  coils  during  commutation 
are  to  be  especially  mentioned  as  illustrations  of  the  value  of  the  oscillo- 
graph in  making  a  difficult  subject  easy  to  understand. 

The  questions  of  choice  of  machine  types  for  various  services,  voltage 
regulation,  effect  of  temperature  and  ventilation  upon  capacity,  batteries, 
automobile  equipment,  and  care  and  operation  of  electrical  machinery 
have  been  dealt  with  to  an  extent  which  seems  suitable  and  reasonable 
for  all  engineering  students,  except  those  who  are  preparing  themselves 
particularly  for  electrical  engineering.  Even  to  these  the  book  may  well 
serve  as  an  interesting  introduction  to  more  comprehensive  texts. 

J.  H.  M. 
F.  W.  H. 
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CONTINUOUS  CURRENT  CIRCUITS  AND 
MACHINERY 


CHAPTER  I 
ELECTROSTATICS 

1.  Nature  of  Electricity. — Everj'one  is  more  or  less  familiar  with  ele- 
mentary experiments  having  to  do  with  electrically  charged  Ixxlies.  Eur, 
if  rubbed  on  a  dry  day,  crackles  and  gives  off  minute  sparks;  a  glass  rod 
rubbed  with  a  cloth  becomes  electrified  and  will  attract  small  bits  of  paper, 
cotton,  etc.;  owing  to  wind  friction  and  other  causes,  clouds  Ijecome 
intensely  electrified  and  are  able  to  break  down  the  insulating  strength  of 
^e  air  and  produce  sparks  thousands  of  feet  long. 

In  what  way  does  an  electrified  body,  or  an  electrically  charged  body, 
differ  from  one  in  the  uncharged,  or  neutral,  state?  A  reasonable  answer 
to  this  question  is  found  in  the  modem  conception  of  the  constitution  of 
matter. 

2.  Electrons. — It  has  been  firmly  established,  as  the  result  of  a  great 
deal  of  experimental  work,  that  every  atom  of  matter  is  charged  with  min- 
ute particles,  or  "somethings,"  of  negative  electricity,  called  electrons. 
An  electron,  when  detache<l  from  the  atom  of  matter  with  which  it  was 
associated,  shows  none  of  the  properties  of  ordinary  matter.  It  does  not 
react  chemically  T^ith  other  electrons  to  produce  some  new  substance; 
moreover,  all  electrons  are  similar,  and  act  in  precisely  the  same  way 
whether  extracted  from  atoms  of  hydrt^n,  mercury,  iron,  or  any  other 
substance.  It  seems  that  the  electron  is  nothing  but  electricity.  It  is, 
however,  definite  in  amount,  always  being  exactly  the  same,  and  is  gen- 
erally believed  to  be  the  smallest  poesible  quantity  of  electricity,  Le.,  the 
electron  cannot  be  subdivided. 

The  commonly  accepted  constants  of  the  electron  are:  radius 
=2xl0-»3em.;  mass -8.8X10-28  grams;  charge  - 1. 59 X 10" »»  coulomb. 
We  mass  of  the  electron  depends  upon  the  velocity  with  which  it  is  mov- 
ing; the  value  given  holds  good  only  if  the  electron  is  traveling  at  veloci- 
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ties  considerably  less  than  the  veloeity  of  light,  say  with  a  velocity  of  less 
than  10*^  cm.  per  second. 

For  many  years  it  has  been  the  custom,  or  convention,  to  speak  of" 
positive  electricity  and  negative  electricity;  and  from  this  standpoint  the 
electron  is  considered  negative  electricity. 

3.  Charged  Body. — From  the  electron  viewpoint,  the  internal,  or  cen- 
tral, part  of  the  structure  of  the  atom  itself,  whatever  it  may  be,  is  always 
charged  electrically  positive.  In  the  normal  state  there  are  enough  elec- 
trons grouped  about  the  central  part  of  the  atom  to  just  neutralize  this 
positive  charge.  The  normal  atom,  therefore,  acts  like  an  uncharged  body, 
not  because  it  has  no  electrical  charge  associated  with  it,  but  because  it 
has  just  as  much  negative  charge  as  it  has  positive  charge,  the  two  charges 


Fig.  1.  Fig.  2. 

Fig.  1. — A  crude  conventional  representation  of  a  normal  hydrogen  molecule;  the  two 
electrons  associated  with  the  nucleus  are  undoubtedly  in  rapid  orbital  motion  of 
some  kind,  not  stationary  as  indicated  in  the  diagram. 

Fig.  2. — If  one  electron  is  removed  from  the  normal  hydrogen  molecule,  as  indicated 
here,  the  removed  electron  is  said  to  be  "  free,"  and  what  is  left  of  the  hydrogen 
molecule  is  necessarily  charged  now  positively;  such  a  gas  molecule  is  said  to  be 
"ionized." 

neutralizing  one  another,  in  so  far  as  action  of  the  atom  on  other  atoms 
or  bodies  is  concerned.  In  Fig.  1,  the  circle  represents  a  molecule  of  hydro- 
gen, the  nucleus,  or  central  portion  of  which,  is  positively  charged;  the 
small  circles  with  the  minus  sign  in  them  represent  the  electrons  associated 
with  the  normal  hydrogen  molecule. 

If  one  electron  is  removed  from  the  molecule  by  some  means  or  other 
(represented  in  Fig.  2)  the  balance  between  positive  and  negative  charge  is 
destroyed;  an  excess  of  positive  charge  exists  on  the  molecule  and  the  mole- 
cule is  positively  charged.  The  electron  which  has  l)een  removed  from  the 
molecule  constitutes  a  negative  charge.  If  the  electron  is  allowed  to  go 
back  to  the  molecule,  the  balance  of  charge  is  restored  and  the  molecule  is 
again  uncharged,  or  neutral. 

A  positively  charged  body,  therefore,  is  one  that  has  been  deprived  of 
some  of  its  normal  number  of  electrons;  a  negatively  charged  body  is  one 
that  has  acquired  more  than  its  normal  number  of  electrons.     Tims,  when 
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a  piece  of  scaling  wax  ia  nibbed  with  dry  flannel,  the  wax  becomes  negi^ 
tively  charged  and  the  flannel  becomes  positively  charged.  The  friction 
between  the  wax  and  the  flannel  must  have  rubbed  some  of  the  electrons 
oflF  the  flannel  molecules  and  left  them  on  the  surface  of  the  wax. 

The  extra  electrons  on  the  wax  are  attracted  by  the  deficient  molecules 
of  the  flannel  (positive  and  negative  charges  attract  each  other)  and  if  the 
flannel  and  wax  are  left  tt^ther  after  being  rubbed  they  soon  lose  their 
charges;  the  molecules  of  the  flannel  regain  their  proper  number  of  elec- 
trons. 

4.  Number  of  Electrons  Removable  from  an  Atom. — Although  there 
may  be  a  great  number  of  electrons  atssociated  with  an  atom  or  molecule, 
it  is  generally  difficult  to  remove  more  than  one;  in  a  body  which  is  pos- 
itively charged,  most  of  the  atoms  are  neutral,  having  their  proper  comple- 
ment of  electrons;  others  have  had  one  electron  removed.  If  but  few  of 
the  atoms  of  a  body  have  had  an  electron  removed,  the  Ixxly  has  a  small 
charge;  the  more  highly  the  body  is  charged,  the  more  deficient  atoms  there 
.  are  in  it. 

From  this  viewpoint  it  seems  that  the  amount  of  charge  on  a  body 
should  be  counted;  the  charge  consists  of  dLscreet  things.  Instead  of 
saying  that  a  body  has  a  certain  amount  of  negative  electricity  on  it,  we 
might  more  reasonably  say  thjit  a  certain  numlx?r  of  electrons  have  been 
deposited  on  it. 

6.  Electric  Fields. — If  a  light  sul^stance,  such  as  a  pith  ball,  is  touched 
to  a  charged  IkhIv,  it  will  become  similarly  charged  and,  as  like  charges 
repel  one  another,  the  pith  ball  will  be  repelled  from  the  charged  Ixxly.  If 
the  body  to  which  the  pith  ball  is  touched  is  positively  charged,  then  a  few 
electrons  pass  from  the  ball  to  the  body,  leaving  lx)th  positively  charged; 
if  the  body  is  negatively  charged,  a  few  of  the  excess  electrons  on  the  body 
pass  to  the  pith  ball.  By  experimenting,  it  will  be  found  that  the  repul- 
sive force  between  the  pith  ball  and  the  original  charge  exists  even  when 
there  is  considerable  distance  Ixjtween  the  two.  The  space  surrounding  a 
charged  body  is  evidently  under  some  kind  of  strain,  which  enables  it  to  act 
upon  another  body  ^*ith  a  force,  attractive  or  repulsive,  according  to  the 
relative  polarities  of  the  two  charges.  This  space  surrounding  a  charged 
body,  in  which  another  charged  body  is  acted  upon  by  a  force  tending  to 
move  it,  constitutes  an  electric,  or  dedroskUic,  field. 

Such  an  electric  field  surrounds  every  charged  body.  It  really  extends 
to  infinity  in  all  directions  from  the  charged  body;  but  as  the  force  becomes 
very  small  as  the  distance  is  increased  (force  varies  inversely  as  the  square 
of  the  distance) ,  it  is  generally  considered  that  the  electric  field  due  to  a 
charge  extends  but  a  short  distance  from  the  charge. 

6.  Electric  Fields  Represented  by  Lines. — In  diagrams,  the  electric 
field  siuTounding  a  charge  is  most  easily  depicted  by  drawing  lines  from 
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the  charged  body  into  surroundhag  space.  The  direction  of  the  lines,  if 
they  are  properly  drawn,  gives  the  direction  of  the  electric  force;  and  the 
relative  closeness  of  the  lines  in  various  parts  of  the  diagram  shows  the  rel- 
ative strengths  of  the  field  at  these  points,  the  closer  the  lines  the  more 
intense  the  field.  A  line  of  force  originating  on  a  positive  charge  is  properly 
shown  ending  on  an  equal  negative  charge.  In  diagrams  it  is  not  always 
convenient  to  represent  them  so;  they  may  be  shown  as  discontinuous. 
It  must  not  be  supposed,  however,  that  the  electric  force  itself  is  discon- 
tinuous; it  always  continues  from  a  positive  charge  to  a  negative  charge. 
Figure  3  shows  how  lines  may  be  used  to  represent  the  electric  field; 
it  shows  a  positively  charged  metal  ball  supposedly  far  enough  away  from 


Fig.  3. 


Fig.  4. 


Fig.  3. — Around  a  positively  charged  sphere  (one  having  a  deficiency  of  electrons)  the 
electric  field  is  properly  represented  by  radial  lines  which  extend  in  all  directions. 

Fig.  4. — Actually  the  electric  field  around  a  charged  sphere  is  not  symmetrical  as  shown 
in  Fig.  3  but,  due  to  proximity  of  other  bodies,  is  more  or  less  unsymmetrical ;  if 
the  sphere  is  near  the  earth's  surface  the  lines  emanating  from  it  will  all  bend 
around  and  finally  end  on  the  earth's  surface,  as  indicated  here. 


other  bodies  to  be  considered  as  by  itself.  The  lines  of  force  originate  on 
the  surface  of  the  sphere  and  extend  as  radii  in  all  diiections.  The  arrow 
head  on  the  lines  indicates  the  direction  in  which  a  positive  charge  would 
be  urged  if  placed  in  that  part  of  the  field. 

The  lines  are  closest  together  at  the  surface  of  the  sphere,  indicating 
that  the  force  is  greatest  at  this  point,  a  fact  easily  proved  experimentally. 
Although  the  lines  are  shown  as  discontinuous,  ending  in  uncharged  space, 
each  line  really  extends  in  some  direction  until  it  encounters  a  negative 
charge.  In  the  case  of  a  metallic  sphere,  suspended  in  the  air  distant  from 
other  bodies,  the  lines  should  all  be  shown  as  ending  on  the  earth's  surface 
as  suggested  in  Fig.  4.  Figure  5  represents  the  electric  field  between  two 
parallel  metallic  plates,  one  of  which  has  been  charged  positively  and  the 
other  negatively.    Moreover,  as  all  the  lines  originating  on  the  positive 


Q 


X 


7 


/J 


e 


K 


INDUCED  CHARGES  5 

plate  are  sho^^ii  as  ending  on  the  negative  plate,  it  shows  that  the  two 
plates  have  been  given  equal  charges,  that  is,  as  many  extra  electrons  have 
been  deposited  on  one  plate  as  have  been  taken  away  from  the  other. 
The  field  is  properly  shown  as  very  intense 
between  the  two  plates,  weaker  beyond  the 
edges,  and  ver>'  weak  in  the  space  not  included 
between  the  two  plates. 

7.  Induced  Charges. — Suppose  a  charged 
metal  ball  is  brought  close  to  another  con- 
ducting body,  as  a  metal  rod,  the  rod  being  Fio.  5.— When  two  plates,  hav- 
uncharged.  Experiment  shows  that  as  the  ing  equal  and  opposite  charges 
rod  is  brought  close  to  the  brass  ball,  the  rod 
itself  becomes  charged  in  a  peculiar  way.  If 
the  ball  b  positively  charged,  that  end  of  the 
rod  nearest  to  it  becomes  charged  negatively 
and  the  farther  end  becomes  positively 
charged,  as  indicated  in  Fig,  6.  As  a  whole 
the  hm!  is  not  chargetl,  there  being  as  much 
negative  charge  as  there  is  positive  charge. 
These  charges  which  have  been  pro<luced  in 
the  rod  through  the  action  of  the  charged  ball  are  called  induced  charges. 

Charges  induced  on  a  body  are  always  double  in  kind;  as  much  positive 
charge  appears  a.s  does  negative.  However,  if  a  wire  having  one  end  con- 
nected to  the  earth  is  touched  to  the  end  of  the  rod  marked  C,  the  positive 


(as  many  extra  electrons  put 
on  one  as  have  been  taken 
from  the  other)  are  placed 
close  together  the  field  directly 
between  them  is  uniform  and 
comparatively  intense;  there 
is  a  weak  field  outside,  the 
lines  of  force  here  however 
being  curved  and  non-uniform 
in  distribution. 


Fig.  6. — If  an  uncharged  metal  rod  is  brought  in  the  vicinity  of  a  positively  charged 
sphere  the  rod  will  show  what  are  called  "induced  charges";  although  uncharged 
as  a  whole  the  rod  exhibits  a  negative  charge  on  that  end  near  the  sphere  and  an 
equal  positive  charge  on  the  other  end.  In  case  the  sphere  were  charged  negatively 
the  induced  charges  on  the  rod  would  be  reversed  in  sign. 


charge  which  has  been  induced  at  this  end  of  the  rod  will  "run  off  to  the 
earth,"  and  when  the  wire  Ls  removed  there  will  be  left  on  the  rod  only  the 
n^ative  charge,  as  shown  in  Fig.  7.  If  the  charged  sphere  is  then  taken 
away,  the  negative  charge  will  distribute  itself  imiformly  over  the  rod, 
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the  lines  of  electric  force  from  the  rod  now  ending  in  the  earth,  as  shown  in 
Fig.  8. 

8.  Induced  Charges  from  the  Electron  Viewpoint. — As  will  be  explained 
later,  the  electrons  in  a  metallic  conductor  are  more  or  less  free  to  pass 


Fig.  7. — When  a  wire,  connected  to  the  earth  on  one  end,  has  its  other  end  connected 
to  end  C  of  the  rod  of  Fig.  6  the  free  positive  charge  will  "run  off "  to  earth,  in  the 
ordinary  explanation  of  induced  charges,  thus  leaving  on  the  rod  the  bound  negative 
charge  at  the  end  nearer  the  charged  sphere . 

from  one  atom  of  the  substance  to  another;  they  are  continually  moving 
around  in  the  complex  aggregate  of  atoms  comprising  the  metal.  When 
the  rod  of  Fig.  6  is  brought  into  the  neighborhood  of  the  charged  ball,  the 
electric  field  due  to  the  charge  on  the  ball  acts  on  the  free  electrons  of  the 
rod,  attracting  them.    Hence,  the  free  electrons  of  the  rod  tend  to  congre- 
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Fia.  8. — If  the  charged  sphere  is  now  removed  the  negative  charge  will  spread  itself 
over  the  rod,  and  lines  of  force  will  reach  out  from  the  rod  to  the  earth.  The 
maximum  density  of  charge  on  the  rod  will  occur  at  the  comers  of  the  rod,  and 
here  the  electric  field  will  be  most  intense. 


gate  at  that  end  of  the  rod  which  is  nearer  the  ball;  they  constitute  the 
negative  charge  at  this  end  of  the  rod. 

But  if  the  rod  was  uncharged  before  coming  into  the  influence  of  the 
charged  ball,  there  must  have  been  just  enough  electrons  on  it  to  neutralize 
the  positive  charges  of  the  atoms.     If  more  than  a  proj^r  portion  of 


DIFFERENCE  BET^^'EEN  POSITIVE  AND  NEGATIVE  CHARGE        7 

the  electrons  gather  at  ot»  end  of  the  rod  Uierc  must  nccesBarily  be  a 
shortage  of  them  at  the  other  end.  This  shortage  of  electrons  at  the  end  C 
of  the  rod  constitutes  the  positive  charge  at  this  end. 

When  the  end  C  is  grounded,  the  positive  atoms  of  the  rod  cannot 
leave  the  rod  and  go  to  the  earth,  but  electrons  from  the  earth  can  run  up 
into  the  rod,  and  they  do  so,  being  attracted  by  the  deficient  atoms  at 
C.  These  electrons  from  the  earth  appear  in  sufficient  quantity  to  make 
the  atoms  at  C  neutral.  When  the  wire  connecting  the  rod  to  the  earth  is 
removed  and  the  charged  ball  is  also  removed,  the  rod  has  on  it  a  negative 
charge,  the  quantity  of  charge  being  equal  to  the  number  of  electrons 
which  came  from  the  earth  into  the  rod. 

9.  An  Essential  Difference  between  Positive  and  Negative  Charge. — 
As  before  stat-eti,  the  electrons  from  all  sul)stances  are  the  same;  the  elec- 
trons have  none  of  those  qualities  by  which  we  distinguish  and  classify 
matter.  It  is  possible  to  have  electrons  in  space  entirely  devoid  of  matter; 
a  negative  charge  can  exist  in  a  perfect  vacuum. 

The  question  may  be  raised :  How  can  it  be  a  perfect  vacuum  if  there 
are  electrons  present?  By  a  vacuum  we  mean  a  space  in  which  there  is  no 
material  substance,  solids  which  can  be  Ixxiily  removed,  liquids  which  can 
be  poured  out,  or  gases  which  can  be  pumped  out.  A  glass  vessel  which 
has  been  evacuated  as  perfectly  as  is  possible  with  modern  pumping  methods 
may  nevertheless  be  filled  with  millions  of  millions  of  electrons. 

From  our  conception  of  the  positive  chai^,  however,  it  is  evident 
that  a  p)ositive  charge  must  always  be  associated  with  matter;  in  fact, 
the  smallest  available  positive  charge  must  be  thought  of  as  an  atom  from 
which  an  electron  has  been  removed.  If  in  a  glass  bulb,  supposedly  evac- 
uated, it  can  be  shown  that  under  some  circumstances  positive  charges 
exist,  the  vacuum  is  only  partial;  to  the  same  extent  that  positive  charges 
occur  in  the  supposedly  vacuous  space,  must  matter  of  some  kind  (generally 
gas)  be  present. 


CHAPTER  11 
CURRENT,    CONDUCTORS,    AND    INSULATORS 

10.  The  Electric  Current. — The  electric  current  is  familiar  to  everyone. 
It  manifests  itself  in  various  ways,  by  generating  heat  and  light,  by  pro- 
ducing mechanical  forces,  as  in  magnets  and  motors,  by  producing  chemical 
changes,  etc. 

Older  conceptions  of  the  electric  current  made  it  a  peculiar  fluid  of  some 
kind;  others  made  it  consist  of  two  fluids  with  different  properties,  flowing 
in  opposite  directions.  From  the  electron  viewpoint,  the  conception  of  the 
electric  current  is  easy  to  comprehend  and  enables  one  to  give  a  fairly 
logical  explanation  of  the  various  actions  of  the  current. 

11.  Nature  of  the  Electric  Current — An  Electron  in  Motion  Constitutes 
an  Electric  Current. — The  amount  of  electricity  on  one  electron  is  so  small 
that  the  current  produced  by  one  electron  in  motion  would  not  be  detect- 
able by  the  finest  and  most  sensitive  current-measuring  instrument.  To 
produce  currents  of  the  magnitude  occurring  in  everyday  experience 
requires  the  motion  of  electrons  measured  in  billions  of  billions  per  second. 

An  ordinary  incandescent  lamp  requires  a  current  of  about  one  ampere; 
such  a  current,  since  an  ampere  is  the  passage  of  one  coulomb  per  second, 
requires  that  about  10^®  electrons  flow  past  any  point  in  the  circuit  each 
second.  This  large  number  per  second  might  be  brought  about  by  a 
comparatively  few  electrons  moving  rapidly  or  by  a  great  many  moving 
more  slowly.  Contrary  to  what  one  would  naturally  think,  the  progressive 
movement  of  the  electrons  is  very  slow.  To  produce  a  current  of  one 
ampere  in  a  copper  wire  one  millimeter  in  diameter  requires  that  the  aver- 
age velocity  of  the  electrons  along  the  wire  be  only  about  0.01  cm.  per  second. 

Although  the  progressive  motion  of  the  electrons  is  very  slow,  as  indi- 
cated above,  it  must  not  be  thought  that  the  actual  velocity  of  the  elec- 
trons is  small.  When  no  current  is  flowing  in  a  wire,  the  electrons  have  a 
haphazard  motion,  due  to  the  thermal  agitation  of  the  atoms  (or  mole- 
cules), which  gives  them  a  velocity  of  about  1 X 10^  cm.  per  second.  When 
current  flows,  the  required  progressive  velocity  of  the  electrons  is  only  a 
fraction  of  a  centimeter  per  second.  Thus  an  accurate  concept  of  the 
electric  current  shows  it  to  be  an  inappreciable  "drift"  of  the  electrons 
which  have,  due  to  temperature  effects,  heterogeneous  velocities  millions 
of  times  as  great  as  the  velocity  of  drift  which  constitutes  the  current. 
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The  reason  for  the  slow  progressive  motion  of  the  electrons  is  to  be 
seen  in  the  tremendous  number  of  collisions  they  have  with  the  molecules 
of  the  substance.  A  given  electron,  acted  upon  by  a  potential  gradient 
in  the  wire  carrying  current,  accelerates  very  rapidly,  and  would  acquire 
tremendous  velocities  if  it  did  not  continually  collide  with  the  more  mas- 
sive molecules.  The  mean  free  path  of  the  free  electrons  in  a  copper  wire 
is  so  small  between  successive  collisions,  and  the  potential  difference 
over  this  short  path  is  so  small,  that  the  electron  gains  in  the  average  only 
extremely  small  vclocitj'  along  the  conductor. 

Suppose  that  we  wanted  to  measure  the  rate  of  flow  of  people  past  a 
given  point  in  a  large  city;  the  unit  of  flow  might  be  100,000  persons  per 
hour.  At  any  time  there  will  be  people  going  in  all  directions,  some  uptown, 
some  downtown,  and  some  crosstown.  In  the  morning  a  million  people 
pass  a  certain  point  where  the  flow  is  to  be  ascertained.  If  200,000  move 
uptown,  and  800,000  move  downtown,  the  net  flow  is  600,000  people,  or 
at  a  rate  of  6  units  downtown.  At  noon  time,  a  million  people  pass  the 
same  place,  let  us  suppose;  300,000  move  uptown,  400,000  move  downtown, 
and  150,000  move  crosstown  west  and  150,000  move  crosstown  east.  The 
net  flow  is  now  100,000  people  downtown,  or  at  a  rate  of  1  unit  doiMitown. 
Some  of  the  people  would  be  moving  rapidly,  others  going  more  slowly  and 
some  might,  at  times,  be  standing  still. 

Or  consider  a  crowd  through  which  a  number  of  fleet  runners  are 
attempting  to  force  their  way  in  a  given  direction.  Continually  colliding 
with  the  members  of  the  crowd,  they  dodge  back  and  forth  so  that  their 
progressive  velocity  is  relatively  low,  although  they  are  actually  nmning 
very  rapidlj'. 

The  pictures  suggested  probably  give  one  a  reasonable  idea  of  the 
motion  of  electrons  in  a  conductor  carrying  current;  it  is,  of  course,  too 
simple,  because  of  the  immense  number  of  electrons  in  a  conductor  and 
the  tremendous  number  of  collisions  occurring  between  the  electrons  and 
molecules.  \Mion  a  conductor  is  carr>'ing  no  current,  the  motion  of  the 
electrons  resembles  that  of  the  individuals  in  a  stationary  crowd;  there  is  a 
deal  of  agitation  among  the  electrons,  but  they,  on  the  whole,  show  no 
progress  along  the  conductor. 

12.  Electromotive  Force. — Suppose  a  copper  rod,  having  in  itself  the 
heterogeneousl,>'  moving  electrons  suggested  above,  is  connected  at  its  ends 
to  a  battery,  as  shown  in  Fig.  9.  The  end  A  of  the  rod  becomes  positive 
with  respect  to  end  B,  and  the  electrons,  instead  of  moving  backwards  and 
forwards  to  the  same  extent,  progress  slowly  towards  A.  When  they 
arrive  at  A  they  leave  the  copper  rod,  move  down  the  connecting  wire, 
through  the  batterj-,  through  the  other  connecting  wire,  and  so  back  to 
the  rod.  As  long  as  the  circuit  remains  closed,  as  shown,  the  electrons 
will  continue  to  move  around  the  circuit,  bounding  backward,  forward, 
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Conducting  Rod 


Direction  of  Electron.  Jirift 


and  across  the  conductor,  but  on  the  whole,  progressing  gradually  around 
the  circuit;  this  progression  of  the  electrons  constitutes  the  electric  cur- 
rent. The  cause  of  the  flow  is  the  battery;  it  holds  one  end  of  the  rod  pos- 
itive with  respect  to  the  other,  and  so  maintains  the  flow  of  electrons. 

The  maintenance  of  this 
difference  of  electric 
pressure  (or  difference  of 
potential)  across  the  rod 
is  due  to  chemical  changes 
going  on  inside  the  bat- 
tery. 

A  piece  of  apparatus 
which  has  the  ability  to 
maintain  one  of  its  ter- 
minals at  a  higher  poten- 
tial than  the  other,  even 


Battery 
Fig.  9. — If  one  end  of  a  conductor  is  made  positive  with 
respect  to  the  other,  by  connecting  a  battery  or  gen- 
erator, the  heterogeneously  moving  electrons  will  begin 
to  drift  towards  the  positive  end  of  the  rod,  this  consti- 
tuting an  electric  current  through  the  rod. 


though  current  is  allowed  to  flow  through  it,  is  said  to  develop  an  electro- 
motive force.  As  sources  of  electromotive  force  for  the  production  of 
currents  on  a  commercial  scale,  we  have  only  the  thermo-couple,  the 
ordinary  battery  and  the  electric  generator.  The  battery  depends  upon 
chemical  action  for  maintaining  its  difference  of  potential,  and  the  generator 
depends  upon  the  conductors  of  its  armature  being  driven  through  the 
magnetic  field  produced  by  its  field  poles. 

13.  Electromotive  Force  and  Difference  of  Potential. — It  is  well  to 


Current  Maintained 


Fig.  10. — Indicating  a  difference  between  electro-motive  force  and  potential  difference. 
The  two  charged  balls  show  no  tendency  to  keep  the  current  flowing  after  the 
discharge  has  passed,  but  the  battery,  by  virtue  of  internal  chemical  action,  will 
maintain  its  current  for  a  long  time. 

distinguish  between  electromotive  force  and  difference  of  potential.  Thus, 
two  brass  balls,  one  charged  positively  and  the  other  negatively,  have  a 
difference  of  potential  between  them,  and  they  will,  if  connected  by  a  wire, 
cause  a  momentary  flow  of  current  through  the  connecting  wire;  when  a 
sufficient  number  of  electrons  have  passed  from  the  negatively  charged 
ball  to  neutralize  the  positive  charge  on  the  other,  the  current  will  cease. 
There  is  no  action  taking  place  which  tends  to  maintain  the  difference  of 
potential  between  the  balls;  such  a  combination  docs  not  generate  an 
electromotive  force  (hereafter  abbreviated  e.m.f.). 
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In  tiie  case  of  the  batter>  w.  ^^  .iirutor,  however,  when  the  two  ter- 
minals are  connected  by  a  wire,  a  current  flows  and  continues  to  flow  until 
the  bjittory  is  worn  out  or  the  generator  is  stopped.  Such  devices  develop, 
or  generate,  an  e.ni.f.  These  ideas  are  depicted  in  Fig.  10.  We  may  say, 
in  general,  that  any  device  which  is  capable  of  sustaining  an  electric  current 
through  a  closed  circuit  (of  which  circuit  the  device  is  itself  a  part)  generates 
an  e.m.f.  With  our  present  limited  knowledge  of  electricity,  it  is  useless 
to  try  to  give  an  exact  explanation  of  electromotive  force,  because  we  know 
nothing  about  the  nature  of  the  force.  In  the  same  way,  we  cannot  explain 
in  simple  terms  the  force  of  gravitation. 

An  analysis  of  the  above  distinction  between  electromotive  force  and 
potential  difference  shows  that,  to  develop  an  e.m.f,,  a  device  must  be 
capable  of  absorbing  encrg>'  in  some  form  and  changing  it  over  into  elec- 
trical energj';  the  device  must  be  capable  of  energj'  transformation  and 
have  available,  energy  in  some  form  other  than  electrical.  Of  course,  in 
making  this  statement,  we  realize  that  the  so-called  chemical  energ>'  of  the 
battery  is  probably  electrical  in  its  ultimate  nature,  but  the  statement 
supposes  a  difference  between  chemical  and  electrical  energy. 

14.  Direction  of  Flow  of  Current — It  has  been  accepted  as  convention 
that,  in  a  wire  connecting  the  poles  of  a  battery,  the  current  flow  is  from 
the  positive  pole  of  the  battery  to  the  negative;  but,  by  reference  to 
Fig.  9,  it  is  evident  that  in  the  connecting  wire  the  electrons  flow  from  the 
negative  pole  of  the  battery  to  the  positive.  Hence,  it  must  be  remem- 
bered that  although  we  shall,  for  the  sake  of  convention,  talk  of  the  current 
flowing  from  the  positive  terminal  to  the  negative  terminal  of  a  battery  or 
generator,  the  electrons  (which  really  are  the  current)  are  flowing  in  the 
opposite  direction,  and  there  is  nothing  flowing  in  the  direction  assumed  for 
the  current. 

16.  Conductors  and  Insulators. — Roughly  speaking,  a  conductor  is  a 
body  that  readily  permits  the  passage  of  an  electric  current,  and  an  insu- 
lator is  a  body  that  offers  a  verj'  high  resistance  to  its  passage.  There  is, 
however,  no  sharp  distinction  between  conductors  and  insulators;  a 
material  which,  for  some  cases,  would  be  r^arded  as  an  insulator  would, 
in  other  circumstances,  be  regarded  as  a  conductor. 

For  example,  if  strips  of  various  substances  are  made  up,  all  of  equal 
cross-section  and  length,  and  connected  to  the  terminals  of  a  generator, 
results  of  current  measurements  might  be  as  follows: 

Strip  made  of  copper 100    units  of  current 

Strip  made  of  iron 16    units  of  current 

Strip  made  of  mercury 1.6  units  of  current 

Strip  made  of  carbon tAtt  unit  o^  current 

Strip  made  of  selenium «o.ooo.o«o.ooo  ""'^  ^^  current 


12  CURRENT,  CONDUCTORS,  AND  INSULATORS  [Chap.  II 

All  of  these  substances  are  called  conductors.  If  other  strips,  made  of 
mica,  glass,  gutta  percha,  etc.,  are  used,  some  current  would  flow,  but  it 
would  be  so  small  that  all  ordinary  measuring  instruments  would  fail  to 
detect  it;  these  strips  would  be  called  insulators. 

Also,  some  substances  which  are  good  insulators  at  low  temperatures 
may  be  fair  conductors  at  high  temperatures.  Glass  is  the  most  striking 
illustration  of  this  change  of  character  with  change  of  temperature;  at 
ordinary  temperatures  it  ranks  high  among  the  very  best  insulators,  but  if 
it  is  heated  in  some  way  to  a  red  heat  it  becomes  a  fair  conductor  and  will 
permit  the  passage  of  enough  current  to  cause  it  to  melt. 

16.  Difference  between  Conductors  and  Insulators  from  the  Electron 
Viewpoint. — When  a  conductor  is  carrying  an  electric  current,  the  electrons 
throughout  the  substance  of  the  conductor  are  moving  gradually  along 
through  the  substance  of  the  conductor.  Now,  in  a  solid  body,  such  as  a 
metallic  conductor,  the  atoms  or  molecules  comprising  the  substance  are 
practically  fixed  in  position.  They  are  not  actually  stationary  in  space  at 
ordinary  temperatures,  of  course;  as  a  matter  of  fact,  the  atoms  have  an 
irregular  to-and-fro  motion  similar  to  that  of  the  electrons.  However,  there 
cannot  he  a  progressive  motion  of  the  atoms  as  there  may  be  of  the  electrons. 
The  reason  for  this  statement  is  more  or  less  evident.  Suppose  that  a 
copper  wire  is  fastened  to  the  terminals  of  a  battery  and  that  current  is 
flowing,  as  indicated  in  Fig.  9.  The  electrons  move  all  the  way  around  the 
circuit,  through  the  wire,  connections,  solution  in  the  battery,  etc. 

As  the  atoms  of  copper  are  charged  positively  after  an  electron  has  left 
them,  it  might  seem  that  as  the  electrons  move  from  B  to  A  through  the 
wire,  the  atoms  would  move  from  A  to  B,  then  into  and  through  the  bat- 
tery and  so  back  to  the  wire.  But  the  atoms  are  the  real  substance  of  the 
wire,  and  hence  if  the  atoms  should  progress  one  way  or  the  other,  it 
would  result  in  the  copper  itself  being  carried  from  one  end  of  the  wire  to 
the  other  and  then  through  the  battery.  This  state  of  affairs  is  not  pos- 
sible in  solid  bodies  like  metals;  it  would  result  in  the  mixing  of  metals 
wherever  a  current  left  one  metal  and  went  into  another. 

In  chemical  solutions,  e.g.,  copper  sulphate  in  water,  the  salt  molecule 
breaks  up  into  two  parts,  one  of  which  has  one  electron  more  than  its  proper 
number,  the  other  part  lacking  one  electron.  The  two  parts  of  the  mole- 
cule are  called  ions;  the  metallic  ion  (in  the  above  case,  copper)  lacks  one 
electron  and  so  is  charged  positively.  If  a  current  is  passed  through  such  a 
solution,  the  metallic  ion  does  move  through  the  solution  and  is  carried 
from  the  solution  to  one  of  the  wires  by  which  the  current  is  led  into  the 
solution.  Here  the  copper  itself  is  transported  by  the  current,  and  we 
have  the  process  of  electro-plating. 

From  what  has  been  said,  it  follows  that  if  the  molecules  of  a  body  cling 
to  the  electrons  so  tightly  that  none  of  them  are  free  to  move  away  from 
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the  molecule  there  can  be  no  current  in  such  a  substance.  As  long  as  the 
molecule  keeps  all  its  electrons,  it  remains  electrically  neutral,  and  so  has 
no  tendency  to  move  when  in  an  electric  field.  This  is  the  essential 
difference  heiween  insulators  and  conductors;  in  the  one  the  electrons 
cannot  move  from  the  atom  or  molecule,  and  in  the  other  the  electrons  are 
perfectly  free  to  leave  the  atom. 

17.  Disruptive  Strength  of  an  Insulator. — If  the  above  idea  is  kept 
in  mind,  the  possibilitj-  of  break-down  of  an  in.sulator,  due  to  high  voltage, 
becomes  apparent.  For  low  voltage,  the  force  tending  to  move  the  elec- 
tron is  not  sufficient  to  break  it  loose  from  its  atom.  But  it  is  reasonable 
to  believe  that,  if  the  voltjige  gradient  is  made  sufficiently  high,  any  atom 
can  be  forced  to  let  go  of  one  electron,  and  such  is  the  case.  Such  excellent 
insulators  as  glass  and  mica  break  down  and  carry  current  when  a  great 
enough  voltage  is  employed.  The  only  real  insulator  we  know  of  is  a 
perfect  vacuum  in  which  there  are  no  free  electrons;  in  such  a  vacuum, 
since  there  are  no  atoms  or  molecules  to  break  up  and  yield  current- 
carrying  portions,  evidently  no  current  can  flow.  Experiment  proves 
the  point  very  well;  a  100,000-volt  pressure  will  break  down  10  inches  of 
air  at  ordinary  pressure  and  temperature,  but  can  cause  no  breakdown,  or 
passage  of  current,  througli  a  gap  of  a  fraction  of  an  inch  in  vacuum. 

18.  Effect  of  Temperature  on  the  Disruptive  Strength  of  an  Insulator. — 
Imagine  a  good  insulator  heated  by  some  outside  source  of  power.  The 
rise  in  temperature  increases  the  to-and-fro  motion  of  its  molecules,  with 
•ihe  result  that  the  collisions  between  the  various  molecules  become  more 
frequent  and  violent  as  the  temperature  is  raised.  As  these  collisions 
occur,  the  resulting  disturbances  in  the  molecular  structure  tend  to  weaken 
the  hold  of  the  molecule  on  its  electrons.  Hence,  if  an  electric  force  is 
impressed  and  maintained  as  an  insulator  is  heated,  the  combination  of 
electric  force  and  weakening  of  the  molecular  holding  power  will  finally  re- 
sult in  some  electrons  leaving  their  molecules;  the  electric  force  will  then 
urge  them  along  through  the  substance  of  the  insulator,  resulting  in  a  small 
current.  This  would  be  interpreted  by  the  man  testing  the  insulator  as  a 
weakening  of  the  insulating  power  of  the  substance;  such  current  would 
be  called  a  leakage  current  through  the  insulator. 

Generally,  the  partial  breakdown  of  an  insulator,  as  described  above,  b 
rapidly  followed  by  its  complete  breakdown;  as  current,  even  though 
small,  flows  through  the  insulator,  it  generates  more  heat,  thus  still  further 
decreasing  the  disruptive  strength. 

This  effect  of  tempHjrature  upon  the  disruptive  strength  of  an  insulator 
l^  very  noticeable  in  the  case  of  condensers.  A  condenser  may  stand  500 
volts  continuous  current  for  an  indefinite  period,  but  when  operated  on  a  60- 
cycle,  330- volt,  alternating  current  line  (maximum  voltage  500)  it  may  fail 
after  a  short  time.    Condensers  operated  on  alternating  current  heat  up 
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more  or  less;  and  if  the  heat  is  generated  rapidly  enough  to  cause  the 
temperature  of  the  dielectric  to  increase  appreciably,  the  condenser  will 
generally  fail  in  a  short  time. 

19.  Resistance. — In  a  conductor  in  which  the  electrons  are  free  to  leave 
the  atom,  their  progressive  motion  is  hindered  by  collisions  with  the  atoms 
of  the  substance.  This  hindrance  to  their  free  progress  constitutes  the  elec- 
trical resistance  of  the  conductor.  It  differs,  as  might  well  be  expected,  in 
different  metals,  and  it  varies  with  the  temperature.  As  the  temperature 
of  a  metal  increases,  the  agitation  of  its  atoms  or  molecules  increases,  and 
this  results  in  more  hindrance  to  the  progressive  motion  of  the  electrons 
because  of  the  more  frequent  collisions  between  the  electrons  and  the 
atoms. 

That  resistance  increases  with  length  of  conductor  is  easily  accounted 
for,  the  number  of  collisions  per  unit  length  being  constant  for  a  given 
size  and  current;  the  greater  the  length  the  greater  the  total  number  of 
collisions  or  hindrance  to  the  passage  of  the  electrons.  If  the  area  of  the 
conductor  is  increased,  for  a  given  current  the  number  of  electrons  pro- 
gressing per  unit  area  decreases  inversely  as  the  area  of  the  conductor, 
and  therefore  fewer  collisions  with  atoms  take  place. 

With  increase  of  current,  more  electrons  are  progressing,  and  hence 
the  number  of  collisions  with  atoms  is  increased.  This  results  in  increased 
agitation  of  the  atoms  and  molecules,  and  this  increased  agitation  is  itself 
an  increase  of  temperature  of  the  conductor.  As  the  molecules  are  more 
violently  agitated,  it  becomes  harder  for  the  electrons  to  progress  or  in 
other  words,  the  i  esistance  of  the  conductor  has  increased. 

This  elementary  presentation  accounts  fror  the  well-known  fact  that 
when  a  conductor  carries  current  it  always  heats  to  some  extent,  and  heats 
more  with  larger  than  with  smaller  currents.  It  does  not,  however,  account 
for  the  cases  of  some  few  substances,  such  as  carbon,  which,  upon  increase 
in  temperature,  act  in  a  manner  that  does  not  fit  in  with  the  foregoing 
theory. 

Our  analogy  of  fleet  runners  (corresponding  to  the  electrons)  trying  to 
get  through  a  crowd  of  people  (corresponding  to  the  positively  charged 
atoms  of  the  conductor)  holds  good  here  also.  It  seems  at  once  evident 
that  it  will  be  easier  for  the  runners  to  progress  through  the  crowd  if  the 
members  thereof  are  stationary  than  if  they  are  rapidly  moving  back 
and  forth ;  in  fact,  it  will  be  practically  impossible  for  the  runners  to  force 
their  way  through  the  crowd  if  they  are  bumped  around  as  much  as  would 
be  the  case  if  the  individuals  of  the  crowd  themselves  were  rapidly  running 
about. 
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1.  A  galvanometer  requires  a  current  of  4x10""  amperes  to  give  a  deflection 
of  1  mna.     How  tnany  electrons  flow  through  it  per  second  when  deflecting  2.3.  mm.? 

2.  During  one  hour  of  operation,  how  many  electrons  paas  through  a  10-ampere 
lamp? 

3.  An  dectron,  starting  from  rest,  falls  unimpeded  through  a  potential  differ- 
ence of  1  volt.     How  fast  is  it  going? 

4.  An  electron,  moving  with  a  velocity  of  10'  cm.  per  second,  falls  through  a 
difference  c^  potential  of  0.001  volt  in  the  direction  in  which  it  is  already  moving, 
thus  gaining  additional  velocity.    TSTiat  is  it,s  final  velocity? 

6.  Assuming  10**  free  electrons  per  cubic  centimeter  of  copper,  how  long  does 
it  take,  on  the  average,  for  an  electron  to  complete  the  round  of  a  circuit  composed 
of  one-million-circular-mil  cable,  the  circuit  being  1  mile  long  and  carrjong  an 
average  current  of  100  amperes? 


CHAPTER  III 
ELECTROMAGNETISM 

20.  Fundamental  Facts. — The  action  of  the  magnet  has  been  familiar  for 
many  years,  the  earliest  form  being  the  lodestone,  an  oxide  of  iron,  now 
known  as  magnetite.  That  lodestones  had  the  property  of  attracting  bits 
of  iron  with  a  readily  perceptible  force  was  known  to  the  Greeks,  and  that 
this  property  could  be  imparted  to  other  pieces  of  iron,  by  rubbing  with  a 
lodestone,  has  also  long  been  known.  But  it  was  not  until  after  Oersted 
announced  the  connection  between  magnetism  and  currents  of  electricity, 
in  1819,  that  it  was  found  that  iron  could  be  magnetized  by  current  through 
a  surrounding  coil. 

Whenever  a  soft  iron  bar  is  magnetized,  it  retains  its  magnetic  properties 
only  so  long  as  it  is  in  the  presence  of  a  magnetizing  agent;  the  iron  is  thus 
only  a  temporary  magnet.  When,  as  in  the  case  of  certain  alloys  of  iron, 
properly  heat-treated,  the  bar  retains  its  magnetic  properties,  it  is  said 
to  be  a  permanent  magnet. 

From  the  action  of  a  freely  suspended  magnet  and  the  field  of  the  earth, 
recognized  as  a  magnet  by  Gilbert,  we  obtain  the  compass  and  a  means 
of  distinguishing  between  the  two  ends  of  a  magnet;  by  convention,  the 
north-seeking  end,  or  that  pointing  to  the  geographical  north,  has  been 
called  the  north  pole  of  the  magnet,  and  its  south-seeking  end,  the  south 
pole. 

Early  experiments  showed  that  if  two  freely  suspended  magnets  were 

brought  close  together,  there  was 


a  force  of  attraction  between  a 
north  and  a  south  pole  and  a 
S  force  of  repulsion  between  two 
north  or  two  south  poles.  This 
action,  resulting  in  the  law  that 

like  poles  repel  each  other  and 

Fig.   ll.-Forces  acting  on  a  slim  magnet  that  unlike  poles  attract,  is  known 
pivoted  in  a  magnetic  field.  , 

to  everyone. 

In  Fig.  11  is  shown  a  slender  magnet,  pivoted  at  its  center  and  placed 
between  two  large  magnet  poles,  the  forces  which  are  exerted  on  the  poles 
of  the  small  magnet  by  the  large  poles  being  represented  by  the  arrows. 
This  figure  really  indicates  all  that  our  senses  can  realize,  namely,  that 

16 
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between  the  poles  forots  txiM  which  have  diredion  and  intensity.  This  fact 
must  carefully  be  borne  in  mind,  for  all  that  we  shall  say  regarding  mag- 
netism must  necessarily  be  based  on  this  ide^,  together  with  certain  other 
experimental  facts  which  have  been  determined.  Direction  and  intensity 
of  force  acting  on  unit  magnetic  pole — this  is  all  we  really  know  about 
the  miignetic  field;  its  exact  nature  leads  to  discussions  without  the  scope 
of  thL*i  text. 

21.  Unit  Pole. — All  measurement  being  a  matter  of  comparison,  it  is 
necessary  to  assume  and  define  a  unit  magnet  pole,  and  this  is  generally 
defined  as  a  point  pole  of  such  strength  that  when  placed  in  air  a  distance 
of  one  centimeter  from  an  equal  point  pole,  it  attracts  or  repels  this  other 
pole  with  a  force  of  one  djTie. 

The  idea  of  a  point  pole  is,  of  course,  an  artificial  one,  the  magnetism 
never  being  concentrated  at  a  single  point.  It  is,  however,  nearly  approx- 
imated in  the  case  of  long  slender  magnets.  In  speaking  of  unit  poles,  it  is 
always  assumed  that  the  accompanjing  south  pole  is  so  far  away  as  to 
exert  negligible  force;  this  south  pole  is  always  required,  for  evidently 
there  cannot  be  a  north  pole  without  its  companion  south  pcle. 

By  comparison  with  the  unit  |X)le,  other  poles  of  unkno^ivn  strength 
are  measured;  for,  if  such  an  unknown  pole  is  placed  a  distance  of  one 
centimeter  in  air  from  a  unit  pole,  and  the  force  between  them  is  m  dynes, 
the  unknown  pole  has  a  strength  of  m  units.  If  two  poles,  of  strength  m 
and  m'  respectively,  are  placed  one  centimeter  apart  in  air,  they  will 
attract  or  ropol  each  other  with  a  force  of  mm'  dynes. 

22.  Coulomb's  Law. — Coulomb,  in  1800,  discovered  that  the  force 
exerted  between  two  magnet  poles  varies  inversely  as  the  square  of  the 
distance  between  them.  As  the  force  also  varies  with  the  medium  sur- 
rounding the  magnets,  the  force  Ijetween  two  magnet  poles  m  and  m', 
separated  a  distance  of  r  centimeters,  may  be  represented  by 

f-k% (1) 

where  it  is  a  constant  depending  on  the  medium.  For  air,  k  is  essentially 
unity. 

All  that  was  said  in  the  previous  paragraph  is  involved  in  this  equation. 

23.  Direction  of  the  Field  of  a  Magnet. — The  space  surrounding  a 
magnet  pole,  or  in  which  magnetic  forces  act,  is  called  a  magnetic  fidd. 
The  direction  of  the  field  at  any  point  is  the  direction  in  which  a  unit  north 
pole,  placed  at  that  point,  is  urged  to  move.  If  a  unit  north  pole  is  intro- 
duced at  some  point  of  the  field  of  a  bar  magnet,  as  in  Fig.  12,  the  direction 
of  the  force  acting  on  the  unit  pole  may  easily  be  determined.  The  force  of 
repulsion  between  A'  and  n,  along  the  line  a,  is  represented  by  the  line  nR, 
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and  the  force  of  attraction  between  n  and  S,  along  b,  is  represented  by  the 

hne  nA.  From  Coulomb's 
law, 

The  resultant  force,  nF, 
acting  on  n,  is  the  vector 
sum  of  R  and  A. 

After  the  direction  of 
the  force  at  all  points  in 
the  field  has  thus  been 
determined,  the  results 
may  best  be  represented 
by  curved  lines  drawn 
from  the  north  to  the 
south  pole,  as  in  Fig.  13; 
the  direction  of  the  force  at  any  point  in  the  field  is  obtained  by  drawing 
a  tangent  to  the  curved  line    drawn  through  the  point.     The  curved 

,R 


Fig.  12. — Resultant  force  on  unit  north  pole  placed 
in  the  field  of  a  bar  magnet,  a  distance  a  from  the 
north  pole  and  a  distance  6  from  the  south  pole. 


Fig. 


13. — Path  of  a  slowly  moving  unit  north  pole  in  the  field  of  a  bar  magnet.  The 
direction  of  the  resultant  force  acting  on  the  unit  pole  is  tangent  to  the  curve  at 
any  point.  If  the  small  north  pole  was  started  from  another  part  of  the  pole  of  the 
bar  magnet  it  would  describe  another  curved  path,  somewhat  similar  to  that  shown 
here,  which  has  been  constructed  accurately,  to  scale. 
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line  also,  of  course,  represents  the  path  that  a  freely  moving  north  pole 
would  follow  if  allowed  to  move  slowly. 

That  the  direction  of  the  magnetic  force  is  as  has  just  been  shown,  is 
proved  by  the  familiar  experiment  in  which  iron  filing?  are  sprinkled  over  a 
pa[)er  placed  over  a  bar  magnet.  When  the  papei  is  tapped,  the  iron 
filings  arrange  themselves  in  filaments  or  lines  similar  to  those  shown  above 
in  Fig.  13. 

24.  Unit  Field. — We  have  defined  a  magnetic  field  as  the  region  sur- 
rounding a  magnet,  or  any  region  in  which  magnetic  forces  act. '  It  follows 
from  this  that  whenever  a  unit  pole  is  introduced  into  a  magnetic  field  it 
will  Ix?  acte<l  upon  by  a  force.  We  can  then  define  the  intensity  of  a  mag- 
netic field  at  any  point  as  the  jorce  in  dynes  exerted  on  a  unit  pole  placed  at 
thai  point,  provided,  however,  that  the  introduction  of  the  unit  pole  does 
not  alter  the  original  intensity  or  distribution.  When  the  force  acting 
on  the  unit  pole  is  1  dj'ne,  then  the  pole  is  situated  in  unit  field  intensity. 

By  this  definition,  when  two  unit  poles  are  placed  1  cm.  apart,  the  force 
acting  l>etween  them  being  1  dyne,  each  unit  pole  is  situated  in  unit  field 
produced  by  the  other  pole. 

25.  Representation  of  Magnetic  Fields. — Magnetic  forces,  having 
direction  and  intensity,  are  vector  quantities  and  may  therefore  be  rep- 
resented by  vectors. 

A  vector  quantity,  such  as  a  force,  is  ordinarily  represented  by  a  line 
the  direction  of  which  indicates  the  direction  of  the  force  and  the  length  of 
which  (to  some  arbitrary  scale)  measures  the  intensity 
of  the  force.    Thus,  a  square  piston,  with  an  area  of 

16  square  inches  and  with  a  force  of  2  pounds  per     • 

square   inch   acting  on   it,  bears  a  total  force  of  32 
pounds.     This  might  be  represented,  as  in  Fig.  14,  by 

a  single  vector  drawn  to  the  center  of  the  piston  and     

32  units  long,  one  unit  representing  one  pound.  


Another  way  of  representing  the  same  force  is  to  p,o  14  _  Represen- 
draw  as  many  arrows  per  unit  area  as  the  force  per  tation  of  a  uniform 
unit  area.  In  the  case  above,  there  would  be  two  ar-  fo«*  over  the  area 
rows  per  square  inch  over  the  entire  area  of  the  piston,  °  *  square  pistoa 
as  in  Fig.  15.  Or,  if  the  force  dropped  to  half  a  pound  ^^  *  n^h  f  *\'  h 
per  square  inch,  and  the  same  units  were  used,  there  corresponds  to  the 
would  be  one  arrow  in  each  two  square  inches.  total  force  on  the 

In  this  method,  direction  of  the  force  is  shown  as      pwton. 
before,  but  intensity  of  the  force  ia  represented  by  the 
number  of  arrows  per  unit  area ;   the  length  of  the  arrows  has  no  signifi- 
cance in  this  method  of  representation. 

The  latter  method  of  vector  representation  is  of  special  value  where 
both  the  direction  and  intensity  of  the  force  vary  from  point  to  point. 
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Imagine  a  stream  of  air  passing  out  of  a  pipe  through  a  funnel,  with  a 

number  of  obstacles  in  the  small  end,  which  cause  the  air  to  swirl  and  eddy 

as  it  passes  through  the  funnel.    Let  us,  however, 

assume    that    there    are  no  pressure  losses,    due 

either  to  these  eddies  or  to  friction  on  the  sides  of 

the  funnel. 

If  we  wish  to  map  out  the  pressure  of  the  air 
— ^       currents  over  some  test  area  aa\  we  may  con- 
veniently do  so  by  having  one  arrow  represent  a 
force  of  one  ounce  per  square  inch.     If  the  force 

at  certain  regions  were   only   half  an  ounce  per 

Fig.  15. — Another  scheme  square  inch,  we  would  draw  one  arrow  in  each  two 
of  vector  representation  square  inches,  and  so  on.  In  Fig.  16,  this  has 
of  uniform  force  over  ^g^j^  ^^^^6  for  sections  aa'  and  66'  of  the  funnel, 
the  area  of  a  piston,  the         i  •<    /•  n  .  i     .      t   xi       j.     j.  •  in 

u       t  and  it  lollows  that,  ii  the  test  area  is  gradually 

number  of   arrows  per  '  *  "^ 

unit  area  indicating  the  moved  over  the  entire  length  of  the  funnel,  the 

intensity  of  the  force,      arrows  become  lines,  the  direction  of  which  at  any 

point  indicates  the  direction  of  the  pressure,  while 

the  number  of  lines  per  square  inch  indicates  the  intensity  of  the  pressure. 

From  our  assumption  of  no  pressure  losses  due  to  eddies  or  wall  friction, 

it  follows  that  the  lines  are  continuous,  the  product  of  average  pressure 

per  square  inch  and  area  remaining  constant.     It  so  happens  that  in  this 

particular  case  the  continuous  lines  also  show  the  stream  lines  of  the  air, 

but  this  is  only  because  there  is  something  actually  moving. 

26.  Lines  of  Force. — We  may  use  for  magnetic  fields  the  same  method 
of  vector  representation  as  that  given  in  Fig.  16.  Having  defined  unit 
field  intensity  as  that  field  strength  which  will  exert  a  force  of  one  dyne 
on  a  unit  pole,  we  might  map  out  the  field  of  a  bar  magnet  by  placing  a 
unit  pole  at  every  point  in  the  field  and  noting  the  force  exerted  on  it. 
We  then  draw  as  many  arrows  per  square  centimeter  as  there  are  dynes  of 
force  at  that  point  on  the  unit  polo,  as  is  represented  in  Fig.  17.  In  this 
case  also,  as  the  positions  mapped  out  come  closer  and  closer  together,  the 
arrows  tend  to  form  continuous  lines. 

Unit  field  is  by  definition  represented  by  one  line  per  square  centimeter. 
Having  a  field  mapped  out  according  to  these  ideas,  if  we  desire  to  determine 
the  force  at  any  point,  we  need  only  insert  at  that  point  a  test  area  of  one 
square  centimeter  at  right  angles  to  the  direction  of  the  lines  and  count  the 
number  of  lines  traversing  it. 

It  must,  however,  be  carefully  borne  in  mind  that  the  lines  of  our 
diagram,  which  in  the  case  of  magnetic  fields  are  called  lines  of  force,  are 
but  a  vector  representation  of  the  direction  and  intensity  of  the  force  of 
the  field  on  a  unit  pole,  and  nothing  more.  They  have  no  physical  existence 
and  can  therefore  have  no  properties  of  their  own;  nor  do  they  represent 
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the  flow  of  anytliinK,  any  more  than  they  would  if  used  to  represent  inten- 
sity and  direction  of  gravitational  forces. 

However,  lines  of  force  serve  as  a  means  of  determining  or  measuring 
field  intensities  and  are  universally  used;   we  speak  of  a  field  of  100,000 


Fig.  16. — Representation  of  the  air  pressure  gradient  in  a  funnel  carrying  a  stream  of 
air;  by  using  the  scheme  of  Fig.  15,  for  closely  adjacent  sections  across  the  funnel, 
at  right  angles  to  its  axis,  and  connecting  the  force  arrows  in  the  adjacent  sections, 
the  stream  line  diagram  in  the  upper  part  of  the  figure  is  obtained.  The  lower 
diagram  shows  the  density  of  the  force  arrows  over  the  two  sections  a-a'  and  b-b', 
above. 


lines  of  force  per  square  centimeter,  really  meaning  a  field  of  such  strength 
us  would  ex«^rt  a  force  of  100,000  dynes  on  a  unit  pole. 

27.  Flux  and  Flux  Density — The  Gauss. — The  total  number  of  lines  of 
force  leaWng  or  entering  a  magnetic  pole  is  called  its  flux,  or  total  flux. 
It  is  generally  spoken  of  as  so  many  lines  of  force,  or  maxwells,  a  maxtDeU 
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being  one  line  of  force.     The  symbol  <^  (Greek  letter  phi)  is  generally  used 
to  represent  total  flux. 

The  flux  density  of  a  field  is  the  number  of  lines  of  force  per  square 
centimeter,  and  is  thus  a  measure  of  field  intensity.  A  recognized  unit  of 
flux  density  is  the  gauss,  which  is  equal  to  one  line  of  force  per  square 
centimeter.    From  this  we  get  the  kilogauss,  or  1000  lines  per  square 


Fig.  17. — Vector  representation  of  the  force  on  a  unit  north  pole  n,  at  the  center  of  a 
square  centimeter,  a.  The  number  of  arrows  normal  to  the  square  centimeter 
represents  the  force,  in  dynes,  acting  on  the  unit  pole.  As  the  points  mapped  out 
in  the  field  come  closer  together  the  arrows  become  lines  of  force. 

centimeter.  Flux  densities  may  also  be  expressed  in  lines  per  square 
inch  or  other  unit  of  area.  The  symbol  B  is  generally  used  to  represent 
flux  densities. 

28.  Flux  from  Unit  Pole. — If  a  sphere  of  one  centimeter  radius  is  drawn 
about  a  unit  pole  as  center,  as  in  Fig.  18,  a  similar  unit  pole  placed  at  any 
point  on  the  surface  of  this  sphere  would  be  repelled  by  a  force  of  one  dyne. 
The  second  pole  is,  therefore,  by  definition,  situated  in  imit  field  and  there 
must  be  one  line  of  force  per  square  centimeter  of  surface  of  the  sphere, 
the  area  of  which  is  irr^  sq.  cm.  Accordingly,  since  r  =  l,  the  total  flux 
from  the  unit  pole  is  Aw  lines.    At  a  distance  r/2  cm.  from  the  pole,  the 

force,  from  Coulomb's  law,  is  4  dynes,  and  the  area  of  the  sphere  is  -j-, 

and  again  there  are  4ir  lines;  the  lines  are  thus  continuous  as  has  been  pre- 
viously stated.  For  a  pole  of  strength  m  units,  the  flux  emanating  is  ^mn 
lines.  In  general,  the  flux  density  due  to  a  unit  pole,  in  a  homogeneous 
medium,  is  equal  to  1/r^,  and  that  due  to  any  pole  of  strength  w,  is  m/r^. 
It  must  be  remembered  that  a  unit  south  pole  must  accompany  every 
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unit  north  pole,  and  if  the  unit  north  pole  is  considered  at  the  end  of  a 
long  slender  magnet,  the  4t  lines  leaving  it  must  enter  the  sphere  through 
the  sulxstance  of  the  magnet,  as  shown  in  Fig.  18. 

29.  Applications. — The  dyne  being 
M  very  small  unit  and  commercial 
magnetic  fields  being  generally  very 
powerful,  we  find  such  fields  reaching 
Hux  densities  of  thousands  of  lines 
per  square  centimeter.  The  air-gap 
flux  densities  of  modern  continuous 
current  generators  and  motors  may 
reach  60,000  lines  per  square  inch  or 
9300  lines  per  square  centimeter;  a 
unit  pole  in  such  a  field  would  be 
acted  upon  by  a  force  of  9300  dynes 
or  9.5  grams. 

The  field  of  the  ordinary  direct  cur- 
rent ammeter  or  voltmeter  (discussed 
in  Chapter  VI)  of  the  permanent 
magnet  type,  as  shown  simply  in  Fig. 
1 14,  has  a  flux  density  of  about  1,200 
lines  per  square  centimeter. 

The  earth's  magnetic  field  may  be 
considered  in  terms  of  its  horizontal 
and  a  vertical  components,  the  values 
of  which  var>',  particularly  with  lati- 
tude. At  Washington,  D.  C,  the  horizontal  and  vertical  components  are 
roughly  0.2  and  0.55  line  per  square  centimeter,  respectively. 

30.  Field  Intensity  or  Magnetizing  Force. — We  have  defined  the 
intensity  of  a  magnetic  field  at  a  point  as  the  force  in  dynes  acting  on  a  unit 
pole.  This  is  also  called  the  magnetizing  force  at  that  point  and,  in  air, 
is  usually  also  represented  by  the  symbol  H. 

Con.sider  a  unit  pole  at  a  distance  r  from  a  pole  of  strength  m.  From 
Coulomb's  law,  the  force  due  to  pole  m,  acting  on  unit  pole,  is 

«    IXm 


Fio.  18. — Flux  emanating  from  unit 
north  pole.  According  to  the  con- 
ventional method  of  representing  the 
field  strength  by  the  number  of  lines 
per  square  centimeter,  and  the  defini- 
tion of  unit  pole  strength,  there  are 
4t  lines  emanating  from  a  pole  of 
unit  strength. 


Hence, 


//»- 


(2) 


If  a  pole  of  strength  m'  were  substituted  for  the  unit  pole,  the  force 
acting  on  pole  m'  would  be 

F^'^^m'H (3) 
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From  this  it  follows  that  the  force  on  m'  can  be  computed  either  by 
considering  it  in  proximity  to  another  pole  m,  or  placed  in  a  certain  field  of 
intensity  //,  the  origin  of  which  does  not  concern  us.  It  is  thus  possible 
to  consider  either  the  pole  or  its  field ;  in  general  electrical  engineering,  the 
field,  and  never  the  pole  itself,  is  considered. 

The  definition  given  for  field  intensity  suffices  also  for  the  flux  density 
in  air,  as  they  are  here  equal,  that  is  B=H.  We  say  that  unit  field  inten- 
sity or  unit  magnetizing  force  produces  one  line  of  magnetic  flux  per  square 
centimeter,  in  air. 

Another  view  of  field  intensity,  and  more  particularly  of  magnetizing 
force  H,  is  that  it  is  the  work  done  in  moving  a  unit  pole  a  distance  of  one 
centimeter  along  the  path  of  the  lines  of  force.  The  force  due  to  a  field 
of  intensity  H  being  H  dynes,  the  work  done  per  centimeter  becomes  H 
ergs.  The  conception  that  magnetizing  force  is  the  work  done  per  centi- 
meter per  unit  pole  is,  in  general,  the  most  convenient  one  in  considering 
the  various  relations  existing  between  the  different  magnetic  quantities. 

31.  Magnetic  Field  Surrounding  a  Con- 
pSie  ductor  Carrying  Current. — In  1819,  Oersted 
discovered  the  fact  that  a  magnetic  needle 
is  disturbed  when  a  conductor  carrying 
electric  current  is  brought  into  its  vicinity. 
Further  experiment  showed  that  there  was  a 
magnetic  field  around  such  a  conductor,  that 
the  direction  of  the  field  was  circular  about 
the  conductor,  as  in  Fig.  19,  and  its  intensity 
was  proportional  to  the  current. 

Using  the  conventional  directions  of  cur- 
FiG.  19.-Map  of  the  magnetic  ^^nt,  as  spoken  of  in  paragraph  13,  when 
field  surrounding  a  conductor  current  flows  into  the  paper  the  direction  of 
which  is  carrying  current,  the  field  is  found  to  be  clockwise,  a  Unit  pole 
Using  the  conventional  ideas  being  SO  Urged,  and  vice  versa  when  current 
as  to  direction  of  current  and  fl^^g  ^^^^     Two  simple  rules   are  available 

magnetic  held,  the  current  m  .    .  ,  .  ,     . 

this  conductor  must  be  flowing  ^or    determmmg   this  relation:     If   a   right- 

into  the  paper.  The  direction  handed  screw  is  screwed  into  the  conductor 

shown  for  the  magnetic  field  in  the  direction  of  the  current  flow,  then  the 

is   that   in   which    a  north  g^j.^^  jg  turned  in  the  direction  of  the  lines 

magnetu,  pole  would  be  urged  ^^  ^  ^^  ^  ^^^  conductor  is  grasped  by 

if  placed  m  the  vicmity  of  the  .  ,      ,  •  i     i  i  ,  •       • 

conductor.  *'"^  right  hand,  with  the  thumb  extendmg  in 

the  direction  of  the  current,  the  direction  of 
the  fingers  indicates  the  direction  of  the  lines  of  force. 

In  Figs.  19  and  20,  the  field  is  correctly  mapped  out  for  the  current  the 
conductor  is  carrying,  the  number  of  lines  per  square  centimeter  indicating 
the  intensity  of  the  field.    In  Fig.  20,  the  current  is  supposed  to  be  double 
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hat  in  Fig.  19,  and  the  field  intensity  at  any  point  X  must  then  be  doubled; 
t  here  are  therefore  twice  as  many  lines  per  square  centimeter. 

If  the  increase  in  current  were  a  gradual  one,  the  lines  would  appear  to 
\)Q  spreading  out  from  the  conductor  as  the  current  increases.  The  lines, 
having  no  physical  existence,  are 
not  really  doing  anything  of  the 
sort;    what   actually  hap|)ens  is 

!iat   the   field   intensity  at  any 

oint,   X,    is   increasing.     It   is, 

owever,  convenient  to  speak  of 
I  he  lines  as  spreading  out,  and  wc 
often  conceive  the  growing  mag- 
netic field  to  be  established  in 
this  fashion. 

32.  Field  at  Center  of  a 
Circular  Loop  Canying  Current. 
— In  Fig.  21  is  shown  a  circular 
loop  of  wire  of  radius  r  centi- 
meters, and  carrying  a  current 

:  at  the  center  of  the  loop  there 
IS  placed  a  unit  north  pole.  From 
the  ideas  presented  in  the  pre- 
\ious  section,  it  is  evident  that 
there  will  be  a  force  acting  up- 
ward on  the  unit  north  pole,  due 
to  any  element  of  the  wire  ab. 
It  is  found  by  experiment  that 
the  force  on  the  pole  varies  directly  as  the  length  of  the  element  of  the 
wire  and  the  strength  of  the  current,  and  inversely  as  the  square  of  the 
distance  between  the  element  of  wire  and  the  pole,  or 


Fig.  20. — If  the  current  in  the  conductor  of 
Fig.  19  is  doubled  the  intensity  of  the 
magnetic  field  around  the  conductor  will 
everj'where  be  doubled,  so  that  the  field  is 
now  shown  with  the  lines  of  force  every- 
where twice  as  dense.  Current  is  assumed 
as  flowing  out  of  the  paper  so  that  the  di- 
rection of  the  field  is  opposite  to  what  it 
was  in  Fig.  19. 


Foe 


ab'i 


and  the  total  force  due  to  the  entire  loop, 


_,    2Tr't    2t-» 
Foe — 5—  oc . 


Evidently,  by  proper  choice  of  units,  this  proportionality  may  be  written 
in  the  form  of  an  equation 


jj,  _  2irn    2ti 
r*        r 


(4) 
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33.  Unit  Current. — If  the  force  on  the  unit  north  pole  placed  at  the 

center  of  the  loop  is  27r  dynes,  then  the  current  value  is  taken  as  unity. 
Accordingly,  unit  current  will  exert  a  force  of  2ir  dynes  on  a  unit  pole  placed 
at  the  center  of  a  loop  of  1  cm.  radius.  Such  unit  current  is  called  the 
c.g.s.  ampere,  or  absolute  ampere,  or  abampere;  but  as  this  is  a  fairly  large 


Current  Up 


Force  on  Unit  Pole 


I 


Force  on  Conductor  is  Down 


Fio.  21. — Force  acting  on  a  unit  north  pole  at  the  center  of  a  circular  loop  of  wire 
carrying  current.  If  ttic  loop  is  one  centimeter  in  radius,  unit  current  (one  abam- 
pere) will  produce  on  the  pole  a  force  of  2-n-  dynes. 


unit,  the  practical  unit,  the  ampere,  has  been  taken  as  one-tenth  of  the 
abampere. 

The  determination  of  the  ampere  by  the  method  just  suggested  is  dif- 
ficult and  subject  to  error.  A  much  easier  and  more  accurate  way  is  to 
determine  the  ampere  in  terms  of  its  electrolytic  effects;  according  to 
standard  specifications,  the  arnpere  is  that  unvarying  current,  which,  when 
passed  through  a  standard  silver  nitrate  solution,  under  specified  conditions, 
deposits  silver  at  the  rate  of  0.001118  gram  per  second 

34.  Force  Acting  on  a  Conductor  Carrying  Current  in  a  Magnetic 
Field. — In  the  conditions  shown  by  Fig.  21,  it  is  evident  that  there  must  be 
a  force  acting  on  the  loop  of  wire,  due  to  the  pole.     Or,  by  considering  the 


FORCE  ACTING  ON  A  CONDUCTOR  CARRYING  CURRENT        27 


field  of  the  polo  instead  of  Uie  pole  it«elf,  we  get  the  idea  that  a  conductor 

placed  in  a  magnetic  field  has  a  force  acting  on  it. 

2rri 
In  the  expression  F  =  —^,  it  will  be  noticed  that  2Tr  is  the  length,  I, 

of  the  conductor,  and  if  we  say  that  the  intensity  of  the  field  at  the  con- 
ductor, due  to  the  pole,  is  //,  then  as 

it  follows,  by  8ul)stituting  these  values  in  the  alx)ve  equation,  that 

F  =  ^/t  dynes (5) 

The  expression  better  serves  our  purpose  if,  instead  of  field  intensity, 
we  express  this  value  as  flux  density,  which,  in  air  is  the  same  thing,  as  is 
seen  from  the  relation 

_,,,.,  -  .  Flux  emanating  from  the  unit  pole 

^(at  distance  of  r  cm.)  =  T ~f  i- £ > ^-   3^— , 

Area  of  surroundmg  sphere  of  r  era.  radius 


4irr-'     r2' 


so  that 


F  =  Bli. 


(6) 


If,  as  in  Fig.  22,  the  current-carrying  conductor  is  a  straight  wire  placed 
at  right  angles  to  the  direction  of  a  field  of  uniform  flux  tlensity,  B,  the 
*'»rce  is  dependent  on  the  same  quan- 
ities. 

The  equation,  F  =  Bli,  also  .server 
as  a  means  of  defining  the  abamp<TP, 
for  if  the  conductor  is  placetl  in  unit 
field  and  the  force  on  the  conductor 
i<  1  dyne  per  contimot<»r  length  <»f 
onductor,  then  the  current  flowing  L* 
1  abampere. 

The  relation  l)otweon  the  directions 
of  the  current,  fiekl,  and  force  are 
pven  by  Fleming's  left-hand  rule. 
WTien  the  thumb,  forefinger,  and 
middle  finger  of  the  left  hand  are  held 
tuutually  perpendicular  to  one  another, 

the  forefinger  pointing  in  the  direction  of  the  field  and  the  middle  finger  in 
the  direction  of  the  flow  of  the  current,  then  the  thumb  will  point  in  the 


Vui.  22. — The  force  arting  on  a  o)n- 
durtor,  which  is  carrying  current 
and  is  placed  in  a  magnetic  fiokl, 
other  thxm  its  own,  is  at  right  angles 
tc  the  length  of  the  conductor  and 
to  the  direction  of  the  field. 
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direction  of  the  force  on  the  conductor.  If  the  conductor  is  not  perpen- 
dicular to  the  direction  of  the  field,  but  makes  some  angle  6  with  it,  the 
force  will  vary  as  the  cosine  of  the  angle  d. 

35.  Magnetic  Field  of  a  Solenoid,  Carrying  Current. — A  solenoid  is  a 
conductor  wound  in  the  form  of  a  long  cylindrical  helix  of  constant  cross- 
section.  When  carrying  current,  a  solenoid  has  a  magnetic  field  and,  gen- 
erally speaking,  has  all  of  the  properties  of  a  bar  magnet.  When  mapped 
out  with  a  unit  pole,  the  magnetic  field  of  a  solenoid  with  an  air  core 
appears  as  in  Fig.  23a.  The  flux  lines  are  found  to  be  closed,  leaving  at 
one  end,  passing  around  outside  and  entering  at  the  other  end.    The  field 


Fig.  23. — Map  of  the  field  set  up  in  a  solenoid,  having  an  air  core;  the  actual  field  is 
caused  by  the  resultant  effect  of  all  the  circular  loops,  each  acting  as  though  the 
others  were  not  present,  as  suggested  by  the  two  extra  turns  shown  at  b. 


at  the  center  is  found  to  be  quite  uniform,  but  all  of  the  linos  do  not  leave 
at  the  ends,  some  leaking  out  before  they  reach  the  ends.  If  the  turns 
comprising  the  solenoid  are  not  close  together,  there  will  be  much  more  flux 
leaking  out  between  turns,  and  if  the  turns  are  far  enough  apart,  closed 
lines  will  exist  to  an  apprecijible  extent  around  the  individual  turns,  as 
shown  in  Fig.  236. 

If  the  solenoid  is  long  in  comparison  to  its  diameter  (say  length  =  10 
times  diameter),  the  strength  of  field  at  the  ends  of  the  solenoid  will  be 
practically  half  as  much  as  it  is  at  the  central  portion  of  the  solenoid. 

36.  Action  of  a  Conductor  Carrying  Current  in  a  Magnetic  Field,  from 
the  Standpoint  of  Interlinkages. — Every  electric  circuit  carrying  current 
forms  one  or  more  closed  loops,  and  every  line  of  force  also  constitutes 
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a  clo6cd  loop.  When  a  line  of  force  links  with  a  closed  loop  in  the  same 
way  that  two  links  of  a  chain  link  with  each  other,  one  irUerlinkage 
results.  The  flux  lines  may  be  set  up  by  the  coil  itself,  or  by  some  ncigh- 
Itoring  coil  or  magnet.  If  several  lines  Unk  with  a  number  of  turns,  the 
number  of  interlinkagcs  is  equal  to  their  product,  as  in  Fig,  24,  where  3 
lines  link  with  2  turns,  producing  6  interlinkagcs.  In  Fig.  23  we  have  2 
lines  linking  with  13  turns,  2  lines  Unking  with  19  turns,  and  6  lines  linking 
with  25  turns,  resulting  in  a  total  of  214  int<?rlinkages. 

As  state<l  in  the  previous  paragraph,  a  coil  of  wire  carrying  current  has 
all  the  properties  of  a  bar  magnet,  and  it  is  therefore  always  possible  to 


N 


Fio.  24 


Fio.  25 


Fio.  24. — This  figure  gives  the  idea  of  interlinkages;  there  are  shown  three  lines  of 
nokagnetic  flux  each  of  them  Unking  with  the  two  turns  of  wire  shown.  One  line  of 
flux  Unking  with  one  turn  of  a  circuit  constitutes  one  interlinkage,  so  in  this  diagram 
there  are  six  interlinkages. 

Fig.  25. — Field  between  the  poles  of  a  permanent  magnet.  If  the  pole  faces  are  plain, 
as  shown  here,  the  Unes  of  flux  are  parallel  to  each  other  except  at  the  edges,  where 
they  curve  out.    The  lines  leave  the  pole  faces  [>erpendicular  to  the  surface. 


replace  a  permanent  magnet  by  one  or  more  coils.  In  Fig.  25  is  shown  a 
field  between  the  poles  of  a  permanent  magnet. 

Now,  two  coils  separated  from  each  other  as  in  Fig.  26  can  be  made  to 
produce  a  field  of  the  same  intensity  and  distribution  as  that  given  by  the 
above  magnet,  by  properly  adjusting  the  current  passing  through  them, 
and  coils  can  therefore  be  used  to  replace  the  magnet  of  Fig.  25. 

Consider  a  system  as  in  Fig.  27,  made  up  of  a  movable  rectangular 
coil  of,  say  3  turns,  with  its  magnetic  field,  and  a  field  set  up  by  a  perma- 
nent magnet,  the  coil  and  the  magnet  being  far  enough  away  not  to  influ- 
ence each  other.  The  current  flowing  through  the  coil  is  of  such  value  that 
6  lines  of  force  are  set  up,  giving  18  interlinkages.  If  we  replace  the 
permanent  magnet  by  2  fixed  coils,  each  of  2  turns,  and  pass  through  them 
a  current  of  such  value  as  to  produce  a  field  Ijetween  the  coils  of  the  same 
density  as  between  the  poles  of  the  magnets  of  Fig.  27,  we  find  conditions 
;is  in  Fig.  28,  assuming  that  all  the  lines  pass  completely  through  all  the 
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turns  of  both  coils.  If  the  current  sets  up  8  lines,  we  have  32  intcrlink- 
ages  for  the  fixed  coil  and  18  interlinkages  for  the  movable  coil,  or  50  in  the 
entire  system. 

The  action  of  a  current-carrying  conductor  in  a  magnetic  field  may  now 
be  regarded  from  the  standpoint  of  interlinkages,  for  every  such  con- 
ductor is  but  part  of  a  closed  loop.  If  the  rectangular  movable  coil  of 
Fig.  28  is  moved  into  the  field  of  the  fixed  coils,  as  indicated  simply  in 
Fig.  29,  application  of  Fleming's  left-hand  rule  indicates  that  the  lower 
coil-side  L,  in  which  we  are  imagining  current  to  be  flowing  into  the  paper, 
will  develop  a  force  tending  to  move  the  coil  down  into  the  field  of  the 


Fig.  26. — The  field  of  the  permanent  magnet  shown  in  Fig.  25  may  be  replaced  by  the 
field  between  two  coils;  if  the  coils  are  properly  placed,  and  have  the  proper 
number  of  turns  and  current  the  field  set  up  between  them  will  be  exactly  the  same 
as  that  shown  in  Figure  25. 


fixed  coils.  It  will  be  seen  that  the  direction  of  the  field  of  the  fixed  coils 
and  that  set  up  by  the  movable  coil  across  its  own  plane  are  both  from  left 
to  right  (as  shown  by  one  dotted  line  for  each  of  the  coils) ;  by  moving 
into  the  field  of  the  fixed  coils  (or  the  magnet)  the  movable  coil  acts  to 
include  within  itself  the  greatest  possible  number  of  lines. 

When  the  movable  coil  has  moved  so  as  to  include  as  much  of  the  fixed 
field  as  possible,  as  in  Fig.  30,  the  number  of  interlinkages  of  the  system 
is  a  maximum.  Assuming  that  the  medium  is  air,  the  lines  threading 
both  coils  will  now  be  the  sum  of  those  individually  set  up,  or  6-f8  =  14. 
Since  there  are  altogether  7  turns  in  the  system,  7X14=98  interlinkages 
result.  Thus,  the  action  of  a  coil  carrying  a  current  (which  is  maintained 
constant),  placed  in  a  magnetic  field,  is  to  move  so  a$  to  increase  the  (otol 
number  of  interlinkages  of  the  system, 
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Fig.  27  Fig.  28 

FlQ.  27. — Coil  earning  current  approaching  the  field  due  to  a  permanent  magnet. 

The  two  magnetic  fields  are  not,  as  yet,  appreciably  interlinked. 
Fio.  28. — The  permanent  magnet  of  Fig.  27  repbced  by  two  coils.    The  syatem,  com- 
posed  of  the  two  fixed  ooils  (upper)  and  the  single  movable  coil  (lower)  has  a  iotiti 
of  50  interlinka^es,  32  for  the  upper  coil  and  18  for  the  lower  coil. 
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The  assumption  that  when  the  movable  coil  has  moved  completely 
into  the  field,  a  total  of  14  lines  will  be  set  up,  or  that  all  of  the  lines  set  up 
will  completely  thread  all  of  the  turns  of  the  system,  is  not  necessarily 
correct;  but  it  is  evident  that  the  total  number  of  interlinkages  of  the  sys- 
tem is  increased  when  the  movable  coil  comes  into  the  field,  as  in  Fig,  30. 

When  the  coil  is  in  the  position  shown  in  Fig.  30,  where  the  total  number 
of  interlinkages  of  the  system  is  a  maximum,  it  is  in  a  position  of  stable 
equilibrium,  a  force  tending  to  move  the  coil  up  being  developed  by  the 
upper  coil-side  U,  and  an  equal  downward  force  by  the  lower  coil-side,  L. 


/"^UN^ 

'    rr 

vf 

/ 
/ 

•  • 

m  • 

lL 

+++ 

Force__ 

1 

\    L 

J             Ul 

V  + 

+ 

+  ■1- 

fYY^     PO 


U 


+++    ++ 
L 


Fig.  29. 


Fig.  30. 


L 
Fig.  31. 


Fig.  29. — The  movable  coil  of  Fig.  28  is  here  shown,  in  simplified  form,  partly  in  the 
field  of  the  two  fixed  coils  of  Fig.  28.  The  force  exerted  between  movable  coil  and  the 
field  of  the  fixed  coils,  tends  to  draw  the  movable  coil  further  into  the  field  of  the 
fixed  coils,  thereby  increasing  the  total  interlinkages  of  the  system. 

Fig.  30. — The  movable  coil  of  Fig.  29  is  now  entirely  in  the  field  of  the  fixed  coils.  The 
interUnkages  of  the  combination  are  now  a  maximum,  and  the  movable  coil  is  there- 
fore in  a  position  of  stable  equilibrium. 

Fig.  31. — The  current  in  the  movable  coil  has  been  reversed,  so  that  the  magnetizing 
effects  of  the  two  coils  tend  to  neutralize  each  other.  The  interlinkages  of  the 
system  is  now  a  minimum  and  any  motion  of  the  movable  coil  will  result  in  an 
increase  in  the  total  interlinkages;  the  movable  coil  is  therefore  in  a  position  of 
unstable  equilibrium. 


Any  dislodgment  of  the  movable  coil,  tending  to  reduce  the  total  number 
of  interlinkages  of  the  system,  results  in  unbalancing  the  forces  developed 
by  the  coil-sides,  thus  tending  to  restore  the  coil  to  its  position  in  Fig.  30. 
This  follows  because  whichever  coil-side  of  the  movable  coil  moves  out  of 
the  fixed  field  will  evidently  develop  less  force  than  the  other  coil-side, 
which  has  moved  up  into  a  position  of  more  intense  field. 

However,  if  the  direction  of  the  current  in  the  movable  coil  is  reversed, 
as  in  Fig.  31,  the  coil  is  in  a  position  of  unstable  equilibrium  and  tends 
to  move  out  of  the  field,  as  application  of  Fleming's  left-hand  rule  will  show. 
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It  may  move  out  of  the  fixed  field  in  either  an  upward  or  a  downward 
direction,  depending  upon  which  way  it  Is  started,  as  indicated  in  Fig.  32. 

With  the  current  reversed,  as  in 
Fig,  31,  and  with  the  same  assump- 
tions as  to  the  Unes  threading  all  of 
the  coils,  the  total  lines  set  up  through 
both  coils  will  now  be  8—6  =  2,  since 
the  movable  coil  now  tends  to  set  up 
its  lines  in  a  direction  opposite  to 
that  of  the  fixed  coils.  There  are 
now  2X7,  or  14,  interlinkages  in  the 
system.  When  the  movable  coil  has 
moved  completely  out  of  the  fixed 
field,  the  total  number  of  interlinkages 
of  the  system  mil  have  increased  to  50, 
the   conditions   being   as   shown   in  ,   

Fig.  28.  Vry 

Thus,  the  action  of  the  coil  has  yiq.  32— If  the  movable  coil  of  Fig.  31 
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is  dislodged  in  either  direction,  a  force 
is  developed  which  tends  to  make  it 
move  farther  in  the  same  direction, 
until  it  is  entirely  outside  the  field  of 
the  fixed  coils.  Increase  of  interlink- 
ages results. 


again  been  to  move  so  as  to  increase 
the  total  number  of  interlinkages  of 
the  entire  system,  and  we  can  con- 
clude that  whenever  a  coil-carrj'ing 
current  is  situated  in  a  magnetic  field 
other  than  its  own,  it  will  always 
tend  to  move  so  as  to  make  the  total  interUnkages  of  the  system  a 
maximum. 

37.  Applications  of  the  Principle  of  a  Current-carrying  Conductor  in  a 
Magnetic  Field. — AppUcations  of  this  principle  are  numerous.  The  most 
important  of  the  numerous  applications  of  this  principle  is  the  motor, 
whose  armature  carries  many  coils.  Suppose  a  pivoted  coil,  carrying 
current  out  along  the  lower  conductor  and  in  along  the  upper,  is  placed  in  a 
magnetic  field,  as  in  Fig.  33a.  Applying  our  first  line  of  reasoning,  we  see 
that  forces  will  act  on  both  conductors,  tending  to  rotate  the  coil  in  a  clock- 
wise direction  until  the  coil  reaches  approximately  its  position  in  Fig.  336. 
The  action  has  also  been  to  make  the  coil  include  a  great4?r  number  of  flux 
interlinkages  than  Ix'fore.  It  is  interesting  to  note  that  if  the  coil  has 
sufficient  momentum  to  carry  it  from  its  position  in  Fig.  336  about  to  the 
dotted  line,  and  the  current  in  the  coil  were  reversed  at  about  the  same 
time,  the  coil  would  continue  to  rotate.  This  is  the  principle  of  the  motor, 
the  reversal  of  the  current  being  effected  by  the  commutator. 

In  the  D'Arsonval,  or  moving-coil,  type  of  meters,  the  same  idea  is 
utilized  by  attaching  a  pointer  to  the  coil  and  making  the  coil  work  against 
a  spring.    The  two  limiting  positions  of  the  coil  are  shown  in  Fig.  34. 
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As  the  simplest  illustration  of  "motion  such  that  flux  interlinkages 
increase"  it  may  be  found  by  experiment  that  if  a  single  turn  of  flexible 
conductor,  such  as  lamp  cord,  is  made  to  have  the  form  of  a  narrow 
rectangle,  and   a  heavy  current  is  passed  through  it,  the  sides  of  the 


Fio.  33. — In  a  coil  carrying  current,  pivoted  in  a  magnetic  field,  the  forces  developed 
tend  to  rotate  the  coil.  Evidently  in  position  b  the  total  interlinkages  is  greater 
than  in  position  a  because  in  a  the  current  in  the  coil  tends  to  partly  neutralize 
the  magnetic  field  of  the  magnet. 

rectangle  will  at  once  jump  apart,  so  as  to  give  a  turn  of  circular  form, 
this  being  the  shape  of  turn  which  gives  the  most  flux  for  a  given  current 
and  length  of  wire. 


Fia.  34. — A  pivoted  coil  in  the  magnetic  field  of  a  permanent  magnet  is  used  in  the 
D'Arsonval,  or  moving  coil,  type  of  continuous  current  meter.  The  limiting 
positions  of  the  coil  are  shown  above,  as  the  coil  evidently  cannot  pull  itself  farther 
than  position  b;  the  force  acting  on  the  coil  becomes  zero  when  it  moves  past  the 
pole  tip  of  the  magnet. 


If,  in  Figs.  33  and  34,  we  had  used,  instead  of  a  coil  of  a  single  turn, 
one  having  two  turns  very  close  together,  each  turn  carrying  the  same 
current,  the  forces  would  have  been  doubled  in  each  case.    But  in  the 


LAWS  OF  INDUCTION  35 

case  of  the  ono-turn  coil  the  force  would  also  have  lxM?n  doubled  if  we  had 
doubled  the  current;  or,  with  two  turns  and  doubled  current,  the  forces 
would  have  been  quadrupled.  In  other  words,  the  effects  are  proportional 
tt)  the  product  of  amperes  and  turns,  or  ampere-turns,  for  a  given  value  of 
flux  density;  the  same  product  of  am|)eres  and  turns  gives  the  same  effect, 
no  matter  what  the  separate  values  of  current  and  turns  may  be. 

38.  Laws  of  Induction. — The  simplest  method  of  generating  a  voltage 
in  a  circuit  is  by  means  of  chemical  action,  such  as  that  which  takes  place 
in  the  dry  cell  or  storage  batter>',  but  in  the  method  much  more  frequently 
employed,  voltage  is  generated  by  relative  motion  between  a  magnetic 
field  and  a  conductor  (the  motion  being  in  such  a  direction  that  the  con- 
ductor "cuts"  flux);  such  voltage  is  called  an  induced  voltage. 

The  general  laws  of  inducetl  voltages,  first  discovered  by  Faraday  in 
1831,  and  more  completely  summed  up  by  Lenz  about  1834,  are  as  follows: 

Fird  Law. — Whenever  a  conductor  moves  so  as  to  cut  flux,  or  when- 
ever there  is  a  change  in  the  number  of  lines  of  force  passing  through  or 
linking  with  a  closed  circuit,  voltage  is  induced,  which  tends  to  set  up 
current  in  such  a  direction  as  to  oppose  the  change  in  the  flux  threading  the 
circuit. 

Second  Law. — The  voltage  induced  in  a  single  turn  of  wire  is  equal  to 
the  rate  of  change  of  the  linra  of  force  passing  through,  or  linking  with, 
that  turn. 

39.  Unit  E.M.F. — The  absolute  (c.g.s.)  unit  of  electromotive  force  is  the 
electromotive  force  (e.m.f.)  induced  when  an  inductor  is  cutting  flux  at  a 
rate  of  one  line  of  force  per  second;  or  when  the  flux  threading  a  coil  of 
one  turn  is  changing  at  a  rate  of  one  line  per  second.  This  unit  is  called 
the  absolute  volt,  or  abvolt,  but  is,  for  ordinary  purposes,  an  exceedingly 
small  unit.  The  practical  unit,  the  volt,  is  taken  as  10*  absolute  volts, 
and  is  then  the  e.m.f.  generated  when  the  flux  threading  a  coil  of  one  turn 
is  changing  at  a  rate  of  10®  lines  of  force  per  second. 

We  have  then, 

e=Yabvolts,    or    £"  =  — revolts (7) 

Working  standards  of  e.m.f.  arc  providetl  by  certain  standard  cells,  the 
voltages  of  which  are  very  definite  and  constant,  on  open  circuit.  The 
Clark  cell  has  an  open-circuit  e.m.f.  of  1.4328  volts  at  15**  C,  and  the 
Weston  cell,  the  one  principally  used,  has  an  ejni.  of  1.01830  volts  on 
open  circuit  at  20"  C. 

40.  Conductor  Moving  in  a  Magnetic  Field. — Experiment  shows  that 
when  a  conductor  moves  in  a  magnetic  field  at  right  angles  to  both  the 
direction  of  the  magnetic  field  and  itself,  so  as  to  "cut**  the  lines  of  force, 
an  electromotive  force  is  induced  in  the  wire  as  long  as  the  "cutting**  of  the 
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lines  continues.  The  voltage  generated  is  found  to  be  equal  to  the  product 
of  the  flux  density  in  which  the  conductor  is  moving,  the  length  of  the  wire 
cutting  flux,  and  the  velocity  of  the  conductor  in  a  direction  at  right  angles 
to  the  field.  This  follows  from  the  definition  of  unit  e.m.f.,  as  may  be  seen 
from  Fig.  35. 

Let  B  =  flux  density  in  which  conductor  is  moving; 
Z=the  length  of  conductor  cutting  flux; 

d=the  distance  the  conductor  moves  at  right  angles  to  the  direc- 
tion of  the  field,  in  time  t. 

The  velocity  of  the  conductor,  v,  is  then  d/t,  and  the  product  Zd  is 
evidently  the  area  passed  over  by  the  wire.     Hence,  the  total  flux  cut  is 

Bid, 
and  the  flux  cut  per  second, 

Blv. 


The  voltage  generated  is  then 


Blv 


Blv  abvolts,     or  E  =  -tr^-  volts. 


(8) 


•*- 

■*■ 

^ -vj 

^       ..'" — 1 

•<- 

■< 

■< 

■< 

— 

— 

1 

1 . — 

— Motion- — - — r^ 

-< 

— 

± 

/ 

■< 

■< 

-^ 

Fig.  35. 
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Fig.  35. — ^A  conductor  moving  through  a  magnetic  field  so  as  to  "cut"  lines  of  force, 

generates  an  electromotive  force. 
Fig.  36. — This  diagram  gives  the  relative  directions  of  the  motion,  field,  and  induced 

voltage  set  up  by  the  conductor's  motion. 


If  the  conductor  does  not  move  at  right  angles  either  to  itself  or  to  the 
field,  the  voltage  generated  is  proportional  to  the  cosine  of  the  angle  it 
makes  with  either.  It  will  be  remembered  that  the  force  acting  on  a  con- 
ductor carrying  current  in  a  magnetic  field  involves  the  same  angle  in  a 
similar  manner. 
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The  relation  between  the  directions  of  voltage,  field,  and  motion  is 
given  by  Fleming's  right-hand  rule,  which  is  similar  to  his  left-hand  rule; 
the  thumb  and  two  fingers  held  mutually  at  right  angles  to  each  other,  the 
thumb  in  the  direction  of  motion,  the  forefinger  in  the  direction  of  the 
field,  then  the  second  finger  points  in  the  direction  of  the  induced  voltage. 
(Fig.  36.) 

41.  Coil  Moving  in  a  Magnetic  Field. — Considering  the  conductor  as 
part  of  a  closed  circuit,  or  coil,  we  find  in  Fig.  37  that  the  coil  is  moving  to 
enclose   the  flux  from   the 
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poles  or  "fill  itself"  with 
flux.  The  voltage  induced 
in  the  lower  coil-side,  L,  in 
Fig.  37a,  as  it  moves  down- 
ward, is,  by  the  application 
of  Fleming's  right-hand 
rule,  towards  us.  In  Fig. 
376,  the  coil  is  moving  up>- 
wards  and  the  voltage  in 
the  upper  coil-side,  U,  is 
away  from  us.  Thus,  as 
the  flux  passing  through 
the  coil  is  changed,  e.m.f. 
is  generated.  The  current 
induced  will  be  in  the  same 
direction  as  the  voltage 
generated,  and  in  both 
cases  considered  tends  to 
set  up  a  magnetic  field  (as 
shown  in  dotted  lines)  which 
is  in  the  opposite  direction 
to  that  of  the  main  field 
and  therefore  tends  to  prevent  the  flux  through  the  coil  from  increasing. 

If  the  coil  starts  to  move  from  a  position  in  which  it  encloses  all  the 
flux  from  the  field,  as  represented  in  Fig.  38,  and  so  tends  to  empty  itself 
of  flux,  the  direction  of  the  current  induced  is  opposite  to  what  it  was  when 
the  coil  was  moving  into  the  field.  In  Fig.  39a,  the  voltage  in  the  upper 
coil-side,  U,  is  now  towards  us,  and  in  Fig.  396,  in  the  lower  coil-side  L,  it  is 
away  from  us.  The  direction  of  the  field  which  the  induced  current  tends 
to  set  up  is  in  the  same  direction  as  that  of  the  main  field;  the  action  of 
the  coil  thus  tends  to  keep  the  flux  through  itself  from  decreasing. 

The  conclusion  to  be  reached  from  the  above  analysis  is  that  when  the 
flux  threading  a  coil  is  changing,  e.m.f.  is  induced  in  amount  proportional 
to  the  rate  of  change  of  the  flux  threading  the  circuit  or  coil,  and  that  the 


Fia.  37. — ^A  coil  moved  into  a  magnetic  field;  cur- 
rent is  set  up  in  the  coil  which  tends  to  set  up  a 
magnetic  field  which  is  in  the  opposite  direction 
to  that  of  the  field  into  which  the  coil  is  moving, 
that  is,  the  current  set  up  in  the  coil  acts  to  pre- 
vent the  flux  linking  the  coil  from  increasing. 
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action  of  the  resulting  induced  current  is  always  such  as  to  prevent  the 
change  of  flux  which  is  causing  this  induced  current  in  the  circuit,  or,  in 
other  words,  to  maintain  the  flux  linking  the 
circuit  constant. 

If  the  coil  comprises  more  than  one  turn,  so 
as  to  have  a  number  of  inductors  in  series,  the 
voltage  induced  will  be  equal  to  the  product  of  the 
voltage  induced  per  turn  and  the  number  of 
turns.    Thus,  if  n  turns  cut  a  total  flux  of  <t>  lines 


N 


Fig.  38. — The  coil  is  now  in  t  seconds,  the  average  voltage  induced  is 
in  such  a  position  that 


it  Unks  with  all  of  the 
flux  from  the  magnet. 
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abvolts,  or,  E  = 


n<i) 


volts. 
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The  product  n<^  is  evidently  the  number  of  interlinkages  between  flux 
and  turns,  and  the  voltage  generated  is  therefore  equal  to  the  rate  of  change 
of  interlinkages. 

In  addition  to  the  voltage  and  current  effects  just  analyzed,  it  is  to 
be  noted  that  if  current  is  induced  by  the  motion  of  the  conductor  in  a 
magnetic  field,  it  is  also  to  ■  ^^^ 

be  regarded  as  a  current- 
carrying  conductor  in  a 
magnetic  field  and  therefore 
there  are  mechanical  forces 
to  be  considered.  The 
application  of  Fleming's 
left-hand  rule  then  shows 
that  the  force  developed 
by  the  conductor,  due  to 
currents  set  up  by  its 
motion,  is  always  such  as 
to  oppose  the  motion  to 
which  the  induced  current 
is  due.  Therefore,  when  a 
conductor  which  is  part  of 
a  closed  circuit  moves  so 
as  to  cut  a  magnetic  field, 
there  are  two  separate  re- 
actions to  be  considered, 
one  electrical  and  the  other 
mechanical.  The  electrical  reaction  tends  to  oppose  any  change  in  the 
magnetic  field  linking  the  circuit,  by  tending  to  set  up  a  field  which  opposes 
this  change;  and  the  mechanical  reaction  tends  to  stop  the  motion  by  the 
development  of  a  resisting  mechanical  force. 


Motion 


(h) 


Fig.  39. — Coil  moving  out  from  the  field  of  the 
magnet;  the  current  set  up  by  the  motion  now 
acts  to  prevent  the  flux  threading  the  coil  from 
decreasing,  so  the  current  is  in  the  opposite 
direction  to  that  it  had  when  the  coil  wius  being 
moved  into  the  field  of  the  magnet. 
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Consklering  the  case  as  that  of  a  current-carrying  conductor  in  a  mag- 
netic field,  *ve  find  that  as  the  conductor  or  coil  of  which  it  is  a  part  is 
allowed  to  move  into  the  magnetic  field,  reactions  are  set  up  which  tend 
to  stop  this  action.  In  Fig.  40,  the  movable  coil  of  Fig.  29  is  reproduced, 
i;irr>ing  current  towards  us  in  the  upper  coil-sides 
iiid  away  from  us  in  the  lower  coil-sides,  as  indi- 
cateci  by  the  dots  and  crosses  out^side  the  wires. 
\s  the  coil  moves  down  uito  the  field,  we  must 
( »)nsitler  that  its  lower  coil-side  L,  is  cutting  the 
flux  of  the  poles,  or  that  the  coil  is  filling  itself 
with  flux.  As  we  have  shown  in  Fig.  37,  such 
njotion,  or  flux  change  through  the  coil,  results  in 
the  generation  of  voltage  which,  as  indicated  by 
the  dots  and  crosses  inside  the  wires,  will  be  in  a 
direction  opposite,  or  counter  to,  that  of  the 
current.  We  then  have  two  e.m.fs.  acting  in  the 
coil,  the  impressed  e.ni.f.,  E,  which  is  necessary 
to  maintain  the  current  which  we  have  supposed 
flowing  in  the  coil,  and  the  induced,  or  counter, 
o.m.f.,  e,  which  opposes  the  impressed  e.m.f.  and 
lasts  as  long  as  the  flux  through  the  movable  coil 
i.f  changing.  The  current,  /,  through  the  coil  will 
then  be 
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Fig.  40. —  CoQ  carr>'ing 
current,  being  moved 
into  a  magnetic  field; 
the  motion  induces  a 
voltage  in  such  a  direc- 
tion that  the  current 
flowing  in  the  coil 
is  decreased.  This  evi- 
dently decreases  the 
force  which  is  pulling 
the  coil  into  the  mag- 
net's field,  so  that  the 
induced  current  thus 
tends  to  prevent  the 
interlinkages  from  in- 
creasing, as  before. 


where  R  is  the  resistance  of  the  coil. 

Thus,  by  reducing  the  current,  the  generation 
of  a  counter  e.m.f.  acts  to  decrease  the  mechan- 
ical force  causing  the  motion  of  the  coil.     Furthermore,  as  this  decreased 
current  will  reduce  the  flux  caused  by  the  coil  itself,  it  follows  that  the 
c.e.m.f,  tends  to  prevent  an  increase  of  the  interlinkages  of  the  system. 

When  the  coil  is  forcibly  remove<l  from  its  position  of  stable  equilibrium 
in  Fig.  30,  being  moved  out  of  the  field  as  in  Fig.  41,  and  thus  cutting 
flux,  the  voltage  induce<l  will  Ik?  in  the  same  direction  as  the  current,  so 
that  the  latter  will  lx>  momentarily  increased.  The  induced  e.m.f.  there- 
fore acts  to  cause  an  increase  in  the  force  developed  by  the  coil,  which  force 
must  be  overcome  in  removing  it  from  the  field.  Furthermore,  as  this 
increased  current  will  increase  the  flux  set  up  by  the  coil,  it  follows  that  the 
c.e.m.f.  tends  to  prevent  a  decrease  in  the  interlinkages  of  the  s>'stem. 

In  general,  we  may  then  conclude  that  whenever  a  coil  moves  so  as  to 
cause  the  flux  interlinkages  to  cliange,  reactions  at  once  result  which  tend 
to  oppose  this  change. 
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42.  Eddy  Currents. — In  the  construction  of  electrical  machinery,  iron 
is  extensively  used  as  a  path  for  the  flux  and  a  support  for  the  copper 
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Fig.  41. — Coil  carrying  current  as  before,  now  being  moved  out  of  the  magnetic  field; 
the  generation  of  e.m.f.  by  the  cutting  of  the  flux  now  causes  increase  of  current, 
thus  increasing  the  force  by  virtue  of  which  the  coil  tends  to  retain  its  position. 
This  action  evidently  tends  to  maintain  the  interlinkages  constant,  as  before. 


conductors.     Whenever  the  flux  through  iron  changes,  voltages  are  induced, 
and,  as  iron  itself  is  a  conductor,  currents  flow  in  the  volume  of  the  iron. 

The  action  of  these  cm-rents  (generally 
called  eddy,  or  Foucault,  currents)  is 
exactly  the  same  as  that  of  those  just  dis- 
cussed, although  their  presence  is  usually 
objectionable,  and  every  effort  is  made 
to  reduce  them  to  reasonable  values. 

Suppose  a  sheet  of  iron  to  be  pushed 
edgewise  into  a  magnetic  field,  as  in  Fig. 
42.  As  the  edge  moves  into  the  field, 
a  voltage  will  be  induced  from  B  to  A 

Fig.  42.-So-called  "eddy  currents"  ^"^'  ^^^^^  ^'""^  ^^  voltage  induced 
generated  in  a  sheet  of  iron  moving  elsewhere,  current  will  circulate  or  eddy 
into  a  magnetic  field;  because  of  in  the  iron,  as  shown  by  the  dotted  lines, 
this  effect  all  iron  cores  in  which  To  reduce  the  eddy  currents,  it  is 
the  magnetic  flux  changes  when  necessary  to  build  up  the  volume  of  iron 
the  apparatus  is  m  operation,  are       ..i     .i  .        i      ,  ,       .      ,.  „  , 

made  laminated,  being  built  up  of  ^'^^  ^^m  sheets  or  lammations  paraUel 
thin  sheets  of  iron,  insulated  from  ^0  face  CA,  and  to  provide  some  degree 
one  another.  of  insulation  between  them ,  so  that  current 

cannot  pass  freely  from  one   lamination 

to  another.     Eddy  currents  will  be  further  discussed  later  on  in  the  text. 
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43.  Work  Done  in  Moving  a  Conductor  Canying  Current  in  a  Mag- 
netic Field. — We  luive  already  shown  tliat  when  a  conductor  carrying 
i  arrent  is  placed  in  a  magnetic  field  (Fig.  22),  the  force  exerted  on  the  con- 
ductor is 

F^Bli, 
where  F= force  in  dynes; 

B  =  flux  density  in  lines  per  square  centimeter; 
Z  =  length  of  conductor  in  centimotors; 
t  =  current  in  abamperes. 

If  the  conductor  is  moved  a  distance  X  centimeters  (Fig.  43),  at  right 
angles  to  both  itself  and  the  field,  the  work  done  in  ergs  is 


w  =  FX  =  BliX. 


(11) 


Kn.    i;j. — Conductcir  carrying  current,  moved  in  a  magnetic  field;    the  work  done  is 
proportional  to  the  product  of  current  and  flux  cut  by  the  conductor. 

The  quantity  of  BIX  is  evidently  the  total  flux  cut  in  moving  the  con- 
ductor over  the  distance  X  and  may  be  represented  by  0.     Hence, 

w  =  i<t> (12) 

This  expression  is  an  important  one,  indicating  that  whenever  a  cur- 
rent-carrying conductor  moves  so  as  to  cut  flux,  work  is  done  in  cutting 
this  flux.  Whatever  work  has  been  done  in  setting  up  either  the  current 
in  the  coil  or  the  magnetic  flux  through  which  the  coil  is  being  moved,  Is 
not  here  considered,  but  merely  the  work  done  in  moving  the  current- 
carrying  conductor  through  the  constant  flux  <t>. 

If  the  conductor  is  forced  through  the  field,  the  work  is  done  by  the 
agenqj  pushing  the  conductor,  as  in  the  electric  generator.  But  if  the 
conductor  is  allowed  to  move  by  itself  (in  the  opposite  direction),  the 
work  is  done  by  the  conductor  as  in  the  electric  motor. 

The  above  expression  for  work  was  derived  for  a  single  conductor. 
If  there  were  n  conductors  in  series,  the  work  done  would  be 

w  =  4>ni, (13) 
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and  we  find  that  the  work  is  equal  to  the  change  in  the  product  of  cur- 
rent and  flux  interlinkages. 

If  we  imagine  the  conductor  in  the  position  shown  in  Fig.  43a,  but 
with  the  field  not  set  up,  then  if  the  field  is  built  up  to  the  same  value 
it  had  in  the  foregoing  discussion,  the  work  that  would  have  to  be  done 
in  building  up  the  field  in  the  circuit  of  which  the  conductor  forms  a  part 
would  be  the  same  as  is  done  in  moving  the  conductor  into  the  field  so  as 
to  enclose  all  the  lines  of  force.  This  becomes  the  more  apparent  if  we 
look  at  it  from  the  standpoint  of  flux  interlinkages.  Work  must  be  done 
in  changing  their  number,  whether  it  be  by  moving  the  coil  or  building  up 
the  interlinkages  within  the  coil. 

From  section  40,  it  is  evident  that  whenever  the  current-carrying  con- 
ductor moves,  voltage  is  generated.  By  the  use  of  equation  (12)  we  can 
evidently  derive  the  relation 

w  =  i<f>=(it)~  =  qe (14) 

The  expression  4>/t  =e  is  evidently  the  voltage  generated  by  the  moving 
conductor,  and  it  =  q  (current  times  time),  is  the  quantity  of  electricity. 
Hence,  the  work  done  is  that  necessary  to  raise  a  quantity  of  electricity 
through  a  certain  potential  difference. 

Thus,  when  a  conductor  carrying  current  is  moved  through  a  magnetic 
field,  the  mechanical  energy  supplied  must  be  used  in  doing  the  electrical 
work  represented  by  raising  a  quantity  of  electricity  through  difference  of 
potential.     This  is  the  action  of  the  generator. 

44.  Power — ^Unit  of  Power. — If  the  work  done  in  moving  a  conductor 
carrying  current  through  a  magnetic  field  is  represented,  as  before,  by 

w  =  i4>, 

then  the  rate  of  work  done  or  power  is 

p  =Y  =  i"r  ergs  per  second. 

But  <f>/t  =  e,  the  voltage  generated  by  the  moving  conductor.     Hence 

p  =  ze  ergs  per  second (15) 

Expressed  in  amperes  and  volts  we  have, 

p  =  I10-^'E- 108  =  ^/107  ergs  per  second. 

The  watt  being  taken  as  10^  ergs  per  second,  electrical  power  in  watts  is 
then  the  product  of  amperes  and  volts,  or, 

P  =  EI (16) 
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The  unit  of  olectrical  power  used  probably  more  than  any  other  is 
the  kilowatt,  which  is  equal  to  one  thoasantl  watts. 

The  joule,  a  unit  of  work  nuich  u.s<h1,  is  taken  as  10^  ergs.  A  watt  is 
hus  a  joule  per  second,  or  a  joule  is  one  watt-second,  i.e.,  a  watt  for  a 
-t'cond  (not  a  watt  per  second).  (It  is  convenient  to  remember  that  a 
joule  of  work  is  about  three-quarters  of  one  foot-pound  of  work.)  The 
unit  of  energ>'  most  frequently  used  in  electrical  measurements  is  the  kilo- 
watt-hour, which  Is  equal  to  the  energj'  supplied  by  one  kilowatt  for  one 
hour;  it  Ls  equal  to  3.6  X 10*  joules. 

45.  Field  Intensity  Produced  by  Current  Flowing  in  a  Straight  Wire. — 
If  a  unit  north  pole  is  moved  around  the  conductor  as  in  Fig.  44,  describing 
I  circle  of  radius  =  r  centimeters,  against  the  field 
intensity  H  (r  centimeters  from  the  wire),  the 
amount  of  work  done  Is  S 

w-=H2xr.  « 


The  work  done  is  also  equal  to  the  product  of    /' 
urrent  flowing  in  the  conductor  and  the  flux  cut   \ 
by  the  conductor  as  the  pole   is  moved  around.      "^^~>— - 

,  ,      .  ,.  .         «  t  •  1  Direction 

There  bemg  4ir  hnes  emanatmg  from  the  unit  pole,      o£Fieid 

we  have  Fio.  44.— Field  about  a 

W  =  4>1  —  4x1.  straight  wire  carrying 

Equating,  we  have 

H2xT  =  4ti,  which  must  act  on  a 

or  unit  pole  in  the  vicin- 

■-     2t  f.-.       ity  of  the  conductor. 

"==— K'-*) 

2i 
If  the  force  on  the  unit  pole  is  H  =  —  dynes,  there  must  be  this  num- 
ber of  lines  of  force  per  square  centimeter  a  distance  of  r  cm.  from  the 
wire,  due  to  the  current  in  the  wire,  or, 

r 

If  current  is  expressed  in  amperes,  then 

„     2/  .     o     2/  0.2/  ,,„ 

//  =  T7r    and    B  =  j^    or    (18) 

lOr  lOr  r  ^     ' 

46.  Force   between   Two   Parallel    Conductors    Canying    Current. — 

In  Fig.  45,  either  conductor  may  be  considered  as  lying  in  a  field  of  flux 

2i      ' 
density  —  due  to  the  current  i  in  the  other.     Hence,  there  will  be  a  force 

acting  between  them,  which,  according  to  Fleming's  left-hand  rule,  is 


current  can  be  calcu- 
lated from  the  force 
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one  of  attraction  when  the  currents  are  flowing  in  the  same  direction  in 
the  two  conductors  (Fig.  45a),  and  one  of  repulsion  when  the  currents 
are  in  opposite  directions  (Fig.  456). 

The  force  on  either  conductor,  due  to  the  field  of  the  other,  is 

F  =  Bli  dynes. 

2i 

Since  5  =  —  we  have 

r 

„    2i  ,.    2iH 
F=  —  -li  =  — . 
r  r 

The  force  per  centimeter  length  of  conductor  is  then 

2z2 


i^  =  - 


(19) 


/     / 
I    ' 


I      I 


\      \ 


\  \  'i  Up  \  /Down, 


\  \ 

\ 


y      t 


(a) 

Attraction 


(6) 

Repulsion 


Fig.  45. — The  force  acting  between  parallel  conductors  carrying  current,  depends  upon 
their  proximity,  and  magnitude  of  current;  the  direction  of  the  force,  attractive 
or  repulsive,  depends  upon  the  relative  directions  of  the  currents. 


An  application  of  this  principle  is  found  in  the  Siemens  dynamometer, 
in  which  two  coils  at  right  angles  to  each,  other,  one  stationary  and  the 
other  movable,  are  used  to  measure  current.  A  meter  which  operates  on 
the  principle  of  the  dynamometer  is  shown  in  Fig.  121  p.  133. 

It  is  convenient  to  remember  that  when  two  conductors,  carrying 
current,  act  on  one  another,  and  they  are  free  to  move,  they  will  always 
so  move  as  to  increase  the  total  magnetic  field  or  interlinkages  set  up  by 
the  combination  of  turns  of  which  the  conductors  are  but  a  part.  If 
the  two  conductors  are  carrying  current  in  the  same  direction,  more  field 
will  be  produced  if  they  come  close  together;  if  in  the  opposite  du'ection, 
it  is  evident  that  the  two  currents  are  tending  to  neutralize  each  other 
magnetically,  so  that  the  force  between  them  must  tend  to  push  them 
apart,  thereby  increasing  the  sum  of  the  magnetic  effects  of  the  two. 

It  is  interesting  to  note  that  if  we  have  a  circuit  consisting  of  two  ceils 
(or  conductors)  in  series,  and  these  coils  are  carrying  current,  they  will 
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80  act  on  each  other  that,  if  allowed  to  move,  the  total  intcrlinkages 
of  the  system  will  increase.  Now,  the  increase  in  interlinkages  really 
represents  an  increase  in  the  stored  magnetic  energy  of  the  system,  as  will 
be  shown  in  section  54,  and,  of  course,  the  increase  in  the  stored  energy 
must  come  from  the  battery  which  holds  the  current  in  the  circuit  con- 
stant as  the  coils  move  together.  But  if  the  extra  energ>'  drawn  from  the 
battery,  as  the  coils  (or  conductors)  move  together  is  measured,  it  will 
l)e  found  to  be  twice  as  much  as  the  increase  in  stored  magnetic  energy. 

As  the  two  coils  move  together  they  will  overcome  whatever  mechanical 
forces  are  tending  to  hold  them  apart,  and  the  amount  of  work  (mechanical) 
done  in  actually  moving  the  coils  against  these  resisting  forces  can  be 
shown  to  be  just  equal  to  that  by  which  the  magnetic  energy  of  the  sj'stem 
has  Ixjen  increased. 

47.  Permeability. — In  section  (27)  it  was  stated  that,  in  air,  unit  field 
intensity  or  unit  magnetizing  force  produced  one  line  of  force  per  square 
centimeter  or  unit  flux  density,  and  from  this  it  followed  that  H  =  B. 

In  other  mediums,  unit  field  intensity  or  unit  magnetizing  force  some- 
times produces  more  than  one  line  per  square  centimeter;  the  ratio  of  the 
number  of  lines  in  the  medium  to  the  number  which  would  be  produced  in 
air  by  the  same  magnetizing  force  is  termed  the  permeability  of  the  medium, 
and  is  designated  by  the  symbol  n.    We  have  then, 

M=B///    and    B  =  ^H (20) 

For  such  mediums  as  iron  and  its  compounds,  and  to  a  lesser  degree 
cobalt  and  nickel,  n  is  considerably  greater  than  unity,  which  means  that 
for  a  given  magnetizing  force,  a  greater  flux  density  will  result  through 
a  volume  of  iron  than  through  an  equal  volume  of  air.  For  all  other 
mediums,  permeability  is  practically  equal  to  unity. 

Permeability  is  then  the  ratio  of  the  flux  density  produced  in  a  volume 
of  any  medium,  to  the  flux  density  produced  in  an  equivalent  volume  of 
air,  by  the  same  magnetizing  force. 

For  iron,  permeability  is  not  a  constant,  but  varies  greatly  with  the 
flux  density,  from  perhaps  50  for  very  low  densities,  say  one  gauss,  to  per- 
haps 3000  at  densities  of  several  thousand  gausses.  In  specially  treated 
iron  (refined  in  vacuum)  the  permeability  may  be  five  or  ten  times  that 
of  ordinary  electric  steel,  but  so  far  the  processes  of  manufacture  do  not 
make  it  commercially  available. 

48.  Magnetomotive  Force. — Consider  a  toroid  (solenoid  bent  into  the 
form  of  a  ring)  of  X  turns,  with  an  air  core  (permeability  =  1)  of  mean 
radius  r,  and  carrjang  a  current  of  i  abamperes,  as  in  Fig.  46.  The  field 
intensity  in  the  core  Is  //  lines  per  square  centimeter.  This  field  density 
H  will  be  nearly  constant  over  the  cross-section  of  the  core,  providing 
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the  radius  of  the  cross-section  of   the  ring  is  small  compared  to  r,  the 
average  radius  of  the  ring;  this  condition  holds  good,  for  example,  for 

a  toroid  in  the  form  of  a  bicycle 
tire,  but  would  not  hold  good  for 
a  toroid  of  the  proportion  of  a 
doughnut. 

If  a  unit  north  pole  is  carried 
around  the  magnetic  circuit,  the 
work  done  will  be  equal  to 

w  =  2irrH  ergs. 

The  47r  lines  emanating  from 
the  unit  pole,  however,  in  moving 
around  the  circuit,  in  a  time  we 
take  as  t  seconds,  and  cutting  the 
N  turns,  will  generate  in  the  toroid 
an  e.m.f. 

e=— y-  abvolts. 


Turns 


Fig.  46. — Toroidal  coil  earning  current; 
if  the  inner  and  outer  radii  are  nearly 
the  same  this  is  a  very  simple  magnetic 
circuit  to  analyze. 


For  t  seconds,  then,  the  toroid  acts  as  a  generator,  inducing  e  abvolts 
and  supplying  i  abamperes.  It  thus  furnishes  an  amount  of  power  ei  ergs 
per  second,  or  a  total  amount  of  work  of  eit  ergs. 

The  mechanical  work  done  in  moving  the  pole  is  thus  transformed  into 
electrical  work,  and  hence  these  must  be  equal.     Hence 


2wrH  =  eit- 


AttNU 
t 


=  4irNi. 


The  length  of  the  magnetic  path  is  2Trr=l. 

AtNi 


Hence, 


or 


//  = 


I 


(21) 


The  quantity  IH  =  AirNi,  which  represents  the  work  needed  to  move  the 
unit  pole  around  the  toroid,  is  called  the  magnetomotive  force  (abbreviated 
m.m.f.)  of  the  coil.  H  is  then  the  m.m.f.  per  centimeter  length  (or  work 
required  to  move  unit  pole  one  centimeter  against  the  field),  which  agrees 
with  the  statement  in  section  30. 

If  the  current  is  expressed  in  amperes,  then 

m.m.f =Z//  =  0.47rA^7, (22) 

and 


„     0.47riV7 


(23) 
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Magnetoinotivo  force  is  thus  proportional  to  the  product  of  amperes 
and  turns,  or  ampere  turns.  Nor  is  it  necessary  that  the  turns  be  evenly 
distributed  over  the  whole  magnetic  path;  they  may  be  bunched  in  one 
or  more  places,  but  the  m.m.f.  for  the  complete  magnetic  circuit  is  the  same 
as  though  they  were  distributed  uniformly. 

It  is  to  be  not  in  (1  tliat  the  term  force,  when  used  in  the  word  mag- 
notomotive  force,  is  reall}-  a  unit  of  work,  not  force.  The  same  comment 
holds  for  the  term  electromotive  force. 

49.  Reluctance  and  the  Law  of  the  Magnetic  Circuit. — The  reluctance 
of  a  magnetic  circuit  may  Ix*  defined  as  the  resistance  offered  by  the  cir- 
cuit to  the  setting  up  of  a  magnetic  field,  and  we  may  write  that 

_  m.m.f.        m.m.f.  ,    . 

Flux=„  ,     ^         =— ;^ — (24) 

Reluctance         (R 

Unit  reluctance,  called  the  oersted,  is  that  of  a  centimeter  cube  of  air, 
for  when  unit  m.m.f.  Is  appUed  across  a  centimeter  cube  of  air,  one  line  per 
square  centimeter  is  produced  through  a  length  of  one  cm.  But  if  unit 
m.m.f  is  applied  to  a  centimeter  cube  of  a  magnetic  material  of  permea- 
bility n,  then  n  lines  per  square  centimeter  will  be  set  up  and  the  reluctance 
will  be  \/n. 

It  is  reasonably  e\'ident  that  the  reluctance  of  a  path  will  increase 
with  the  length,  and  decrease  as  the  area  of  the  path  increases.  Thus, 
the  reluctance  of  a  path  of  I  centimeters  length  and  uniform  area  of  cross- 
section,  A,  will  be 

<«=;a (25) 


and  hence 


m.m.f.  _  0.4tAV^u4  ,„„v 


If  the  magnetic  path  is  made  up  of  several  parts  in  series,  as  is  generally 
the  case,  the  expres.sion  for  reluctance  of  the  entire  piith  will  comprise 
several  terms.    Wo  luivc  then 

and 

^  =  -^-+— /-+-V+ (27) 

ftlAi      M2-A2      M3^3 

where  (R  is  the  reluctance  of  the  entire  circuit. 

50.  Reluctances  in  Parallel. — Consider  a  ring  built  up  of  three  materi- 
als, with  permeabilities,  m,  m2.  M3>  »»  in  Fig.  47.     With  a  given  m.m.f.  im- 
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pressed  on  the  entire  circuit  the  flux  produced  in  each  section  will  be, 

m.m.f. 


m.m.f.  m.m.f. 

Since  the  total  flux  0  =  0i+</)2+<^3, 


<A3  = 


(Rs 


m.m.f.,  f  /  1    I    1  _i_  1  \ . 

<^  = =m.m.f.  — — \--z--\--r-   : 

^         (R  \(Ri     (R2    (Rsf 


Ai 

A, 

Aa 

Fig.  47. — Magnetic  circuits  in  parallel;  the  reluctance  of  the  whole  path  is  evidently 
less  than  that  of  any  one  of  its  sections,  so  that  the  addition  of  sections  permits  more 
flux  with  a  given  magneto-motive  force. 


the  reluctance  of  the  entire  circuit  will  then  be  determined  by  the  expression 


or 


(R     (Ri     (R2     (Rs 


^=1       1        1      • 
(Ri     (R2    (R-6 


(28) 


51.  Permeability  not  Constant. — Not  only  is  there  a  difference  in  per- 
meability between  various  irons  and  steels  and  other  magnetic  materials, 
but  it  is  found  that  the  permeability  of  even  one  particular  sample  of 
magnetic  material  is  dependent  upon  the  degree  to  which  the  material 
is  magnetized,  or  upon  the  flux  density. 

If  a  completely  demagnetized  sample,  say  in  the  form  of  a  ring,  is 
gradually  magnetized,  and  the  corresponding  values  of  m.m.f's.  per 
centimeter  length  and  flux  densities  are  plotted,  a  so-called  magnetization 
curve  is  obtained,  as  in  Fig.  48. 

Since  permeability  is  the  ratio  of  flux  density  to  m.m.f.  per  centi- 
meter length,  or  n  =  B/H,  the  values  of  permeability  corresponding  to 
the  magnetization  curve  can  readily  be  determined  and  plotted,  as  in 
Fig.  48.  It  will  be  seen  that  as  the  flux  density  increases,  the  value  of  n 
first  increases  to  a  maximum  and  subsequently  decreases. 

The  relation  between  permeability  and  flux  density,  for  an  unknown 
sample,  can  only  he  determined  experimentally,  and  it  becomes  at  once 
evident  that  the  use  of  formulse  involving  reluctance  in  dealing  with  mag- 
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netic  problems  is  impracticable.  If  we  deal  with  reluctance  to  get  flux,  and 
hence  flux  densities,  we  must  assume  values  for  permeability,  but  as  per- 
meability depends  upon  flux  density,  we  can  only  arrive  at  a  solution 
after  several  trials. 
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Fio.  48. — Magnetization  and  permeability  curves  for  cast  steel.  For  extremely  weak 
magnetizing  forces  the  permeability  may  be  as  low  as  fifty,  this  ]ow  value  holding 
for  magneto-motive  forces  less  than  one  ampere-turn  per  centimeter. 


62.  B-H  Curves. — For  the  practical  solution  of  problems  involving 
magnetic  circuits,  use  is  made  of  magnetization  curves,  experimentally 
determined,  giving  the  relation  between  m.m.f.  per  centimeter  length 
and  corresponding  flux  densities  for  the  quality  of  iron  to  be  used;  such 
curves  are  shown  in  Fig.  49. 

Since 

0.4TiV/ 


H  = 


I 


we  may  express  m.m.f.  per  centimeter,  in  ampere  turns  per  centimeter, 
which  is  the  form  we  find  most  convenient  to  use. 

Therefore,  if  in  a  given  magnetic  circuit  it  is  desired  to  set  up  a  given 

flux,  we  first  determine  the  flux  density  \^=  /)  ^^^  ^.hen,  referring  to  the 
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B-H  curve,  determine  the  required  ampere-turns  per  centimeter  length; 
this  figure  multiphed  by  the  length  gives  the  necessary  total  ampere-turns 
to  set  up  the  required  flux. 

The  electrical  designer,  whose  business  it  is  to  determine  the  proper 


8     10    12    14    16    18  20    22   24*26   28 

Ampere-turns  per  centimeter 

Fig.  49. — Magnetization  curves,  or  B-H  curves,  for  various  materials  used  in  the 
construction  of  the  magnetic  circuits  of  electrical  apparatus. 

sizes  of  the  various  parts  of  the  magnetic  circuits  of  motors  and  genera- 
tors, works  entirely  from  B-H  curves.  The  testing  laboratory  furnishes 
him  with  an  experimentally  determined  curve,  showing  the  relation 
between  ampere-turns  per  centimeter  and  flux  densities 
for  the  materials  used  in  the  magnetic  circuit;  he 
then  properly  proportions  the  yoke,  poles,  etc.,  so  that 
a  reasonable  number  of  ampere-turns  suffice  for  mag- 
netizing the  field  of  the  machine  being  designed. 

53.  Applications. — Example  1.  It  is  required  to 
set  up  40,000  lines  in  a  oast-iron  ring  with  a  circular 
cross-section  of  8  sq.  cm.  (Fig.  50).  The  ring  has  a 
mean  radius  of  10  cm. 

The  flux  density  being  5000  lines  per  square  cen- 
timeter, we  require,  from  the  curves  in  Fig.  49,  20  ampere-turns  per 
centimeter  length,   or  a   total  of  27r- 10-20  =  1257  ampere-turns.      This 


Fig.  50.— The  sim- 
plest type  of 
magnetic  circuit. 
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can  be  accomplished  by  passing   1   ampere  through   1257  turns  wound 
on  the  ring,  or  0.2  ampere  through  6285  turns,  etc. 

Example  2.  In  a  ring  of  the  same  dimensions,  composed  half  of 
(•:ist  steel  and  half  of  wrought  iron,  it  is  desired  to  set  up  a  total  flux  of 
80,000  linos. 

Flux  density  =  10,000  lint^  {wr  square  centimeter 

Anipere-turns  per  cn^ntinioter  for  cast  steel       =   6.4 

Ampere-turns  jxr  < .  minuter  for  wrought  iron=12.2 

Total  ampere-turns,  cast  steel  =t10-  6.4  =  201 

Total  ampere-turns,  wrought  iron  =  t  •  10 •  12 . 2  =  383 


Total  ampere-turns 


584 


If  the  ring  were  cut  with  a  hack  saw,  making  an  air  gap  0.1  cm.  long, 
additional  ampere-turns  would  be  required  to  maintain  the  same  flux  den- 
sity.   From  the  expression 

///  =  0.4TAr/, 
when 

Az  =  l,    B  =  H, 

we  require  for  B=  10,000. 

10,000 


0.47 


=  7962  ampere-turns  per  centimeter 


or  796  ampere-turns  for  an  air  gap  of  0.1  cm. 

Example  3.  A  transformer  core, 
made  of  annealed  silicon  sheet  steel, 
has  the  form  and  dimensions  given  in 
Fig.  51.  The  winding  is  all  in  the 
center  leg  of  the  core,  and  contains 
110  turns.  How  many  amperes  are 
required  in  the  winding  to  produce 
:i  flux  of  1,400.000  lines  in  the  center 

;r.g? 

In  this  problem,  we  notice  that 
the  fliLX  going  through  the  center  leg 
of  the  core  divides,  and  half  goes 
each  way.  The  density  is  therefore 
the  same  in  each  outside  leg  of  the 
core  as  in  the  center  one.  The  aver- 
age path  of  the  magnetic  flux  Ls  about  as  indicated  in  the  figure  by  the 
dotted  line  and  has  a  length  of  55  cm.  The  flux  density  is  equal  to  1,400,- 
(XX)-^  100=  14,000  lines  per  square  centimeter.  By  reference  to  Fig. 
49,  it  is  seen  that  such  a  flux  density  requires  10.8  amperc^-turns  per 
centimeter  of  length.    The   total   ampere-turns  required,  therefore,   is 
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Fio.  51. — A  magnetic  circuit,  in  which 
part  of  the  path  is  branched,  con- 
sisting of  two  parts  in  parallel. 
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594  and  as  there  are  110  turns  in  the  coil,  the  required  current  must  be 
594-1-110  =  5.4  amperes. 

54.  Energy  Stored  in  a  Magnetic  Field. — It  was  shown  on  page  41 
that  when  the  flux  threading  a  coil  of  N  turns,  carrying  a  current  i  abam- 
peres,  was  increased  to  a  final  value  <l>,  an  amount  of  work  was  done. 


w  =  4)Ni  ergs. 


(29) 


Asq. 


This  flux,  it  will  be  noted,  is  not  the  flux  set  up  in  the  coil  by  the  current  t, 
in  the  coil  itself,  but  a  flux  maintained  by  some  other  coil  or  magnet. 

There  is  finally,  threading  the  coil, 
not  only  this  introduced  flux,  0, 
but  an  additional  flux  set  up  by  the 
coil  itself,  due  to  current  i. 

Consider  again  the  toroid  of 
Fig.  46,  reproduced  as  Fig.  52.  We 
have  seen  that  when  a  steady  cur- 
rent, i,  is  flowing,  the  value  of  the 
flux  set  up  in  the  coil  by  the  current, 
is,  from  Eq.  (26), 


N 

;  Turns 


</,= 


AnrNitiA 

I     ■ 


(30) 


Fig.  52. — Toroidal  coil  carrying  current. 


This  flux  being  produced  by  the 
current,  it  is  obvious  that  if  the  cur- 
rent is  allowed  to  grow  at  a  uniform 
rate  from  zero  to  a  value  i,  in  time  t  seconds,  the  flux  will  also  increase  at 
the  same  rate  from  zero  to  its  final  value  </>.  For  the  t  seconds  considered, 
the  average  value  of  the  current  is  i/2  and  similarly  the  average  value  of 
the  flux  is  4>/2.  We  may  apply  Eq.  (13)  by  considering  that  we  have 
increased  the  flux  threading  the  coil  from  zero  to  a  value  <^  while  the  coil 
was  carrying  an  average  current  i/2,  and  accordingly  the  work  done  is 


<i>Ni 
w  =  -^  ergs, 


(31) 


and  this  must  represent  the  energy  stored  in  the  field  at  the  end  of  the  t 
seconds. 

It  will  be  noticed  that  this  is  only  one-half  as  much  energy  as  was 
represented  in  Eq.  (29).  This  is  due  to  the  fact  that  in  obtaining  this 
equation  the  field  was  supposed  uniform,  and  independent  of  current 
strength,  being  set  up  by  the  permanent  magnets  and  not  by  the  current 
in  the  coil. 
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If  we  now  substitute  in  Eq.  (31),  for  0,  its  value  as  given  by  Eq.  (30), 
we  have 

"^ 2r^ (32) 

AxNi 
Multiplying  numerator  and  denominator  by  4tZ  and  substituting  for  — j—* 

its  equivalent,  H,  we  have. 
Since  B=nH, 


'«=^' (-) 

The  product  Al  represents  the  volume  of  the  magnetic  field,  and  the 
onerg}'  stored  in  the  field  per  unit  volume  in  a  medium  of  permeability  n 
is  therefore 

.     "^=8;^' (35) 

and  for  air, 

^-g;^ (36) 

The  fact  that  with  the  same  flux  density,  the  amount  of  energj' 
stored  per  unit  volume  in  a  medium  of  permeability  n  is  less  than  that 
-tortMl  ill  air  per  unit  volume,  is  accounted  for  by  the  fact  that  less 
ampere-turns  are  required  for  the  former  than  for  the  same  flux  density 
in  air. 

If  B  is  expressed  in  lines  per  square  centimeter  and  A  and  /  in  centi- 
nirtrrs,  then  w  represents  the  energy  in  ergs,  stored  per  cubic  centi- 

lIlt'ltT. 

65.  Self-Inductance. — In  Eq.  (32),  for  the  energy  in  a  magnetic  field 


2L 


N^nA/i^\ 


4xN^uA 
the  part  — ~. is  a  constant ;  it  is  called  the  coefficient  of  self-induction,  or 

merely  the  self-inductance  of  the  circuit,  being  generally  represented  by 
the  symbol  L.     It  obviously  depends  upon  the  physical  dimensions  of  the 
ircuit  and  the  value  of  ft. 
Thus,  the  energy  stored  in  a  magnetic  circuit  may  also  be  represented  by 


1-2 


L^. 


w  =  L^, (37) 
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where  i  is  in  abamperes.  The  value  of  L  is  ordinarily  given  in  henries,  but 
in  the  above  equation  if  w  is  to  be  in  ergs,  L  is  measured  in  abhenries  or 
centimeters.  It  may  seem  strange  that  such  a  quantity  as  self-induction 
is  to  be  measured  in  centimeters,  but  such  is  actually  the  case,  as  may  be 

deterniined  from  the  dimensional  equa- 
tions for  L.    (One  henry  =  10^  abhenries.) 
Self-induction  will  be  further  discussed 
in  Chapter  IV. 

56.  Pull  of  Magnets. —  Consider  a 
horseshoe  magnet  as  shown  in  Fig.  53, 
the  keeper  of  which  is  separated  from  the 
magnet  a  distance  D  cm.  Let  A  be  the 
area  of  separation  at  right  angles  to  the 
lines  of  force  (in  this  case  the  area  of 
the  two  pole  faces),  and  let  B  represent 
the  flux  density  in  the  air  gap. 

The  total  energy  stored  in  the  air  gap 
will  bo,  from  Eq.  (34),. 


w- 


B2 


Fig.  53. — The  pull  of  an  electro- 
magnet on  its  armature  can  be 
calculated  from  the  change  in 
the  energy  stored  in  the  air  gap, 
after  the  armature  has  been 
allowed  to  move  an  amount  so 
small  that  the  flux  density  has 
not  changed. 


If  the  keeper  is  allowed  to  move  a 
very  small  distance,  x,  nearer  the  magnet, 
the  change  in  the  amount  of  energy 
stored  in  the  air  gap  will  be 

w'  =  rr-xA , 
07r 


the  distance  x  having  been  taken  so  small 
as  not  to  appreciably  change  the  value 
oiB. 
The  keeper  must  have  done  an  amount  of  work  equal  to  the  change 

in  the  amount  of  energy  stored  in  the  air  gap,  and  if  P  represents  the  pull 

of  the  keeper 

w'=Px=^^xA, 
from  which 


Stt 


or,  per  unit  area  P=-k-  dynes  per  square  centimeter. 


(38) 


The  distance  x  was  chosen  very  small  so  that  the  motion  of  the  keeper 
produced  only  minute  changes  in  the  reluctance  of  the  circuit.     It  is 


ACTION  OF  SOLENOIDS  WITH  IRON  CORES 


55 


evident  that  if  the  keeper  moves  an  appreciable  distance,  the  reluctance 
of  the  entire  magnetic  circuit  will  change,  and  therefore  the  flux  density 
may  change;  in  such  a  case  the  pull  exerted  on  the  keeper  would  evidently 
increase  as  the  length  of  the  air  gap  decreased. 

A  simple  application  of  the  pull  of  magnets  is  shown  in  Fig.  54, 
where  a  pivoted  keeper  is  drawn  upward  and  made  to  strike  a  blow 
against  a  latch  or  trigger  L.  The  shorter 
the  air  gap,  as  controlled  by  the  set  screw, 
the  smaller  the  current  through  the  coil 
which  will  pull  the  keeper  up  against 
gravity. 

In  Fig.  55  is  shown  a  commercial 
electromagnet  used  for  lifting  heavy  iron 
masses. 

67.  Action  of  Solenoids  with  Iron  Cores. 
— If  a  soft  iron  core  is  introduced  into  a 
solenoid,  as  in  Fig.  56a,  because  of  the  high 
permeability  of  the  soft  iron,  the  field  set 
up  within  the  core  will  be  much  greater 
than  would  be  the  case  without  the  core 
and  hence  the  total  interlinkages  of  the 
system  will  be  greatly  increased.  If  the 
core  were  moved  partly  out  of  the  solenoid, 
as  in  Fig.   566,   the  average   flux   density 

within  the  solenoid,  and  therefore  the  total  interlinkages  of  the  entire 
s>'stem,  would  be  less.  From  previous  reasoning  it  follows  that  in  Fig.  566, 
there  must  be  a  force  acting  between  the  iron  core  and  the  solenoid, 
tending  to  pull  the  core  into  the  solenoid.  The  core  then  moves  (if 
free  to  do  so)  until  the  total  number  of  interlinkages  of  the  system  is 
a  maximum,  as  in  Fig.  56a.  The  variation  of  pull  on  the  core  will  follow 
some  sort  of  curve,  as  is  shown  in  Fig.  56c. 

By  completely  surrounding  the  solenoid  with  iron,  as  in  Fig.  57,  a 
so-called  "  iron-clad  "  solenoid  is  obtained,  resulting  in  a  greatly  increased 
flux  density  within  the  core.  Frequently  the  space  ahead  of  the  core 
up  to  the  dotted  line  is  also  filled  with  iron,  producing  a  stop.  It  will 
be  realized  that  with  an  appreciable  air  gap  ahead  of  the  core,  the  air  gap 
will  constitute  the  major  portion  of  the  reluctance  of  the  magnetic  cir- 
cuit. As  the  core  moves  in  and  the  air  gap  is  shortened,  the  force  on  the 
core  will  increase  gradually  until  the  air  gap  becomes  quite  short,  when 
the  flux  density,  and  therefore  the  force,  will  begin  to  increase  very 
rapidly  toward  the  end  of  the  stroke.  The  force  on  the  core  thus  increas- 
ing steadily  as  the  core  moves  in,  the  core  accelerates  and  strikes  ita 
stop  with  a  considerable  blow. 


Fig.  54. — The  pull  of  an  electro- 
magnet, depending  upon  the 
current  flowing  through  its 
coil,  is  utilized  in  all  kinds  of 
automatic  switches.  A  non- 
magnetic stop,  L,  keeps  the 
movable  armature.  A,  from 
touching  the  pole,  N,  where  it 
would  otherwise  stick. 
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Applications  of  solenoids  with  movable  cores  are  very  numerous, 
one  of  the  most  important  being  in  the  braking  of  cranes  and  elevators. 
On  such  lifting  devices,  brakes  are  applied  by  powerful  springs  while 
the  hook  or  car  is  not  moving.    As  soon  as  power  is  applied  to  lift  or 


Fig.  55. — This  picture  shows  one  of  the  most  useful  appHcations  of  the  electro-magnet. 
Besides  being  suitable  for  lifting  tremendous  loads  of  scrap  iron,  which  would  be 
very  difficult  to  handle  by  other  means,  it  serves  in  the  machine  shop  for  holding 
material  on  bed-plates  for  grinding,  and  similar  operations.  A  magnet  weighing 
one  ton,  using  about  4  kw.  of  power  for  excitation,  will  lift  about  1000  lbs. 

lower,  a  solenoid  pulls  a  plunger  acting  to  remove  spring  pressure;  at 
the  moment  power  is  removed,  the  brakes  are  again  applied.  Such  a 
mechanism,  as  applied  to  an  electromagnetic  brake,  is  shown  in  Fig.  58. 

68.  Circuit-breakers. — A  circuit-breaker  is  a  switch  used  to  open  an 
electric  circuit  automatically  when  certain  conditions  arise.  In  its  sim- 
plest, or  "  overload,"  form,  it  acts  if  the  current  in  the  circuit  in  which 
it  is  placed  exceeds  a  certain  predetermined  value.    A  very  simple  form 
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Is  shown  in  Fig.  59.  Tho  current  to  be  opened  is  paaeed  through  a  set  of 
fle.xible  copper  stripe  resting  on  contacts,  CC,  and  then  around  a  solenoid 
The  breaker  shown  is  closed  against  the  pressure  of  a  spring  coiled  behind 


Pcwitioa  of  plunser 
C 

Fig.  56. — For  many  purpoees,  a  solenoid  with  a  soft  iron  plunger  is  utilized  to  do  the 

pulling. 

the  plunger  S,  and  held  shut  by  the  latch  L.  When  the  current  rises 
to  a  value  sufficient  to  lift  its  iron  core  P,  the  latter,  driving  a  piece  of 
non-magnetic  material,  iV,  ahead  of  it,  delivers  a  blow  to  latch  L,  so 


Iron 
Dr«ss  Sle«ve 


~115) 


1 


-Windins 


''Insulation 


Fio.  57. — The  efficacy  of  the  plunger  t>'pe  of  magnet  is  much  increased  by  making 
the  solenoid  "iron-clad,"  thus  giving  a  nearly  closed  iron  path  for  the  magnetic  flux. 


that  the  breaker  open.**,  rupturing  the  current  at  the  contacts  CC.  The 
construction  of  commercial  circuit-breakers  is  more  complicated  than 
that  shown  in  Fig.  59,  as  may  be  seen  in  Figs.  60  and  61.  In  prac- 
tically all  modem  types,  the  circuit  is  opened  over  several  contacts. 
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the  main  contacts,  usually  of  leaf  copper  to  insure  good  electrical  con- 
tacts, opening  first,  followed  by  a  smaller  auxiliary  copper  contact,  and 

the  circuit  is  finally  ruptured  across 
carbon  blocks.  The  idea  is  to  have  any 
burning  or  arcing  take  place  across  carbon 
blocks,  which  are  readily  replaceable. 
All  breakers  can  be  adjusted  to  open  over 
a  fairly  wide  range  of  current  by  suitable 
adjustment,  as  in  Fig.  59,  where  the 
initial  position  of  the  core  can  be  adjusted 
by  the  screw  A . 

Circuit-breakers    are    built    to   open 
circuits  whenever  the  load   current  ex- 
ceeds a   certain  value,  or   flows    in  the 
reverse  direction,  and 
Fig.  58. — An  electro-magnet  is  fre-  whenever  the   line 
quently  used  in  the  operation  of        -,,  r  ^^     i    i 

^    .    •^,.j     fLi-.     v,       voltage  fails  below  a 
various  kinds  of  brakes;  it  is  here  f        , 

shown  controlUng  the  speed  of  a  certam  value.     In  ad- 
hoisting  drum.  dition,    a    time  limit 

device  may  be  added, 

which  allows  the  breaker  to  open  only    after    these 

conditions  have  existed  for  a  definite  duration  of  time, 

these  being  styled  overload,  time-limit  relays,  etc. 
59.  Hysteresis. — Consider  again  the  toroid  of  Fig. 

46,  wound    now    on   an    iron    core    which   has   been 

thoroughly   demagnetized.     If   the  exciting  current  is 

gradually  increased,  and  corresponding  values  of  flux 

are   measured   by  some    convenient  means,  and  the 

results  plotted  as  in   Fig.    62,   the  relation  between 

magnetizing  force  and  flux  density  will   be  shown  by 

the  curve,  OA.     If  the  exciting  current  is  gradually 

reduced,  it  will  be  found  that  when  the  current  has 

reached    zero,  the  value  of  the  flux   density  is  not 

zero,  but  some  such  value  as  OC,  which  is  called  the 

residual  magnetism.  In  order  to  reduce  the  flux  den- 
sity to  zero,  a  negative  magnetizing  force  OD,  called 

the  coercive  force,  must  be  appUed.    Further  increase 

in   the  exciting   current,   in  the  reverse  direction,  to 

the  same  maximum  as  before,  gives  the  same  maxi- 
mum value  of  flux  as  before,  but  in  the  reversed  direc- 
tion.   If  the  cycle  is  completed,  the  closed  curve  results. 

It  can  now  be  shown  that  the  area  of  the  loop  represents  an  amount 

of  energy  dissipated  as  heat  during  the  entire  cycle. 


Kl  A 
Fig.  59. — A  simple 
type  of  over-load 
breaker;  when 
more  than  a  pre- 
determined cur- 
rent flows  through 
the  circuit,  the 
plunger,  P,  is 
lifted  by  the 
magnet,  then  by 
the  trip  and 
spring  actions,  the 
switch  is  opened. 
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The  work  done  in  increasing  the  flux  through  a  coil  carrying  current 
by  an  amount  ^,  we  have  shown  to  be 


and  sinae 
we  have 


it>=BA,    and    Ni=f^, 

w^^HB (39) 


4 


T 


Fig.  60. — A  standard  type  of  single  pole,  over-load,  circuit  breaker. 

Since  Al  represents  the  volume  of  the  magnetic  circuit,  the  work  per 
unit  volume  is 

^-s"« («» 

If,  in  the  toroid,  we  increase  the  flux  density  by  a  very  small  amount, 
the  work  done  per  unit  volume  is 

where  6  is  a  small  increase  in  flux. 
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Referring  to  the  hysteresis  loop,  as  we  first  increase  the  excitation, 
the  quantity  Hb  is  represented  by  the  area  of  the  narrow  strips  shown  in 
Fig.  63a,  and  this  area  divided  by  4t  is  the  work  done  in  increasing  the 
flux  density  by  the  small  amount  b.  The  total  work  done  in  increasing 
the  flux  density  to  its  final  value  is  then  the  area  of  the  total  shaded  por- 
tion in  Fig.  63&,  divided  by  47r. 

When  the  excitation  decreases  to  zero,  along  AC,  the  work  done  is 


Fig.  61.— Outline  sketch  of  a  single  pole  breaker  showing  the  closed  and  open  positions. 
Such  a  breaker  suffices  for  opening  a  low  voltage  circuit  carrying  as  much  as  one 
thousand  amperes. 

negative;  that  is,  energy  is  restored  by  the  circuit  to  the  amount  shown 
by  the  shaded  area  of  Fig.  63c. 

As  the  magnetizing  force  increases  in  the  opposite  direction,  energ>' 
is  again  put  into  the  circuit,  as  shown  in  Fig.  63d,  and  as  the  excitation 
decreases  a  portion  of  it  is  again  restored  as  in  Fig.  63e. 

Completion  of  the  cycle  requires  still  more  energy,  as  is  shown  in  Fig.C3/. 

Figs.  636  to  63/  represent  the  complete  cycle,  and  it  is  evident  that 
Ihe  area  of  the  loop  represents  energy  dissipated.  The  relative  width  of  the 
loop  is  more  or  less  a  property  of  the  material,  and  it  is  evident  that  for 
circuits  in  which  the  flux  is  reversing  many  times  a  second,  materials 
having  a  narrow  hysteresis  loop  are  very  desirable. 
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It  is  interesting  to  note  that  if  the  permeability  had  been  constant 
in  Fig.  636,  the  magnetization  curve  would  have  been  the  straight  dotted 
line  OA.  The  energy  stored  in  the 
field   would    then    have    been    equal 

times  the  area  of  the  triangle, 


to 


4t 


instead  of  the  shaded  area,  i.e. 
1    BH    BH 


w= 


4t     2 


8t 


Substituting  for  //  its  equivalent 
B/n  {B  in  air),  we  have 


w= 


8t/x 


or,  for  air. 
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Fig.  62. — A  curve  showing  the  relation 
between  flux  in  an  iron  core  and 
magnetizing  force,  as  the  latter  is 
carried  through  a  complete  cycle  of 
positive  and  negative  values;  such  a 
closed  cxirve  is  called  a  hysteresis 
loop. 


which  checks  E^q.  (36). 

In  Fig.  64  are  given  a  number  of 
hysteresis  loops  for  the  same  mate- 
rial, but  for  different  values  of  maxi- 
mum flux  densities.  The  maximum 
values  of  B  all  lie  along  the  magneti- 
zation curve  OA,  and  the  loops  indi- 
cate that  their  area  increases  faster 
than   the   maximum    value  of  B.     It 

was  found  experimentally,  by  Steinmetz,  that  the  hj'steresis  loss  per 
cubic  centimeter  per  cycle,  for  any  material,  varies  approximately  as 
the  1.6th  power  of  the  maximum  flux  density.  For  the  modern  silicon- 
steel  alloys,  this  exponent  seems  to  be  considerablj'  different  than  for 
the  older  irons  used. 

The  hysteresis  loss  for  any  material  may  be  expressed  according  to 
Steinmetz,  by 

W^  =  77/FB''lO-7  watts, (41) 

where  ij  =  the  hysteresis  constant,  or  the  loss  per  unit  volume  or  weight,  per 
cycle; 
/=  cycles  per  second; 

]'  =  volume  or  weight,  depending  on  how  tj  is  expressed; 
B  =  maximum  flux  density  in  lines  per  square  centimeter. 

For  modem  annealed  electrical  steel,  tj  varies  from  0.00095  to  0.004  erg 
per  cm.^  per  cycle,  depending  upon  kind  of  steel  and  flux  densities  used ;  for 
ordinary'  flux  densities  in  annealed  sheets  of  silicon  steel,  r\  varies  from 
0-0006  to  0.0015  erg  per  cubic  centimeter  per  cycle, 
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60.  Permanent  Magnets. — In  many  pieces  of  electrical  apparatus, 
the  permanent  magnet  plays  a  very  important  part.  Practically  all 
of  the  better  class  of  continuous-current  instruments  use  movements 
of  the  D'Arsonval  type,  a  coil  movable  in  the  field  of  a  permanent  magnet. 
All  watt-hour  meters,  for  both  continuous  and  alternating  current  power 
circuits,  use  permanent  magnets  in  that  part  of  their  mechanism  which 
serves  as  a  speed  control.  All  magnetos  used  for  ignition  purposes  use 
permanent  magnets  for  their  magnetic  fields. 


Fig.  63. — This  series  of  figures,  being  steps  of  the  complete  hysteresis  loop,  shows  how 
it  is  that  the  area  of  the  hysteresis  loop  represents  the  energy  lost  in  carrying  the 
iron  through  the  cycle. 


Of  course,  no  magnet  is  really  permanent,  but  magnets  can  be  so  made 
that  their  strength  holds  sensibly  constant  (within,  say,  less  than  1  per 
cent)  for  long  periods  of  time.  A  special  grade  of  steel  is  employed,  and 
it  is  very  carefully  heat-treated  to  give  permanence  to  the  magnet.  The 
magnet  should  not  be  subjected  to  vibration,  and  its  armature  (iron 
piece  connecting  or  nearly  connecting  the  poles)  should  always  be  left 
in  position.  Sometimes  armatures  are  not  supplied,  but  for  such  mag- 
nets the  poles  must  be  very  close  together  if  they  are  to  retain  much 
magnetic  strength. 

The  general  idea  involved  in  the  permanence  of  a  magnet  may  be 
seen  with  the  help  of  Fig.  62,  which  is  the  hysteresis  loop  of  a  piece  of 
Ji?.rd  steel,  having  a  completely  closed  magnetic  circuit.    After  being 


PERMANENT  MAGNETS 


63 


properly  shaped  and  tempered,  the  magnet  is  magnetized  to  point  A; 
then,  if  the  magnetizing  force  is  taken  off,  the  flux  will  decrease  to  point 
C  on  the  loop,  leaving  a  residual  magnetization  in  the  steel  equal  to  OC. 
If  there  is  an  air  gap  in  the  magnet  (as  there  always  must  be  to  make 
it  of  any  use)  this  amount  of  flux  will  not  stay  in  the  magnet  because  of 
the  demagnetizing  effect  of  the  air  gap.    The  flux  decreases,  therefore. 


Fia.  64. — The  hysteresis  loops  for  cast  steel  as  the  sample  was  carried  through  cycles  of 
different  intensities  of  magnetizing  force.  The  maximum  values  of  flux  density 
lie  on  the  normal  magnetizing  curve;  the  areas  of  the  dififerent  loops  vary  approxi- 
mately as  the  1.6  power  of  the  maximum  value  of  B. 


along  the  hysteresis  loop,  to  some  point  G,  fixed  by  the  condition  that 
with  the  flux  IG  through  the  air  gap  the  m.m.f.  required  across  the  gap 
is  equal  to  01. 

If  the  magnet  is  jarred,  this  equilibrium  is  destroyed,  and  more  flux 
disappears;  jarring  the  magnet  makes  it  easier  for  the  oriented  molecules 
of  the  magnet  to  regain  their  normal  haphazard  configuration,  thus 
making  the  magnet  lose  some  of  its  strength. 

Instead  of  leaving  an  amount  of  flux,  IG,  in  the  permanent  magnet, 
it  is  customary  to  demagnetize  it  to  some  point  H,  at  which  the  demag- 


64  ELECTROMAGNETISM  [Chap.  Ill 

netizing  effect  of  the  air  gap,  now  less  than  before,  because  of  the  de- 
creased flux  density  through  it,  is  much  less  than  OJ ,  which  is  the  amount 
of  demagnetizing  action  required  before  the  magnet  can  be  further 
weakened.  This  initial  weakening  of  the  magnet  by  the  manufacturer 
is  known  as  "  aging  "  the  magnet.  In  actual  magnets  used  in  meter  con- 
struction, the  normal  flux  density  in  the  magnet  is  about  5,000  gausses. 
This  figure  may  safely  be  made  higher  if  the  ratio  of  magnet  length 
to  air-gap  length  is  made  greater;  evidently  the  greater  the  air-gap 
length  the  greater  is  its  demagnetizing  action;  also,  the  longer  the 
piece  of  steel  used  in  making  the  magnet  the  greater  is  its  tendency 
to  stay  magnetized.  The  limit  of  the  ratio  of  magnet  length  to  gap 
length  is  generally  fixed  by  economic  reasons;  magnet  steel  is  expen- 
sive, and  the  commercial  forms  of  magnets  do  not  generally  have  a  ratio 
greater  than  about  fifty. 


PROBLEMS 

1.  A  north  pole  of  a  very  long,  slender  magnet,  of  40  units  strength,  is  situated 
7  cm.  from  the  north  pole,  and  12  cm.  from  the  south  pole,  of  a  slender  bar  magnet 
15  cm.  long,  the  pole  strength  of  the  second  magnet  being  120  units.  What  force 
is  exerted  on  the  north  pole,  and  what  angle  does  it  make  with  the  axis  of  the  bar 
magnet? 

2.  What  is  the  flux  density  at  a  point  25  cm.  away  from  a  supposedly  isolated 
north  pole  of  65  units  strength.  With  what  force  would  it  act  on  a  test  pole  at 
this  point,  if  the  test  pole  is  of  2  units  strength? 

3.  A  slender  magnet  12  cm.  long,  suspended  so  as  to  swing  in  a  horizontal  plane, 
has  a  turning  moment  in  this  plane  of  30  dyne-centimeters  when  at  right  angles 
to  the  earth's  field  at  Washington,  D.  C.     What  is  the  strength  of  its  i)oles? 

4.  The  coil  of  a  tangent  galvanometer  1  foot  in  diameter  has  10  turns  and  is 
carrying  5.2  amperes.  A  compass  needle  at  the  center  of  the  coil  is  3  cm.  long  and 
has  poles  of  10  units  strength.  What  is  the  turning  moment  when  the  needle  is  in 
the  plane  of  the  coil? 

5.  On  a  certain  armature  there  are  60  conductors,  each  8  inches  long,  carrying 
15  amperes;  average  flux  density  in  which  the  conductors  are  lying  is  20,000  lines 
per  square  inch.  What  is  the  force,  in  pounds,  tending  to  move  the  conductors 
in  a  direction  perpendicular  to  the  field? 

6.  A  coil  of  260  turns  is  linked  with  1,250,000  lines.  If  the  flux  dies  to  zero 
in  0.15  second,  what  is  the  average  voltage  generated  during  the  decay  of  the  cur- 
rent? 

7.  A  conductor  8  inches  long  is  moving  in  a  direction  perpendicular  to  a  mag- 
netic field  of  density  30,000  lines  per  square  inch,  at  a  rate  of  300  feet  per  minute. 
What  e.m.f.  does  it  generate  in  abvolts?    In  volts? 

8.  A  coil  having  600  turns  is  threaded  by  a  flux  which  is  changing  at  the  rate 
Qf  100,000  lines  per  segond,    Th^  coil  h^  5.1  ohms  resistance  f^nd  is  conne<?te(^  to  a 
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storage  battery  of  2  volts  e.mi.  and  0.03  ohm  resistance.    What  current  flows  in 
the  circuit?     (Two  answers  pos.sible.) 

9.  A  conductor  carrying  a  current  of  325  amperes  Is  30  cm.  long  and  is  being 
moved  in  a  direction  perpendicular  to  a  magnetic  field  of  5,000  gausses  intensity, 
with  a  velocity  of  1  ft.  per  secoinl  How  mu«h  work  is  done,  in  ergs,  and  in 
ft.-lbs.,  in  0.3  second? 

10.  At  what  rate  Ls  work  being  done  in  a  circuit  in  which  37.3  amperes  are 
flowing  under  a  pressure  of  32  volts.     How  much  work  is  done  in  3.2  seconds? 

11.  Two  conductors  on  an  armature  are  parallel  and  \  inch  ajMirt.  What  is 
the  force,  in  pounds  per  inch  length,  exerted  by  one  of  the  conductors  on  the  other 
when  the  current  through  them  is  250  amperes? 

12.  A  toroid,  of  average  diameter  6  inches,  has  400  turns  which  are  carrying 
5.6  amperes.  How  much  work  would  be  done  in  carrj'ing  once  around  the  magnetic 
circuit  a  pole  of  150  units  strength?  (This  procedure  is,  of  course,  actually  impos- 
sible.) 

13.  A  cast  steel  ring  has  a  mean  diameter  of  45  cm.  and  a  cross-section  of 
30  .stj.  cm.     The  flux  is  450  kilolines.     How  many  ami)ere-turns  are  necessarj'? 

14.  A  horse-shoe  shaped  magnet  for  lifting  iron  plates  is  forged  of  wrought  iron 
and  has  a  magnetic  path  40  cm.  long.  The  oxide  on  the  iron  plates  is  0.1  mm. 
thick  (note  the  two  gaps)  and  the  path  through  the  plate  is  15  cm.  long.  Density 
in  the  air  gap  is  13,000  lines  per  square  centimeter,  and  the  cross-section  of  the 
plate  is  twice  that  of  the  magnet.  How  many  turns  are  necessary  on  the  magnet, 
if  the  current  in  the  winding  is  to  be  2  amperes? 

16.  The  air  gap  under  the  pole  face  of  a  motor  has  an  area  of  18  square  inches 
and  is  J  inch  long.  The  flux  density  is  40,0(X)  lines  per  square  inch.  How  many 
ergs  of  work  are  stored  in  the  air  gap?    How  many  ft.-lbs.? 

16.  What  is  the  coefficient  of  self-induction  of  the  magnet  described  in  Problem 
14,  if  the  area  of  each  pole  face  is  25  sq.  cm.? 

17.  Two  Xo.  10  copper  wires  are  2  feet  long,  parallel  to  each  other  and  2  inches 
apart.  ^V'hat  is  the  force  of  attraction  between  them  if  they  are  each  carrying 
75  amperes  of  current  in  the  same  direction? 

18.  In  order  to  raise  a  certain  weight  the  density  in  a  horse-shoe  shaped  magnet, 
of  cast  steel,  must  be  12,(XX)  gausses.  The  length  of  the  circuit  in  the  magnet  and 
weight  is  50  cm.  If  there  are  1625  turns  carrying  2  amix-res,  how  near  the  weight 
must  the  magnet  be  brought  to  lift  it?  If  the  area  of  each  of  the  poles  is  28  sq.  cm., 
how  much  is  the  weight? 

19.  A  core  is  made  of  annealed  sheet  steel;  its  cross-section  Is  7.57  inches  by 
5.22  inches  and  the  average  length  is  22.3  inches.  If  there  are  800  turns  in  the 
coil,  and  a  flux  density  of  13,500  lines  per  scjuare  centimeter  is  required,  how  much 
current  must  flow  through  the  coil? 

20.  A  horse-shoe  shaped,  permanent  magnet  has  pole  faces  each  of  §  .square  inch 
cross-section.  The  flux  density  in  the  magnet  is  3000  gaus.ses.  How  many  pounds 
can  it  lift? 

21.  What  is  the  hysteresis  loss,  in  watts,  in  an  iron  core  being  magnetized  from 
a  60-cycle  alternating-current  line,  if  the  core  weighs  150  pounds  and  has  a  maxi- 
mum flux  density  of  11,000  gausses,  the  iron  being  high-grade  annealed  electric 
steel,  weighing  480  ix)uuds  per  cubic  foot? 


CHAPTER  IV 
THE    ELECTRIC    CIRCUIT 

61.  Ohm's  Law. — It  was  experimentally  determined  in  1826,  by  the 
physicist,  Ohm,  that  there  ordinarily  exists  a  direct  proportionality 
between  the  e.m.f.  in  a  given  circuit  and  the  current  which  flows  through 
the  circuit.  For  a  given  circuit,  if  the  e.m.f.  is  increased  to  twice  its 
value,  the  current  also  increases  to  twice  its  value.  If  the  e.m.f.  is 
reduced  to  one-tenth  of  its  value,  the  current  is  decreased  in  the  same 
ratio.  When  a  direct  proportionality  exists  between  two  variables,  it 
is  always  possible  to  express  the  relation  in  the  form  of  an  equation,  by 
the  use  of  a  proper  constant. 

If    7  =  current  in  the  circuit, 
£'=e.m.f.  in  the  circuit; 
therefore,  the  relation  discovered  by  Ohm  was  IccE,  and  we  may  put 
E  =  kl,  where  k  is  some  constant  which  will  generally  be  different  for 
every  circuit.     This  constant,  k,  is  really  what  we  call  the  resistance  of 
the  circuit  (designated  by  R)  and  so  we  have  the  well-known  Ohm's  law, 

E=IR, (42) 

This  expression  further  states  that  effect  is  equal  to  cause,  or  that 
action  is  equal  to  reaction.  We  see  from  it  that  if  an  e.m.f.  is  impressed 
on  a  circuit  containing  resistance  only,  the  current  must  increase  until 
the  reaction  IR  becomes  equal  to  the  impressed  force. 

The  factor  of  proportionality  might  have  been  chosen  so  as  to  write 

EG=I, (43) 

in  which  case  G  is  called  the  conductance    of  the  circuit;    the    relation 
between  resistance  and  conductance  is  evidently  given  by 

R=l/G    or    G=l/R (44) 

We  may  also  write  Ohm's  law  in  the  forms 

E=IR  EG=I 

/=!     .    .    .     (45)  E=^   .     .    .     (47) 

ft=f     .    .    .     (46)  G=-|  .    .    .     (48) 
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62.  Unit  Resistance.  The  Ohm. — If,  in  the  first  form  of  Ohm's  law, 
we  assume  unit  current  and  unit  e.m.f.,  the  circuit  must  have  unit  resist- 
ance, the  abohm  or  the  ohm,  depending  upon  whether  absolute  or  prac- 
tical units  are  used  for  measuring  the  voltage  and  current.  P*ractically 
the  chm  is  defined  as  the  resistance  offered  by  a  column  of  pure  mer- 
cury 106.300  cm.  long,  having  a  uniform  cross-section  and  weighing 
14.4521  grams  at  0°  C.  When  an  e.m.f.  of  one  volt  is  impressed  across 
this  standard  ohm,  a  current  of  one  ampere  results. 

Unit  conductance  is  usually  taken  as  the  mho,  so  that  the  conductance 
fa  circuit,  measured  in  mhos,  is  the  reciprocal  of  its  resistance,  measured 
in  ohms. 

The  three  practical  units  have  now  been  defined,  the  volt  in  terms  of 
standard  cells,  the  ampere  in  terms  of  the  amount  of  silver  it  deposits  in  a 
standard  solution,  and  the  ohm  in  terms  of  a  standard  mercury  column. 
By  international  agreement  of  many  years'  standing,  the  units  of  current 
and  resistance  have  been  chosen  as  bases,  since  they  are  easiest  to  obtain 
for  practical  purposes.    When  measurements  were  crude,  the  value  of  the 

volt  as  fixed  by       .    .  of  the  voltage  of  a  standard  Clark  cell  at  15°  C, 

apparently  satisfied  Ohm's  law  as  well  as  the  fact  that  one  volt  was  gen- 
erated by  a  conductor  cutting  10*  lines  of  force  per  second.  But  as  measure- 
ments became  more  exact  it  was  found  that  the  value  of  the  volt  was  more 

nearly  the  value  now  accepted,  .    .„^  of  the  voltage  of  a  standard  Clark 

cell  at  15°  C,  or  „     of  the  voltage  of  a  standard  Weston  cell  at  20°  C. 

63.  Joule's  Law. — It  has  been  shown  that  when  an  e.m.f.  of  E  volts 
produces  a  current  of  /  amperes  in  a  circuit  of  resistance  of  R  ohms,  the 
power,  or  rate  of  work,  is 

P  =  EI  watts  =  EIX  10^  ergs  per  second. 

Since  from  Ohm's  law,  E  =  IR,  we  have 

P=  PR  watts  =  /2/fX  10^  ergs  per  second, 

in  which  form  the  equation  states  that  the  power  used  as  heat  in  the  con- 
ductor is  dependent  directly  upon  its  resistance. 

If  the  current  remains  constant  for  t  seconds,  the  heat  energy  supplied 
by  the  circuit  is 

W=Pt  =  PRtxW  er^, 

and  since  10^  ergs  have  been  defined  as  the  equivalent  of  one  joule, 

W=/2/?/ joules (49) 
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These  equations  are  the  mathematical  expression  of  Joule's  law.  This 
law  bears  the  name  of  the  scientist  who,  in  1843,  first  clearly  formulated 
the  idea  that  the  total  heat  developed  in  a  resistance  in  a  given  time 
is  proportional  to  the  product  of  the  resistance  and  the  square  of  the 
current  flowing. 

Joule,  in  his  experimental  work,  passed  a  known  current  through  a 
known  resistance  immersed  in  a  volume  of  water,  and  determined  the 
amount  of  heat  generated  in  the  resistance  by  the  rise  in  temperature 
of  the  water.  Using  the  gram-calorie,  the  amount  of  heat  required 
to  raise  the  temperature  of  1  gram  or  cubic  centimeter  of  water  through 
1°  C,  Joule  found  the  relation  between  heat  generated  in  gram-calories, 
current,  in  amperes,  and  resistance,  in  ohms,  to  be 

Q  =  0.24EIt  =  0.24PRt (50) 

From  the  relation  just  stated,  it  is  interesting  to  note  that  Joule  was 
able  to  derive  his  mechanical  equivalent  of  heat;  it  is  evident  that  as 
the  product  of  unit  voltage  and  unit  current  (the  watt)  is  equal  to  10^ 
ergs  per  second,  from  Eq.  (50)  the  gram-calorie  must  be  equivalent  to 
4.10  XlO*^  ergs  of  work.    This  is  known  as  Joule's  equivalent. 

Joule's  law  is  one  of  the  most  important  in  electrical  engineering,  con- 
necting as  it  does  electrical  and  heat  units. 

64.  Reactions  in  an  Electric  Circuit. — If  a  brick  is  pushed  along  slowly 
as  it  rests  on  a  board,  there  must  be  sufficient  force  exerted  to  offset  the 
friction  between  the  two  surfaces  in  contact.  The  resisting  force  of  fric- 
tion, which  has  to  be  overcome  by  the  force  moving  the  brick,  is  called 
the  reacting  force  of  friction,  or  simply  frictional  reaction.  If  the  brick 
is  pushed  up  an  inclined  surface,  the  impressed  force  must  not  only  be 
equal  and  opposite  to  the  frictional  reaction,  but  must  also  be  large 
enough  to  overcome  the  component  of  gravitational  force  which  is  tend- 
ing to  make  the  brick  slide  down.  In  an  analogous  manner,  if  elec- 
trons are  forced  to  flow  steadily  through  a  conductor,  a  kind  of  frictional 
reaction  is  set  up,  which  opposes  the  motion  of  the  electrons;  this  reac- 
tion, called  resistance  reaction,  will  be  equal  in  magnitude  and  opposite 
in  direction  to  the  impressed  force.  In  the  electric  circuit  we  may  have 
other  forces  which  the  impressed  force  has  to  overcome,  such  as  the 
counter  e.m.f.  of  a  storage  battery;  this  corresponds  to  the  force  of 
gravity  in  the  case  of  the  brick  pushed  up  an  incline.  When  the  study  of 
alternating  currents  is  taken  up,  other  types  of  reaction  will  be  con- 
sidered. 

65.  Kirchhoff's  Laws. — Two  simple  but  fundamental  laws,  first  ex- 
pounded by  Kirchhoff,  are  of  great  value  in  the  solution  of  continuous 
current  problems. 


KIRCH IIOFFS  L\WS 


First  Law.  The  algebraize  sum  of  the  potential  drops  around  every  closed 
circuit  is  always  equal  to  zero. 

This  law  is  practically  self-evident;  if  the  sum  of  the  reacting  forces 
were  not  equal  and  opix)sitc  to  the  impressed  force,  some  of  this  would 
Ixi  left  over  with  no  opposing  force,  and  so  would  serve  to  increase  the 
(  urrent.  This  increase  in  current  flow  would  continue  until  the  increased 
ii^dstance  reaction  resulting  therefrom  was  just  sufficient  to  balance  the 
impressed  force. 

In  the  case  of  a  circuit  containing  the  back  e.m.f.  of  a  storage  battery, 
it  is  simple  to  measure  the  c.e.m.f.  reaction;   it  exists  whether  current  is 
flowing  or  not.    Resistance  reaction,  however,  cannot  be  directly  meas- 
ured;  current  must  be  flowing  to  produce  the  resist- 
ance reaction,  and  current  will  not  flow  unless  a  force 
is  impressed  on  the  circuit.    In  the  case  shown  in  Fig. 
65,  the  battery,  E,  forces  current  to  flow  through  the 
two  resistances  in  series,  in  the  direction  shown;,  the 
>iini  of  the  two  resistance   reactions  set  up  must  be 
<  (}ual  to  the   impressed   voltage,  E.     Kirchhoff's  first 
I;iw  states  the  fact  that  if  we  measure  the  voltage  drop 
across  A-B,  and  then  across  B-€,  and  add  these  two 
drops,  the  resultant  must  be  the  same  as  the  impressed 
voltage,  measured  across  the  battery. 

It  is  well  at  this  point  to  distinguish  between  the 
"  drop,"  or  component  of  the  impressed  force  used  across 
the  part  of  the  circuit  in  question,  and  the  resistance 
reaction  in  the  same  part  of  the  circuit.  They  are  equal 
in  magnitude,  but  opposite  in  direction.  The  drop 
across  A-B,  for  example,  is  evidently  from  A  to  B  (A 
being  higher  in  potential  than  B),  and  so  causes  the  current  to  flow  in  the 
direction  from  A  to  B.  The  resistance  reaction,  however,  is  opposite  in 
direction,  from  B  to  A,  tending  to  stop  the  current.  This  difference  in 
direction  must  l)e  carefully  considered  if  errors  are  to  be  avoided  in 
'  )lving  problems. 

Probably  the  easiest  way  to  solve  problems  dealing  with  circuits  of 
the  type  shown  in  Fig.  66,  is  to  assume  one  of  the  voltages,  say  E,  as  the 
impressed  force;  then  other  e.m.fs.  in  the  circuit  which  tend  to  make 
current  flow  in  the  same  direction  as  the  impressed  force  are  called  positive, 
and  those  in  the  opposite  direction  are  negative.  We  might  say  then 
that  the  total  impressed  force  acting  in  the  circuit  is  E-\-e2—e\,  and  put 
t  his  impressed  force  equal  to  the  sum  of  the  IR  drops  in  the  circuit ;  then, 


Fig.  65.— The  sum 
of  the  resistance 
reactions  set  up 
in  the  two  parts 
of  this  circuit 
must  be  equal  in 
magnitude  to  the 
impressed  elec- 
tromotive force. 


E-\-e2-ex'^IRi-\-lR2, 


(51) 
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or  we  might  reckon  the  impressed  force  asE-^e2  and  place  ei  with  the  drops, 
and  so  get 

E-\-e2=IRi+IR2-^ei, (52) 

which  will  yield  the  same  result  as  if  the  ei  had  been  put  with  the  im- 
pressed force  but  called  negative.  Also  62  might  be  classed  with  the 
drops;  but  it  is  to  be  then  noted  that,  as  we  go  clockwise  around  the 
circuit,  the  direction  of  potential  drop  through  62  is  in  the  opposite  direc- 
tion to  that  through  the  resistances  and  the  voltage  ei.  We  should 
then  write 

E=IRi+IR2-\-ei-e2 (53) 

It  will  be  seen  that  all  three  of  the  Eqs.  (51),  (52)  and  (53),  are  really 
the  same  thing  and  so  will  give  the  same  solution. 
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Fig.  66. — Kirchhoff's  first  law  states  that  the  sum  of  the  IR  drops  in  the  circuit  must 
be  equal  to  the  algebraic  sum  of  the  various  e.m.f's.  acting  in  the  circuit. 

Fig.  67. — In  writing  the  equation  to  utilize  Kirchhoflf's  first  law  an  IR  drop  may  be 
reckoned  as  positive  in  one  circuit  and  negative  in  another,  depending  upon  which 
direction  has  been  assumed  for  the  various  currents. 

It  may  well  be  that  an  incorrect  direction  has  been  assumed  for  the 
current  flow,  and  that  the  solution  of  the  problem  yields  a  negative  value 
for  /;  in  this  case  the  current  actually  flows  in  the  direction  opposite 
to  that  assumed.  The  magnitude  obtained  for  the  current  will  be  cor- 
rect however,  even  though  its  direction  has  been  incorrectly  assumed. 

For  the  circuit  shown  in  Fig.  67,  the  direction  of  current  flow  is 
obvious,  and  we  write  at  once  the  equations  required  for  solution,  using 
Kirchhoff's  first  law;  for  circuit  ABGF 


and  for  circuit  ACDF 


E=IiRi    or    E-IiRi=0, 
E=l2R2    or    E-l2R2=0. 


In  circuit  BCDG,  there  is  no  voltage  acting,  and  it  will  be  noted  that, 
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either  way  we  go  around  the  circuit,  one  of  the  IR  drops  must  be  taken 
as  negative.     With  clockwise  direction  of  traversing  the  circuit, 

and  for  the  opposite  direction, 

0=/i/?i-/2fl2. 

Either  of  the  kist  two  equations  states  the  obvious  fact  that 

IlRl  «/2i22. 

It  will  be  seen  that,  in  applying  Kirchhoflf's  first  law,  we  (uaume  a 
direction  for  the  currents  in  the  various  paths  of  the  circuit.  We  then 
add  up  algebraically  all  the  voltages  in  a  closed  path,  calling  positive 
those  voltages  that  tend  to  make  current  flow  around  the  circuit  in  the 
direction  in  which  it  is  being  traversed,  and  putting  the  total  voltage 
equal  to  the  sum  of  the  IR  drops  in  the  closed  path.  The  IR  drops  due 
to  current  in  the  direction  in  which  the  circuit  is  being  traversed  arc 
called  positive,  and  those  due  to  oppositely  flowing  currents  are  to  be 
called  negative.  This  law  is  hence  summed  up  for  any  closed  path,  by 
the  equation, 

^E  =  ZIR (54) 

66.  Second  Law. — The  algebraic  sum  of  the 
currents  at  any  junction  of  conductors  is  always 
zero.  This  is  the  same  as  saying  that  the  sum 
of  all  currents  flowing  towards  a  junction  is 
equal  to  the  sum  of  all  currents  flowing  away 
from  the  junction.  Wore  this  not  so,  there 
would  be  an  accumulation  (or  the  reverse)  of 
electrons  at  the  junction,  and  the  potential  of 
the  point  would  continually  change. 

The  law  is  illustrated  in  Fig.  68,  the  sum 
of  the  currents  flowing  towards  the  junction 
being  equal  to  the  sum  of  the  currents  flowing 
away. 

In  the  solution  of  problems  involving  the 
second  law,  we  may  assume  currents  flowing 
in  either  direction  as  positive,  and  those 
Howing  in  the  opposite  direction  as  nega- 
tive.    Where  the  direction  of  a   current  is 


Fig.  68. — Kirchhoff's  second 
law  states  that  the  alge- 
braic sum  of  all  the  cur- 
rents flowing  towards  any 
point  in  the  circuit  must 
be  «ero;  from  the  electron 
viewpoint  the  law  merely 
expresses  the  more  or  leas 
evident  fact  that  electrons 
cannot  accumulate  at  a 
{mint,  without  the  poten- 
tial of  that  point  contin- 
ually changing. 


uncertain,    it  may  be  assumed;   if,  on  solv- 
ing, the  result  is  negative,  the  direction  is  opposite  to  that  assumed. 
Exam-pie.    In  the  network  shown  in  Fig.  69,  the  resistance  of  the 
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cells  is  neglected.     The  direction  of  the  various  currents  will  be  assumed 
as  indicated  in  the  diagram. 

Applying  the  procedure  outUned  in  the  paragraph  just  preceding 
Eq.  (54)  to  circuit  ABCDEFA,  we  have,  starting  from  A  in  clockwise 
direction, 

24-4=2/3+6/1     or    /i=l-^. 


For  circuit  BCDEB, 

2+3  =  2/3+4/2 


,      5    h 


Applying  the  second  law  to  the  junction  B,  we  have 

/i+/2  =  /3     or    /3-/2-/i=0. 

Substituting  the  values  for  h  and  1 2  already  determined  and  solving, 
we  find 

/i  =13/22,  /2  =  14/22,  1 3  =27/22  amperes. 
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Fig.  69. — A  simple  three-branch  network,  to  illustrate  the  application  of  Kirchhoff's 

two  laws. 
Fig.  70. — Sometimes  the  direction  of  current  flow  in  a  branch  of  the  network  is  not  at 

all  evident,  as  is  the  case  for  the  current  I3  in  this  circuit.     A  direction  is  assumed  for 

the  current  in  such  a  case,  and  if  the  solution  yields  a  negative  answer  it  signifies  that 

the  direction  assumed  for  the  current  was  incorrect. 

Had  we  used  circuit  ABEF,  traversing  it  clockwise,  we  should  have 
considered  the  IR  drop  in  branch  2  (4/2),  as  negative,  since  the  current 
is  flowing  in  a  direction  opposite  to  that  with  which  we  are  passing,,  around 
the  circuit.     We  should  then  have 

4-3  =  -4/2+6/1, 

and  substituting  the  values  obtained  above  for  1 2  and  /i,  this  extra  equa- 
tion evidently  serves  as  a  check; 

1+56/22-78/22=0. 
which  is  an  identity. 

Example,  In  the  network  shown  in  Fig.  70,  the  direction  of  the  cur- 
rent, I3,  is  not  obvious.  Let  us  assume  it  as  flowing  toward  the  junc- 
tion E. 
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For  circuit  ACDF  we  have,  starting  from  A, 

84-10  =  2/2+5/1    or    /2=9-^. 


For  circuit  ABEF  we  have, 


5/, 


10=2/3+5/1    or    /3  =  5-^*. 
Wc  also  have 

/l  =/2  +  /3, 

Solving,  we  fintl 

1 1  =  14,  6,  1 2  — 19,  6,     and    Ii  =  —  5  6  amperes, 

showing  that  the  current  is  flowing  in  the  direction  opposite  to  that 
assumed  and  is  suppUed  by  the  cell  marked  E2. 

Example.  Wheatstone  Bridge. — A  special  network  much  used  for 
comparing  resistances,  originat<Mi  by  ^Vheatstone,  is  shown  in  Fig.  71. 
Four  resistances,  A,  B,  R  and  X,  are 
connected  in  a  mesh  or  iquare,  a  bat- 
tery being  connected  across  two  cor- 
ners, b-b',  and  a  galvanometer  or  other 
sensitive  detector  of  current  across  the 
other  two  corners,  a-a'.  A  and  B  are 
usually  fixed  resistances  of  appropriate 
values,  R  is  Si  resistance  which  can  be 
varied  through  a  wide  range,  and  X  is 
some  unknown  resistance. 

But  by  varying  the  resistance  R, 
the  desired  result,  that  of  no  current 
flowing  through   the  galvanometer  G, 

is  achieved.  Under  these  conditions,  calling  /  the  current  fl(j\\  ing  through 
resistances  A  and  B,  and  /'  tho  current  through  R  and  X,  and  applying 
Kirchhoff' s  first  law  to  the  niesh,  we  have  passing  around  in  clockwise 
direction, 


Fig.  71. — The  ordinar>'  Wheatstone 
bridge  is  a  good  illustration  of  the 
appUcation  of  Kirchhoff's  laws. 


or 


IR^-{-IRB-I'Rx-rRR=0, 
IRj,+IRB=rRx+I'RB- 


As  no  current  Ls  flowing  through  the  galvanometer  G,  the   points  a 
and  a'  are  at  the  same  potential,  and  hence 


and 


IR^^I'Ra, 
IRg-^rRx. 
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Dividing  one  equation  by  the  other,  we  have 

and 


Ra 
Rb 


Rr 
Rx 


Rx  =  ^XRb. 
Ka 


(55) 


Commercially,  all  the  above  members,  except  the  unknown  resistance, 
are  suitably  arranged  in  a  convenient  case  with  terminals  for  connecting 
in  the  unknown  resistance.  The  variable  resistance  can  be  varied  in 
1-ohm  steps  from  1  to  perhaps  9999  ohms,  and  the  fixed  resistances  are 
generally  of  such  values  that  their  ratio  may  be  changed  at  will,  in  multi- 
ples of  10,  from  1/1000  to  1000,  permitting  of  wide  ranges  in  the  measure- 
ment of  resistance. 

67.  The  Series  Circuit. — When  a  number  of  resistances,  r\,  r2,  rz,  etc., 
are  put  in  series,  as  in  Fig.  72,  it  is  evident  that  the  same  current  must  flow 

through  all  of  them  when  an  e.m.f. 

is    impressed    on   the  entire  circuit. 

Applying  Ohm's  law  and  Kirchhoff's 

first  law,  we  have 


°E° 

Fig.  72. — The  resistance  of  a  circuit  con- 
sisting of  several  resistances  in  series  is 
obtained  by  adding  the  various  resist- 
ances making  up  the  circuit. 


E=IR  =  Iri+Ir2+Irz, 

where  ^=  the  impressed  e.m.f., 
and      R  =the  total  resistance  of  the 
circuit. 


Dividing  by  the  current,  I, 


i2=ri+r2+r3. 


(56) 


which  states  that  resistances  in  series  are  to  be 
resistance. 

68.  The  Parallel  Circuit. — When  a  number 
of  resistances,  ri,  r2,  ra,  are  put  in  parallel  as 
in  Fig.  73,  the  e.m.f.  across  each  separate 
resistance  must  be  the  same,  and  the  total 
current  supplied  must,  from  Kirchhoff's  second 
law,  be  equal  to  the  sum  of  all  the  branch 
currents. 

/=^l+^2+^3, 

E  =  IR— iir\  =  t2r2  =  13^*3, 

and  since 

E      .      E      .      E 


added  to  obtain  the  total 


we  have 


K  ri  r2 


.      E 

^3  =  — , 


Fig.  73. — When  the  resist- 
ances are  connected  in  par- 
allel the  solution  of  the 
problem  shows  that  the 
circuit  resistance  is  the  re- 
ciprocal of  the  sum  of  the 
reciprocals  of  the  resistances 
in  the  various  branches. 
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Hence 

=     -).    _|. (57) 

n     r\     ro     r:i 

The  advantage  of  using  conductances  instead  of  resistances  in  parallel 

circuits  is  easily  cvidrnt.     Sinci- 

conauctance  = 


reostanoe* 
Eq.  (57)  may  be  written 

G=gi+g2-\-g3 (58) 

69.  Resistance. — It  is  found  experimentally  that  the  resistance  of  a 
homogonoous  conductor,  of  length  /,  and  cross-section  a,  varies  directly 
lis  its  length  and  inversely  as  its  cross-section  or 

r-=p- (59) 

where  the  factor  of  proportionaUty  p,  is  called  the  resisthnty  or  specific 
resistance  of  the  material.  The  resistivity  of  a  material  is  dependent 
upon  temperature,  as  will  be  discussed  later.  The  explanation  of  the 
variation  of  the  resistance  of  a  conductor  with  length  and  cross-section, 
according  to  the  electron  theory,  has  been  given  in  Section  19. 

Resistivity  being,  from  Eq.  (59),  the  resistance  of  unit  volume,  in 
calculations  involving  conductors  other  than  round  wires,  it  is  usually 
expressed  in  microhms  (ohms  X 10"®)  per  centimeter  cube  or  inch  cube. 
Values  of  resist  i^^ty  for  the  metals  and  alloys  in  common  use  are  given  in 
Table  I. 

In  calculations  involving  round  wires,  the  length  of  which,  in  America, 
is  usually  taken  in  feet,  it  is  more  convenient  to  express  the  area  in  circular 
measure.  A  convenient  unit  for  thus  purpose  is  the  circular  mil,  which  is 
the  area  of  a  circle  one  mil,  or  one  one-thousandth  of  an  inch  in  diameter. 
Thus,  to  obtain  the  area  of  a  circle  in  circular  mils,  we  need  only  square 
its  diamet<»r  in  mils. 

A  square  mil  is  the  area  of  a  square  each  side  of  which  is  one  mil. 
Accordingly,  the  area  in  square  mils,  of  a  circle  one  mil  in  diameter  is 

tX  r-.    Hence,  area  in  square  mils  is  equal  to  area  in  circular  mils  times 

-  or  0.7854,  or 
4 

Square  mils  «  circular  mils  X  0.7854; 

or 

Circular  mils  =  square  mils  X  1.2732. 

This  relation  is  indicated  in  Fig.  74. 
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TABLE  I* 
Resistivity  and  Temperature  Coefficient 


Material 


Resistivity 


Microhms 

per  Cm.  Cube 

at  0°  C. 


Ohms 

per  Mil 

Foot  at  0°  C 


Temperature 

Coefficient 

Referred 

to  0°  C. 


Aluminum 

Copper,  standard 

' '        hard-drawn .  .  .  . 

Gold 

Iron,  cast,  soft 

' '     cast,  hard 

Lead 

Mercury 

Nickel,  commercial  wire. 

Platinum,  drawn 

Silver 

Steel,  soft 

"     hard 

Tungsten,  hard-drawn.  . 

"  annealed 

Zinc 

Calido 

Climax 

la  la,  soft 

"     hard 

Ideal. 

Manganin 


2 
1 
1 

2, 

74 

97 

19 

94 

9 

11 

1 

11 

45 

5 

4 

5 

100 

87 

47 

50 

49 

41.4 


62 

589 

60 

20 

4 


07 

9 

0 

47 

8 

6 

42 

37 

38 

00 

1 

1 

2 

0 

to  73. 


15. 
9. 
9. 

13. 
447. 
588. 
119. 
565. 

59. 

66. 
8. 

70. 
274. 

32. 

26. 

32. 
601. 
523. 
283. 
301. 
294. 
249  to 


76 

56 

62 

23 

5 

3 

1 

9 

55 

17 

84 

98 

3 

60 

29 

36 

5 

9 

3 

9 

7 

443  0 


0.00423 
0.00427 
0.00408 
0.00368 


0.00411 
0.00086 
0.0039 
0.00367 
0.00400 
0.00423 
0  00161 
0.0051 
0.0051 
0.00402 
0.00034 
0  00055 
0.000005 
-0.000011 
O.OOOOrb 
0.000011  to  0  000039 


1  microhm  per  centimeter  cube  =  6.0153  ohms  per  mil  foot. 

♦  Values  taken  from  Pender's  Handbook  for  Electrical  Engineers,  1922. 

When  length  is  in  feet  and  area  in  circular  mils,  resistivity  is  expressed 
in  ohms  per  mil-foot,  or  the  resistance  of  a  round  wire  1  foot  long  and 
1  mil  in  diameter  (Fig.  75).  Values  for  resistivity  in  ohms  per  mil-foot 
are  also  given  in  Table  I. 

The  circular  inch  is  also  occasionally  used,  it  being  the  area  of  a  circle 
1  inch,  or  1000  mils,  in  diameter.  One  circular  inch  thus  equals  1,000,000 
circular  mils. 

Up  to  1912,  Matthiessen's  standard  for  the  resistivity  of  copper,  1.594 
microhms  per  centimeter  cube  at  0°  C,  was  universally  used.  This  stand- 
ard was  the  result  of  measurements  made  by  Matthiessen  in  1862,  on 
supposedly  pure  copper.  Because  of  the  insufficiency  of  his  data,  his 
results  could  not  be  uniformly  reproduced  and  led  to  later  determina- 
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tions.  Tho  prwiont  standard  for  the  resistivity  of  copper,  given  in  Table  I, 
of  1.589  microhms  per  centimeter  cube  at  0°  C.  or  1.7241  microhms  per 
centimeter  cube  at  20**  C,  is  known  as  the  "  International  Annealed 
SUindard  "  and  is  the  result  of  many  measurements  upon  commercial 
copper   (density    8.89)   made   by    the   Bureau    of  Standards.     It  was 


-ow 


Fio.  74. — A  circular  mil  is  the  area  of  a  circle  having  a  diameter  of  one  thousandth  of 
an  inch;  the  square  mil  is  the  area  of  a  square  one  thousandth  of  an  inch  on  a  side, 
or  one  millionth  of  a  square  inch. 
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accepted  as  standard  by  the  International  Electrotechnical  Commission 
in  1913,  by  the  A.I.E.E.  (American  Institute  of  Electrical  Elngineers) 
in  1914  and  since  then  by  several  national  engineering  societies  in  Europe. 

70.  Conductors. — It  will  l)e  seen  from  Table  I  that,  with  the  exception 
of  silver,  copper  has  the  lowest  resistivity;  because  of  its  high  cost,  silver 
is  used  only  to  a  very  limited  degree. 
Copper,  having  high  conductivity 
and  tensile  strength,  is  most  fre- 
quently used  as  a  conductor,  because 
of  its  reasonable  cost  and  excellent 
properties,  and  because  it  can  easily 
be  drawn  and  soldered. 

Aluminum  has  about  60  per  cent 
of  the  conductivity  and  only  30  per 

cent  the  weight  of  copper.  For  wires  of  the  same  resistance  per  unit 
length,  the  area  of  cross-section  of  aluminum  wires  must  be  63  per  cent 
greater  than  that  of  copper,  and  round  aluminum  wires  are  therefore  about 
27  per  cent  greater  in  diameter.  However,  for  the  same  conductance,  the 
weight  of  aluminum  is  only  about  one-half  that  of  copper  and  in  price 
aluminum  is  usually  about  10  per  cent  less.  One  difficulty  with  aluminum 
is  that  it  cannot  readily  be  soldered. 

Because  of  its  greater  diameter  for  a  conductance  equal  to  that  of 
copper,  its  use  in  insulated  wires  is  prohibited  at  usual  prices  of  lx)th 
metals,  by  the  extra  cost  of  insulation.  Its  use  in  machine  construction  is 
evidently  out  of  the  question  because  of  the  resulting  increase  in  size, 


Fio.  75. — The  mil-foot  is  a  common  term 
in  connection  with  conductors;  it  is  a 
wire  one  foot  long,  circular  in  cross-sec- 
tion, with  a  diameter  of  one  thousandth 
of  an  inch. 
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and,  therefore  cost,  of  the  machine.  Where  it  can  be  used  bare,  as  in 
high-tension  transmission  systems  and  low-tension  bus-bars,  it  is  employed 
to  some  extent.  Although  the  cost  of  the  wire  itself  is  often  greatly 
reduced  when  aluminum  is  used  in  transmission  lines  this  is  nearly  offset 
because,  owing  to  its  lower  tensile  strength,  either  the  number  of  poles  per 
mile,  or  their  height,  must  be  increased.  Although  few  data  on  compara- 
tive costs  are  available,  it  would  appear  that  the  total  cost  of  a  trans- 
mission system,  with  the  price  of  aluminum  per  pound  about  twice  that  of 
copper  (which  is  the  general  proportion),  is  about  the  same  for  either 
aluminum  or  copper  wires. 

About  the  only  commercial  use  of  iron  and  steel  as  conductor  is  in 
resistance  units  and  for  third  rails  of  electric  railways. 

Copper-clad  steel  wire  (steel  wire  coated  with  copper)  is  somewhat  used 
for  long  spans  where  higher  tensile  strength  is  desired.  Its  conductivity 
naturally  depends  upon  the  relative  cross-sections  of  copper  and  steel. 
As  now  found  on  the  market,  the  conductivity  of  copper-clad  steel  wire 
varies  from  30  to  40  per  cent  of  that  of  copper  wire  of  the  same  total 
cross-section. 

71.  Effect  of  Temperature  on  Resistance. — Metals.  It  is  shown  by 
experiment  that  the  resistance  of  conductors  varies  with  temperature,  and 
this  phenomenon  has  been  explained,  according  to  the  electron  theory, 
in  section  19.  The  variation  of  resistance  with  temperature  is  found 
to  be  practically  linear  within  ordinary  temperature  ranges,  and  the 
relation  may  be  expressed  as  follows: 

Rt,  =  Rt[l+a(h-t)],  .......     (60) 

where  Rt^  is  the  resistance  at  any  temperature  h ; 

Ri  is  the  resistance  at  some  standard  temperature  t; 
and     a  is  the  temperature  coefficient  at  the  standard  temperature  t. 

If  the  standard  temperature  is  taken  as  0°  C,  the  expression  reduces  to 

i2„  =  i?o(l+«o«i),.       (61) 

where  ao  is  the  temperature  coefficient  at  0°  C. 

Copper  being  used  more  than  any  other  metal  for  carrying  current,  it 
is  important  to  know  the  change  of  resistance  with  temperature  of  copper 
windings  in  machines  and  other  apparatus. 

If  the  values  for  resistance  of  copper  at  ordinary  temperatures  are 
plotted  against  temperature,  as  said  before,  the  results  lie  on  a  practically 
straight  line,  which  lino,  if  extended,  reaches  zero  resistance  at  —  234.5°  C. 
(Fig.  76).  This  assumes  that  the  temperature  coefficient  at  ordinary 
temperatures  applies  continuously  down  to  very  low  temperatures.  The 
same  result  may  be  obtained  by  substituting  the  temperature  coefficient 
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TABLE  II 
Temperature  CoBVFiciEvr  or  Coppeb  at  Dutesent  Tempebatobis 

I  From  equation  a  i' 


234^+f 


Initial  Temperature 

Increase  in  Reaistr 
ance  pw  1°  C. 

Initial  Temperature 

Increase  in  ResiBtr 
ance  per  1°  C. 

0 

0.0W27 

30 

0.00378 

5 

0  00418 

35 

0.00371 

10 

0.00109 

40 

0  00364 

15 

0.0O4OI 

45 

0.00358 

20 

0.00393 

50 

0.00351 

25 

0.00385 

:it  0**  C,  and  the  value  for  resistivity  from  Table  I,  in  Eq.  (61),  equating 
it  to  sero  and  solving  for  h. 

0  =  1. 589(1 +0.00427^,), 

from  which  h  =  -234.5**  C. 

Similar  solutions  for  other  conductors  indicate  that  their  resistance 
also  becomes  zero  at  about  the  same  temperature,  and  there  is  experi- 


TempcrmtuTO  in  d«crM«  C. 

Fia.  76. — In  the  ordinary  range  of  tcm()erature8  the  pur\'e  plotted  with  resistance  and 
temperature  as  co-ordinates  is  practically  a  straight  line,  which  if  continued  back- 
wards cuts  the  line  of  zero  resistance  at  —234.5  degrees  Centigrade. 

mental  evidence  available  that  the  resistance  of  metals  is  practically 
nothing  in  the  n^on  of  absolute  zero.* 

>  That  the  resistance  of  metals  is  practically  tero  in  the  region  uf  absolute  sero  waa 
shown  by  an  ingenious  experiment,  in  which  current  was  induced  in  a  lead  ring  hdd 
at  nearly  absolute  zero  temperature  by  suitable  cooling  apparatus.  The  induced  current 
was  maintained  practically  constant  for  several  hours  after  the  induced  voltage,  whidt 
started  the  current,  bad  ceased. 
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The  temperature  coefficient  at  20°  C.  from  Table  II,  is  0.00393,  which 
means  that  the  resistance  of  copper  increases  or  decreases  by  0.393  of  1 
per  cent  of  what  it  was  at  20**,  for  each  degree  Centigrade  above  or  below 
20°  respectively  (at  constant  mass).     Hence,  for  the  resistance  to  become 

zero,  the  temperature  may  fall  „       ■=254.5°  below  20°  or  —234.5°.     Or 

U .  Ooo 

we  may  write 

234.5+20  =  ^^  =  -^, 
0 . 00393      a2o 

and 

1 

"^°~  234. 5+20' 

Hence,  the  temperature  coefficient  at  constant  mass  may  be  determined 

for  any  temperature  from  the  expression 

"'==234:51:^       (^2^ 

where  t  is  in  degrees  C. 

It  often  happens  that  we  know  the  value  of  a  resistance  at  one  tempera- 
ture and  desire  to  know  it  at  some  other  temperature.  The  required 
result  may  be  obtained  by  first  calculating  the  value  of  the  resistance  at 
some  standard  temperature,  say  0°  C.  and  from  this  the  value  at  the 
desired  temperature. 

We  frequently  desire  to  determine  the  rise  in  temperature  from  two 
resistance  measurements.  A  very  simple  formula  can  be  deduced  from 
Eq.  (61)  to  fit  this  case. 

Let /?coid= resistance  at  any  initial  temperature,  <«• 
Rbot  =  resistance  at  some  higher  temperature,  h. 
Then 

Rcold  =  i^O  ( 1  +  «0^c) 

Rtxot  =RoO--\-ocoth) 
From  Eq.  (62). 

1 
"«- 23475- 
Dividing  one  equation  by  the  other,  we  have 

Re  1  4-  CiQtc 


from  which 
So 


Rn     1  +  aoth 
Re  14-  OCotc  1  +  a(^e 


Rh  —  Re      l-\-OLQth—\  —  OlQtc      aoith  —  tcY 

Rh  —  Re^^-\-  Olote 
lh~te 5 A- 


Re  OCq 

and  substituting  the  value  of  ao 

Rh  —  Re 


h-U=-^^^{2U°,5H) (63) 
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It  will  be  noticed  in  Table  I  that  several  of  the  alloys  listed  have 
temperature  coefficients  which  are  nearly  zero.     Such  alloys  are  partic- 
ularly valuable  for  use  as  standard  resLstanw^s  and  in  meters  where  a 
\-ariation  of  resistance  with  temperature  change  is  likely  to  cause  consid- 
rable  error. 

Non-meUds.    The  variation  of  resistance  with  temperature  of  most 
non-metals  which  are  conductors  is  found  to  be  different  from  that  in  metals, 
in  thjit  their  resistance  decreases 
with  increase  of    temperature; 
they  therefore  have  a  negative 
oefficient. 

This  is  true  for  carbon,  gases, 
olutions  of  acids  and  salts,  and 
many  materials  like  glass  which 
are  conductors  only  at  high 
tomperatures.  The  variation 
in  resistance  of  the  latter  cla.ss 
of  materials  is,  however,  irregu- 
lar and  is  best  expressed  l)y 
iirves.  The  cliange  of  resL^t- 
nce  with  temperature  of  ma- 
terials which  are  much  used  for 
insulation  is  of  great  interest. 
In  Fig.  77  is  shown  the  varia- 
tion of  resistance  with  tempera- 
ture of  certain  impregnated 
insulating  materials  nmch  u.se<l 
for  slot  and  cable  insulation. 
It  will  \yo  seen  that  their  insu- 
lating properties  decrejiso  very   Fic  77. — ^The  resistance  of  most  insulating  sul)- 
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stances  decreases  rapidly  with  temperaturr 
increase,  a  fact  which  must  be  considered  in 
machine  design;  the  above  curves  illustrate 
this  idea  for  two  of  the  more  commonly 
used  insulating  materiaU.  These  materials 
are  usnl  in  armature  windings  and  in  the  con- 
stnirtion  of  electric  cables. 


rapidly  as  the  temperature  in- 
~'^;  it  is  because  of  thi.s 
:  I  of  heat  on  such  insulating 
materials  that  a  definite  tem- 
perature is  specified,  al)ove 
which  it  is  not  safe  to  ofx^rate 
an  electric  machine. 

72.  Wire  Table. — The  manufacture  of  copper  wire  has  been  standard- 
ized by  gauge  numbers,  according  to  a  table,  originally  known  as  the 
Brown  and  Sharpe,  but  now  properly  known  as  the  American  Wire  Gage. 
The  wire  numbers  are  retrogressive,  a  larger  number  denoting  a  smaller 
size.  The  wire  sizes  are  related  according  to  simple  mathematical  law, 
which  is  most  simply  expressed  by  saying  that  the  ratio  of  any  diameter 
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to  the  next  smaller  is  a  constant  number,  1.123.  The  sixth  power  of  this 
ratio  is  approximately  2,  which  means  that  the  diameter  doubles  every 
six  sizes,  as  may  be  seen  from  the  wire  table  on  page  83. 

The  resistance,  mass,  and  cross-section  of  a  wire  vary  as  the  square  of 
the  diameter;  hence  the  ratio  of  the  cross-section  of  any  size  to  the  next 
smaller  is  the  square  of  1.123,  or  1.261.  The  cube  of  1.261  is  so  very  nearly 
2  that  it  follows  that  the  cross-section  is  doubled  or  halved  every  three 
numbers,  and  the  resistance  and  mass  accordingly  changed. 

Inspection  of  the  wire  table  shows  that  No.  10  wire  has  practically, 
a  resistance  of  1  ohm  per  1000  feet  at  20°  C, 
a  diameter  of  0.1  inch 
and  a  cross-section  of  10,000  circular  mils. 

With  these  characteristics  in  mind,  the  application  of  the  "  three 
number  "  rule  enables  one  to  determine  quickly  the  approximate  resistance 
and  area  of  any  size  wire. 

If  the  resistance  and  cross-section  of,  say,  No.  3  wire  is  wanted,  we 
know  at  once  that  the  resistance  of  No.  7  is  one-half,  and  that  of  No.  4  is 

one-fourth,  that  of  No.  10.    Hence  the  resistance  of  No.  3  is  oR~g~ 

0.2  ohm  per  1000  feet. 

Similarly,  its  area  is  10,000 X4X  1.26  or  50,000  cir.  mils.  These  figures 
are  sufficiently  close  for  all  ordinary  problems,  being  within  2  per  cent  at 
20°  C. 

73.  Electrical  Factors  which  Determine  the  Size  of  Wire  in  Practice. — 
In  selecting  the  size  of  wire  for  transmitting  and  distributing  electric  cur- 
rent, the  electrical  factors  to  be  considered  are :  (a)  The  allowable  voltage 
variation  at  the  load  or  the  voltage  lost  in  the  line  as  IR  drop,  (b)  The 
allowable  current-carrying  capacity  of  the  wire,  (c)  The  power  lost  in 
the  lines,  or  PR  loss. 

The  weight  of  conductor  necessary  to  transmit  a  given  amount  of 
power  a  certain  distance,  with  the  same  loss,  varies  inversely  as  the  square 
of  the  voltage. 

Let  Vi  and  V2  be  two  voltages  at  which  an  amount  of  power,  P,  is  to  be 

transmitted.     The  currents  will  then  be 

P  P 

Ii  =  Tr     and     I2  =  T7-, 
V I  V2 

and  the  power  loss 

Pi  =  Iimi    and    P2  =  l2-R2, 
where  Ri  and  R2  are  the  respective  resistances  of  conductor  used>. 
If  the  losses  in  the  two  cases  are  to  be  the  same,  we  have 

Iimi  =  l2^R2, 
so  that 

Ri_h'_(p/V2r^^vi^ 

R2    /i^     (P/Fi)2     V2^ .    .     \m) 
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TABLE  HI  • 

Sous  Cmji  Wiaa — Amsucaj*  Wtu  0*aa 

lt»  Fw  Cmt  CoadueUvity :  Dennty  8 .  W  at  90*  C. 


o 

DfauB- 

•4OTiB 

Bib 

CroMMCtion 

Rcaiataneaat 
30*  C.  or  68"  F.f 

Weickt  in 

Pounda 

Feet  par 
Pound 

Circular 
Mi* 

Squara 
Inch 

Ohms  per 
1000  F««t 

Ohnw 
Per  Mile 

Per 
1000  Feet 

Per 

Mile 

OOOD 

000 
00 

4«0.0 
400.6 
364.8 

211.600 
167.800 
133.100 

0.1662 
0.1318 
0.1045 

0.04901 
0.06180 
0.07793 

0.250 
0.326 
0.411 

640.5 
507.0 

402.8 

3380 
3680 
2130 

1.561 
1.938 
2.482 

0 

1 

334.0 
280.3 
357.6 

105.500 
83.690 
66.370 

0.06280 
0.06573 
0.05213 

0.00827 

0.1239 

0.1563 

0.519 
0.654 
0.825 

319.5 
253.3 
200.9 

1680 
1340 
1060 

3  1.30 
3.947 
4.977 

3 

4 
5 

329.4 
204.3 
181.9 

52.640 
41.740 
33.100 

0.(M134 
0.03278 
0.02600 

0.1070 
0.2485 
0.3133. 

1.04 
1.31 
1.65 

150.3 
126.4 
100.2 

841 
667 
529 

6.276 
7.914 
9.980 

e 

7 
8 

102.0 
144.3 

128.5 

36.250 
20.820 
16.510 

0.02062 
0.01635 
0.01297 

0.3951 
0.4982 
0.6382 

2.00 
2.63 
3.32 

79.46 
63.02 
49.98 

420 
333 
264 

12.58 
15  87 
20.01 

10 
12 
U 

101.9 
80.81 
64.06 

10.380 
6.530 
4,107 

0.00SI55 
0  0a5129 
0.003225 

0.9990 

1.588 

2.525 

5.28 
8.38 
13.3 

31.43 
19.77 
12.43 

166 
104 
63.3 

31.83 
50.59 
80.44 

15 
18 
17 

57.07 
50.82 
45.26 

3.257 
2.583 
2.048 

0.002558 
0.002028 
0.001609 

3.184 
4.015 
5.064 

16.8 
21.2 
26.7 

9.858 
7.818 
6.200 

52.0 
41.3 
32.7 

101.4 
127.9 
161.3 

18 
19 
20 

40.30 
35.89 
31.96 

1.624 
1.288 
1.022 

0.001276 
0.001012 
0.0008023 

6.385 
8.051 
10.15 

33.7 
42.5 
53.6 

4.917 
3.899 
3.093 

26.0 
20.6 
16.3 

203.4 
256.5 
323.4 

21 
22 
23 

28.46 
25.35 
22.57 

810  1 
642  4 
500.5 

0.0006363 

o.noav>46 

0.0004002 

12  80 
16  14 
20.36 

67.6 
85.2 
106 

2.452 
1.945 
1.542 

12.9 
10.3 
8.14 

407.8 
514.2 
648.4 

24 
25 
2« 

30.10 
17.90 
15.94 

404.0 
320  4 
254   1 

0  0003173 
0  0002517 
0  0001906 

25  67 
32  37 
40.82 

135 
171 
216 

1  223 

0.9609 

0.7602 

6  46 
5.12 
4.06 

817.7 
1.031 
1.300 

27 
28 
29 

14.20 
12  64 
11.26 

201.5 
150.8 
126.7 

0  0001583 
0  0001255 
0.00009953 

51.46 
64.90 
81.84 

272 
343 
432 

0  6100 
0  4837 
0.3836 

3  22 
2.55 
2.03 

1.639 
2.067 
2.607 

30 
31 
32 

10.03 
8.928 
7.950 

100  5 
79  70 
63  21 

0  00007894 
0  00006260 
0.0000(964 

103  2 
130  1 
164.1 

545 
687 
866 

0.3042 
0  2413 
0.1913 

1.61 
1.27 
1.01 

3.287 
4.145 
5.227 

33 
34 
35 

7.080 
6.305 
5.615 

50.13 
39  75 
31.52 

0.(NMM)3037 
0.00003122 
0.00002476 

206  9 
260  9 
329.0 

1000 
1380 
1740 

0  1517 
0  1203 
0.00542 

0.814 
0.635 
0.504 

6.501 

8.310 

10.480 

36 
38 

40 

5.000 
3.965 
3  145 

25.00 
15.72 

9.888 

0  00001964 
0.00001235 
0.000007766 

414.8 
650.6 
1M9 

2190 
3480 
5540 

0.07568 
0.04750 
0  08903 

0.400 
0.351 
0.1581 

13.210 
21.010 
33.410 

*  Reproduced  from  Pander's  Handbook  for  Electrical  Enginaera.  1022. 

t  I.«t  C»prr  cent  eonduetiritjr.  R»  «  rcaiatance  of  100  per  cent  conductivity  wire  at  20*  C.  (from 
ta>>lr),  Rt  -  rcaiatance  of  wire  of  conductirity  C  at  any  temperature  (*  C.  then 
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Weight  of  conductor  for  the  same  length  varies  inversely  as  resistance 
hence,  if  weight  of  conductor  is  designated  by  W, 

w^-y? (^^) 

Further,  since  resistance  of  conductor  of  constant  cross-section  varies 
directly  as  length,  the  relative  distances,  L,  for  equal  power  loss,  are 
given  by 

rrv? ^^^ 

It  appears  from  these  relations  that  the  higher  the  voltage,  the  less  is 
the  weight  of  copper  necessary  to  transmit  a  given  amount  of  power,  or 
the  greater  is  the  distance  a  certain  amount  of  power  can  be  transmitted, 
with  a  given  loss. 

When  alternating  current  is  used  to  transmit  power,  voltages  as  high  as 
250,000  volts  are  feasible,  being  made  so  by  the  transformer,  a  stationary 
piece  of  apparatus,  which  makes  it  possible  to  economically  transform 
from  one  voltage  to  another.  Thus,  we  might  generate  power  at  15,000 
volts,  step  it  up  through  transformers,  in  one  or  two  steps,  to  250,000  volts, 
transmit  it  many  miles  and  then  again  step  it  down  through  other  trans- 
formers, in  several  steps,  to  110  volts  or  any  voltage  at  which  the  power  is 
to  be  used. 

In  the  case  of  continuous  currents,^  to  transform  from  one  voltage  to 
another  it  is  necessary  to  use  rotating  machinery,  usually  a  motor-generator 
set.  If  we  had  c.c.  power  at  500  volts  available,  and  required  it  at  110 
volts,  we  would  probably  use  a  500-volt  motor  to  drive  a  110-volt  gener- 
ator. Such  transformation  is  relatively  inefficient,  and  we  are  further 
limited  by  the  fact  that  the  maximum  voltage  for  which  large  c.c.  power 
generators  can  successfully  be  built  is  about  1500  to  2000  volts. 

Whereas  voltages  of  from  500  to  3600  volts  are  used  for  c.c.  trolley 
service  (obtained  sometimes  from  two  generators  in  series),  the  voltage 
for  incandescent  lamps  and  general  household  service  is  practically  limited 
to  1 10  volts.  This  is  done  partly,  because  shocks  from  high  voltages  are 
dangerous,  but  more  particularly  because  it  is  difficult  to  make  economical 
lamps  for  higher  voltages  without  using  long  and  extremely  thin  filaments 
in  order  to  obtain  the  required  resistance.  Filaments  of  such  small 
cross-section  are  more  difficult  to  make  and  are  likely  to  be  unduly  fragile. 

Transmission  by  c.c,  being  thus  limited  to  low  voltages,  is  hence  con- 
fined to  comparatively  short  distances. 

^  In  speaking  of  circuits  where  the  current  is  uni-directional  and  non-varying,  the 
words  direct-current  (d.c.)  and  contirmous-current  (c.c.)  are  both  used;  either  is  correct 
and  they  are  generally  used  synonymously — we  shall  use  the  term  continuous-current 
as  it  seems  to  describe  the  nature  of  the  current  better  than  the  term  direct-current. 
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In  Europe  a  c.c.  serica  transmission  system  at  fairly  high  voltages, 
called  the  Thury  system,  is  used  to  some  extent.  Special,  constant-speed, 
series  generators,  generating  up  to  al>out  5000  volts  per  machine,  are  used, 
enou{^  generators  being  put  in  scries  to  obtain  transmission  voltages  as 
high  jis  90,000  volts.  The  load  consists  of  similar  series  motors,  which  in 
turn  drive  generators  for  local  distribution.  One  advantage  of  the  system 
is  that  all  of  the  generators  or  load  motors  need  not  be  located  together,  it 
being  possible  to  run  several  generating  and  load  stations  in  series  scattered 
anywhere  on  the  line. 

Continuous-current  series   systems  are  now  obsolete  in  the  United 

>  tilth's. 

74.  Voltage  Regulation. — If  constant  voltage  is  maintained  at  the 
generator  end  of  a  transmission  system,  the  voltage  at  the  receiving  end 
will  vary  with  the  load,  on  account  of  the  IR  drop  in  the  lino.  At  no  load, 
the  voltage  at  both  ends  will  l)e  the  same,  Eg—Er;  but  at  full  load,  the 
voltage  at  the  receiving  end  will  be  less,  according  to  the  relation 

Er^E,-IR, (67) 

where  Et  -  voltage  at  receiving  end ; 
Eg  —  voltage  at  generator  end ; 
/=  current; 
ft  =  resistance  of  outgoing  and  return  wires. 

The  regulation  of  a  line  is  an  important  matter,  as  it  affects  the  sale- 
abiUty  of  the  energy.  It  is  found  that  the  light  given  out  by  modem 
tungsten  or  mazda  lamps  varies  directly  as  the  3.6  power  of  the  ratio  of 
the  applied  voltage  to  the  rated  voltage,  and  their  life  varies  inversely 
about  as  the  13th  powei*  of  the  ratio  of  the  appUed  voltage  to  the  rated 
voltage.  Further,  if  the  load  over  the  line  varies  rapidly  through  wide 
limits,  unpleasant  flickering  of  the  lamps  results.  Voltage  change  also 
affects  the  speed  of  continuous-current  motors. 

Circuits  designed  to  transmit  relatively  large  amounts  of  power, 
with  few  or  no  branches,  are  generally  called  transmission  lines,  while 
circuits  used  for  delivering  power  in  small  amounts,  to  numerous  points, 
l)y  many  branches,  are  termed  distribution  circuits.  A  transmission 
line  usually  has  a  distribution  system  at  its  receiving  end.  Because  of 
the  low  voltages  employed,  continuous-current  systems  generally  serve 
only  as  distribution  circuits. 

The  usual  loss  in  voltage  in  c.c.  systems  supplying  light  and  power 
varies  from  2  to  5  per  cent  of  the  delivered  voltage.  In  some  cases  where 
provision  is  made  for  raising  the  voltage  at  the  supply  end,  these  values 
may  he  exceeded,  but  in  any  case  the  volt.-ige  variation  at  the  lamps  should 
Bever  exceed  5  per  cent,  i.e.,  never  \;ir\  more  than  2.5  per  cent  above  or 
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below  normal.  For  systems  supplying  power  only,  the  allowable  voltage 
variation  is  usually  greater,  because  the  voltage  variation  is  here  not  so 
important,  and  by  allowing  a  greater  voltage  variation  smaller  and  cor- 
respondingly cheaper  wires  may  be  used  to  deliver  the  power. 

75.  Current-carrying  Capacity  of  Conductors. — Inasmuch  as  the  pas- 
sage of  current  through  a  conductor  generates  heat,  and  as  the  temperature 
of  a  conductor  must  rise  until  the  rate  of  dissipation  of  heat  is  equal  to 
the  rate  of  generation,  it  becomes  necessary  to  limit  the  current  so  as  not 
to  allow  the  temperature  of  the  conductor  to  reach  such  values  as  might 
cause  deterioration  of  the  insulation.  The  current-carrying  capacity  of 
a  conductor  is  therefore  dependent  upon  the  type  of  insulation  used. 

The  principal  materials  used  for  insulating  electric  conductors  intended 
for  transmission,  distribution,  house  wiring,  etc.,  are  compounds  containing 
rubber,  varnished  cambric,  paper,  and  impregnated  cotton  braid.  The 
last  is  much  used  in  connection  with  the  others,  to  serve  as  protection 
against  weather  and  mechanical  inj'iry.  It  is  generally  known  as 
"  weatherproof  "  insulation. 

To  insulate  wires  used  in  machinery,  the  materials  most  used  are  those 
of  a  fibrous  character,  such  as  cotton  and  silk,  which  may  or  may  not  be 
completely  impregnated  with  insulating  compounds,  mica  in  special  form 
known  as  micanite,  and  asbestos.  As  the  conditions  under  which  wire 
is  used  in  machinery  are  different  from  those  found  in  transmission  and 
general  wiring,  only  the  insulation  of  power  cables,  distributing  wires,  etc., 
will  be  considered  at  this  time. 

Rubber  insulation,  so-called,  is  a  compound  of  rubber  with  various 
other  substances.  It  has  been  found  that  from  60  to  70  per  cent  adul- 
terant may  be  added  to  rubber  gum  without  destroying  its  insulating  and 
mechanical  qualities  after  vulcanization,  a  heat  process  which  increases 
its  chemical  stability  and  its  mechanical  and  electrical  strength.  Accord- 
ingly, 30  per  cent  pure  rubber  is  taken  as  the  general  lowest  standard 
proportion.  Rubber  insulation  is  found  to  deteriorate  slightly  even 
at  ordinary  temperatures,  but  when  exposed  to  temperatures  above 
50°  C.  deterioration  is  rapid,  the  insulation  becoming  brittle  and  losing 
strength.  As  the  temperature  is  increased  above  100°  C,  the  insula- 
tion melts  and  finally  burns.  Subsequent  cooling  does  not  restore  any 
of  the  properties  lost  in  heating.  As  generally  used,  rubber  compound 
is  pressed  around  the  bare  or  stranded  wire,  and  one  or  two  coverings 
of  weatherproof od  braid  added.  The  cost  of  rubber-covered  wire  is 
governed  by  the  rubber  market,  as  well  as  by  the  cost  of  manufacture; 
in  smaller  sizes  of  wire,  say  up  to  about  No.  8,  it  is  the  cheapest  for  inte- 
rior wiring  and  is  generally  so  used  for  voltages  up  to  600.  Its  competitor 
is  wire  with  varnished  cambric  insulation. 

Varnished  cambric  is  a  prepared  cotton  fabric,  coated  with  insulat- 
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ing  varnish.  For  uac  on  wire,  the  material  is  made  up  in  the  form  of  tape 
and  wound  spirally  over  the  copper.  Overlapping  joints  are  staggered 
in  successive  layers,  and  between  layers  a  film  of  a  non-drying  viscous 
adhesive  filler  is  used.  Every  two  or  three  layers,  the  wrap  is  reversed. 
For  protection,  weatherproof  braid,  a  lead  sheath  or  galvanized  iron  tape 
is  added. 

Varnished  cambric  does  not  absorb  moisture  as  paper  does,  and  is 
genonilly  more  flexible;  contact  with  lubricating  or  transformer  oil  does 
not  injure  it,  as  is  the  case  with  rubber.  It  is  not,  however,  as  good  a 
heat  conductor  as  rubber.  In  price,  varnished  cambric  cable  is  gen- 
erally cheaper  than  rubber-covered  cable  in  sizes  larger  than  No.  8.  How- 
ever, since  varnished  cambric  can  be  permitted  to  attain  a  maximum 
temperature  of  80*  C,  the  currentrK»rrying  capacity  of  a  cable  of  given 
size  is  greater  with  varnished  cambric  insulation  than  with  rubber,  even 
though  rubber  is  a  better  heat  conductor.  It  is  thus  often  possible  to 
use  a  smaller  varnished  cambric  cable  and  thereby  cause  a  reduction  in 
the  cost  of  conduit,  hangers,  etc. 

The  paper  used  for  cable  insulation  is  a  good  grade  of  manila,  and  is 
wound  spirally,  in  a  suflScient  number  of  layers,  to  the  desired  thickness. 
The  cable  is  then  thoroughly  impregnated  with  some  oily  insulating  com- 
pound, and  the  whole  enclosed  in  a  lead  sheath,  the  only  thoroughly 
waterproof  covering  yet  devised  for  cables.  Paper-insulated  cable  is 
cheaper  than  varnished  cambric  cable  or  good  rubber-covered  cable,  and 
is  much  used  for  voltages  above  5000.  The  maximum  operating  tempera- 
ture for  paper  insulation  is  80**  C. 

When  several  layers  of  cotton  braid,  thoroughly  impregnated  with  a 
black,  weatherproofing  compound,  are  put  upon  bare  hard-drawn  copper 
vrire,  so-called  "  weatherproof  wire "  results.  This  wire  is  much  used 
for  outdoor  overhead  work,  where  great  insulating  strength  is  not  required. 
It  is  a  ver>'  cheap  form  of  insulation. 

In  American  practice  overhead  lines  carrying  power  at  voltages  greater 
than  2.300  are  not  insulated  at  all;  for  the  higher  voltages  insulation 
which  has  been  exposed  to  the  weather  is  not  reliable  as  a  safeguard 
against  shock,  and  so  gives  apparent  security  where  there  really  is 
none.  Hence  the  wires  of  overhead  power  lines  for  voltages  above  2300 
are  always  bare. 

The  limiting  current  capacity  for  cable  and  wires  is  dependent  upon 
many  factors.  For  interior  firing  in  buildings,  the  Umits  are  set  by  the 
National  Board  of  Fire  Under>*Titer8.  For  other  uses,  eurrent  limi- 
tations are  recommended  by  the  various  wire  manufacturers.  In  order 
that  some  comparison  may  be  made,  Table  IV  \s  given. 

In  Fig.  78  are  shown  cross-8t»ctions  of  representative  cable  for  c.c. 
distribution.    In  Fig.  78(a)  is  ahown  the  construction  of  a  single  cable 
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[Ci 


IV 


TABLE  IV  * 

Carrying    Capacities,    in   Amperes,    Allowed    by   the    Regulations    of   the 
National  Board  of  Fire  Underwriters  for  Interior  Copper  Conductors 

(For  Ahiminum  84  Per  cent  of  These  Currents  is  Allowed) 
Single  Conductor  Cables  or  Each  Conductor  of  Multiple  Conductor  Cable 


A.W.G. 

Area  in 

Table  A. 

Table  B. 

Table  C. 

Circular  Mils 

Rubber  Insulation 

Varnished  Cloth 

Other  Insulation 

18 

1,624 
2,583 
4,107 

3 

5 

16 

6 

10 

14 

15 

(18) 

20 

12 

6,530 

20 

(25) 

25 

10 

10,380 

25 

(30) 

30 

8 

16,510 

35 

(40) 

50 

6 

26,250 

50 

60 

70 

5 

33,100 

55 

65 

80 

4 

41,740 

70 

85 

90 

3 

52,630 

80 

95 

100 

2 

66,370 

90 

110 

125 

1 

83,690 

100 

120 

150 

0 

105,500 

125 

150 

200 

00 

133,100 

150 

180 

225 

000 

167,800 

175 

210 

275 

200,000 

200 

240 

300 

0000 

211,600 

225 

270 

325 

250,000 

250 

300 

350 

300,000 

275 

330 

400 

400,000 

325 

390 

500 

500,000 

400 

480 

600 

600,000 

450 

540 

680 

700,000 

500 

600 

760 

800,000 

550 

660 

840 

900,000 

600 

720 

920 

1,000,000 

650 

780 

1000 

1,100,000 

690 

830 

1080 

1,200.000 

730 

880 

1150 

1,300,000 

770 

920 

1220 

1,400,000 

810 

970 

1290 

1,500.000 

850 

1020 

1360 

1,600,000 

890 

1070 

1430 

1,700,000 

930 

1120 

1490  . 

1,800.000 

970 

1160 

1550 

1,900,000 

1010 

1210 

1610 

2,000,000 

1050 

1260 

1670 

Varnished  cloth  smaller  than  No.  6  may  be  used  by  special  permission  only. 
*  Rnoroduoed  from  Pender's  Handbook  for  Electrical  Engineers,  1922. 
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conductor,  such  as  Is  used  for  the  umierground  distribution  on  the  low- 
voltiige  contiiiuoujs-ourrent  sysUnns  in  the  larger  cities.  In  Fig.  78(6)  is 
shown  the  construction  of  a  two-conductor  concentric  cable;  the  cross- 
section  of  copper  in  the  inner  and 
outer  cables  is  about  the  same. 
Woven  in  with  the  outer  part  of 
the  cables  are  extra,  insulated  wires 
C4illed  pressure  wires;  they  are 
connected  across  the  distribution 
-yst<'m  at  some  point  where  it  is 
desired  to  read  the  voltage,  on  sta- 
tion instruments.  At  the  station, 
these  pressure  wires  connect  to  a 
switchboard  voltmeter;  by  its 
indications  the  voltage  at  the 
distribution  point  may  be  suitably 
adjusted. 

76.  Power  Loss  in  Line. — The 
energy  converted  into  heat,  or  PRt 
loss,  besides  heating  the  conduct- 
ors, also  represents  an  actual 
money  loss.  The  amount  of  per- 
missible power  loss  is  governed 
by  such  factors  as  the  cost  and 
sale  price  of  the  power,  cost  of 
erection,  wire,  supports,  etc.,  taxes, 
depreciation,  etc.  The  student  is 
referred  to  the  various  electrical 
handbooks  for  further  information 
on  this  subject. 

77.  Calculation  of  Simple  Dis- 
tributioa  Systems.  —  There  are 
various  types  of  circuits  ased  in 
distribution  systems,  of  which  we 
shall  consider  only  the  more  com- 
mon forms. 

(a)  Series  System. — Find  the  size  of  wire  necessary  to  supply  100 
series  incandescent  lamps  over  a  .5-mile  stTies  circuit.  Each  lamp  requires 
6.6  amperes  at  30  volts.     Allowable  loss  in  voltage  3  per  cent.     (Fig.  79.) 


Fio.  78. — The  cables  used  for  continuous- 
cuirent  distribution  systems  have  com- 
paratively thin  insulation,  as  they  arc 
always  used  on  low-voltage  circuits.  They 
are  built  in  various  forms  of  which  the  two 
shown  here  arc  common  ones;  these  cables 
are  frequently  an  inch  in  diameter,  having 
cop|)cr  of  one  million  circular  mils  croes- 
section. 


Let  /2  =  resistance  of  wire  {x^r  1000  feet. 

Total  voltage  consumed  =  IiOOO. 

Length  of  wire  in  thousands  of  feet  =  5X5.28= 26.4. 
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Allowable  voltage  loss  =  3000  X  0.03  =  90. 
Allowable  IR  drop  =  6.6X26.4x72  =  90. 

90 
^=6.6X26.4  =  Q'^^^^^"" 

From  wire  table,  the  nearest  size  of  wire  is  No.  7  wire. 

(6)  Multiple  System. — Two  loads,  each  of  10  amperes,  are  600  and  1000 
feet,  respectively,  from  the  distribution  center.  Find  the  size  of  wire 
necessary  to  keep  the  drop  within  5  volts,  using  the  same  size  wire  through- 
out.    (Fig.  80). 


Fig.  79. 

Fig.  79. — In  the  series  distribution  system,  used  principally  in  street  lighting  systems, 
but  one  wire  is  used,  all  the  lamps  being  in  series ;  the  voltage  to  ground  of  such  a 
system  varies  progressively  around  the  circuit,  being  zero  at  two  points  and  very 
high  (possibly  several  thousand  volts)  at  others. 

Fig.  80. — In  the  more  commonly  used  parallel  distribution  system  the  voltage  to  ground 
is  practically  the  same  at  all  points  on  one  side  of  the  circuit,  but  the  current  in 
the  circuit  varies  widely  at  different  points;  in  the  series  circuit  of  Fig.  79  the  cur- 
rent is  the  same  throughout  the  entire  circuit. 

Let  i2  =  resistance  of  wire  per  1000  feet,  in  ohms. 

Then      5  =  I  abRab~\~  I  bcRbc~\~  I  deRde'^  I  efRef', 
5=2X20X0.672+2x10X0.4/2; 
5=24/2+8/2; 
R=^=0A5Q.    Choose  No.  2  wire. 

_4 ^300.^ *— « 300^ »— « 300^ »- 


A    30  amps  I  B      20  amps  I  C      10  amps 

llO  amps  J 10  amps  llO  ampa 


10  amps  I  20  amps  D 


80  amps 


Fig.  81. — In  the  so-called  "anti-parallel"  system  of  distribution  there  is  less  variation 
of  voltage  throughout  the  circuit  than  if  the  straight  parallel  circuit  of  Fig.  80  is 
used;  more  wire  is  generally  required  for  the  anti-parallel  scheme  than  for  the 
straight  parallel  connection. 

(c)  Anti-parallel  System. — With  connections  of  three  10-amperc  loads, 
as  in  Fig.  81,  determine  size  of  wire  necessary  when  allowing  a  maxi- 
mum voltage  drop  of  5  volts  at  middle  load. 
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Let  R  =*  registanoe  of  wire  per  1000  feet,  in  ohms. 

Then      5  =  IaRa+IbRb-\-IdRd-\-ImRm\ 

5=  30x0.3/e+20x0.3/?+20x0.37e+30X0.9«; 

5=9«+6«+6/?+27/e  =  48«; 

/?  =  ^=r0.1(M.     Choose  No.  0  wire. 

Voltage  drop  to  X 

-30X0.3«+10x0.3/?+20X0.3«+30X0.9i2; 
-45i? -4.68  volts. 

Voltage  drop  to  F  is  the  same. 

(rf)  Tapered  Conductor. — Given  throe  loads,  as  in  Fig.  82.  This  figure 
shows  the  distribution  by  moans  of  a  ono-lino  diagram,  but  it  will  Ik? 
understood  that  actually 

two    wires    are    required  E„»»«i» 

wherever  one  is  shown; 
tluLS  the  length  of  wire 
c.iasing  IR  drop  between 
A  and  B  is  actually  400 
feet.  The  allowed  drop 
ta  each  load  is  5  volts. 
Find  sizes  of  wires. 

Assume  drop  to  most 
distant  load  to  be  propor- 
ti3nal  to  distance;  this 
assumption,  which  gives 
uniform  current  denaety 
in  the  copper  from  the 
generator  to  the  most 
distant  load,  results  in  a 
minimum  amount  of  cop- 
per for  a  specified  IR  drop  to  this  load.  On  this  assumption,  the  drop 
in  A  B  is  equal  to  two  volts,  in  BC  it  is  one,  and  in  CD,  two.  Then  if  the 
total  drop  to  loads  F  and  £  is  to  be  5  volts,  that  in  Bf = 3  and  \nCE  =  2. 

I^t  Ri  =  resistance  of  wire  p>er  1000  feet  between  A  and  B; 

Ho  =  resistance  of  wire  per  1000  feet  between  B  and  C,  etc. 


iOaBipa 


R. 


ii 


30 
mmps 

R. 


-W^- 


R« 


F  IS  n«a 

Fig.  82. — In  parallel  networks  of  any  appreciable 
magnitude  conductors  of  decreasing  sizes  arc  used  at 
points  more  distant  from  the  jwwer  supply;  this 
sketch  illustrates  the  ordinary  scheme  of  showing 
circuit  layouts,  one  wire  only  being  shown  where 
really  a  pair  is  actually  installed. 


Then2  =  50x2x0.2/2i;  fti  ■ 
1  =  30X2X0.1/22;  R2 
2-10x2x0.2/?3;  Rz 
3=20x2x0.2/24;  Ra 
2=20x2x0.1/?5;  Rb 


•0.1.  Choose  No.  0  wire. 
«0.167.  Choose  No.  2  wire. 
.0.500.  Choose  No.  7  wire. 
» 0.375.  Choose  No.  6  wire. 
« 0.500.  Choose  No.  7  wire. 
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(e)  Feeder  and  Main. 


Fig.  83. — A  simple  parallel  distribution  for  calculation 
of  feeder  and  mains. 


Given  five  loads,  each  of  10  amperes,  as  in 
Fig.  83,  the  maximum 
drop  to  be  10  volts. 
Find  size  of  feeder  and 
mains. 

Assume  drop  over 
feeder  as  8  volts,  leaving 
two  volts  drop  for  the 
mains.  This  is  about 
the  proportion  used  in 
practice. 


Neutral 


220 
volta 


110  volte 


Let  /2i  =  resistance  of  feeder  per  1000  feet; 
^2  =  resistance  of  main  per  1000  feet. 

Then8=50X2/2i;  /?i  =0.080.     Choose  No.  00. 

2=20X2x0.lR2-\-mx2X0AR;     R2=  0.333.     Choose  No.  5. 

78.  The  Three-wire  System.— In  order  to  take  advantage  of  the  saving 
in  copper  by  the  use  of  higher  voltages,  and  3^et  use  low-voltage  incan- 
descent lamps,  Edison  devised  the  three-wire  . 
system  of  distribution.  Originally,  two  110-volt 
generators  were  put  in  series  at  the  station  and 
three  wires  led  out,  one  from  each  outside  terminal 
of  the  two  generators  and  one  from  their  common 
connection,  as  shown  in  Fig.  84. 

By  this  arrangement,  we  have  110  volts  between 
the  middle  wire,  or  neutral,  and  either  outside 
wire,  and  220  volts  across  the  two  outer  con- 
ductors. 

If  there  were  no  neutral,  to  transmit  a  given 
amount  of  power  at  220  volts  would  require  one- 
fourth  the  copper  necessary  for  transmission  at 
110  volts.  If  the  cross-section  of  the  neutral  wire 
be  taken  the  same  as  that  of  the  outside  wires, 
then  we  should  require  37.5  per  cent  of  the  cop- 
per required  by  a  110-volt  system.  In  some 
three-wire  distribution  systems,  the  cross-section 
of  the  neutral  is  less  than  that  of  the  outer 
wires,  so  that  the  saving  in  copper  is  even 
greater. 

The  scheme  of  operation  of  the  three-wire  system  is  simple.  If  the 
load  is  exactly  balanced,  the  neutral  carries  no  current,  as  shown  in  Fig. 
85.  If  the  load  on  the  lower  leg  be  reduced  to  2  lamps,  the  system  is 
said  to  be  unbalanced,  as  in  Fig.  86,  and  the  neutral  will  carry  current. 


Fig.  84.— Nearly  all  power 
for  lighting  loads  is 
delivered  at  the  custom- 
er's premises  by  the 
three-wire  system;  the 
voltage  is  twice  as  great 
between  the  two  out- 
side wires  as  between 
either  outside  wire  and 
the  central,  or  neutral, 
wire.  This  neutral  wire 
is  generally  grounded 
as  a  protection  against 
shock. 


Tin.  riiKi.K-uiRp:  system 


03 


The  neutral  wire  is  maintuinotl  by  the  generators  at  a  diflference  of  poten- 
tial of  110  volts  from  each  of  the  outer  wires,  l)cing  thus  negative  with 
respect  to  the  upper,  and  positive  to  the  lower  wire.  Since  the  voltage 
across  the  lamps  is  thus  mainUiined  at  1 10  volts  (neglecting  the  effect  of 
the  IR  drop  in  the  wires),  each  lamp  must  still  continue  to  take  5  amperes. 
Hence,  the  upper  bank  of  lamps  will  require  20  amperes  and  the  lower 
bank,  10  amperes.  The  difference  must  he  taken  care  of  by  the  neutral, 
the  current  of  which  will  therefore  flow  toward  the  generators. 


Vunps 


ZTU 


tOmmp* 


ills 


Each  lamp  take*  6  aiapt 

Fig.  85. 


Fia.  86. 


Fia.  85. — In  a  well  maintained  three-wire  system  the  neutral  wire  carries  practically  no 
current,  as  the  two  loads  aro  kept  balanced  by  shifting  various  loads  from  one  sidt- 
to  the  other  as  required. 

Fui.  86. — In  case  of  unbalanced  l(»a«ls,  us  illustrated  here,  llu;  neutral  may  carry  a  large 
current;  in  this  case  the  current  in  the  neutral  is  towards  the  power  supply. 


If  the  unbalancing  is  reversed,  as  in  Fig.  87,  the  current  distribution 
must  be  as  shown.  The  neutral  again  carries  the  difference  between  the 
two  outer  currents,  but  as  the  lower  leg  requires  more  current  than  the 
upper,  its  current  is  now  out  from  the  generators.  The  current  in  the 
neutral  may  thus  flow  in  either  direction,  and  is  always  the  difference 
between  those  in  the  two  outer  conductors.  Every  effort  is  made  to 
ke(;p  the  amount  of  unbalancing  as  small  as  possible,  by  proper  connec- 
tion of  the  load.  In  house  wiring,  complete  unbalancing  is  apt  to  occur, 
and  for  this  reason  the  n<  utr;il  i-^  ii.sually  of  full  size.  In  distribution 
systems,  however,  by  careful  connection  of  the  customers  to  the  system, 
the  amount  of  unbalance  is  very  small. 

Modem  methods  for  maintaining  a  constant  voltage  in  c.c.  three-wire 
systems  will  be  discussed  later. 

The  accidental  opening  of  the  neutral  of  a  three-wire  system,  with 
balanced  loads  as  in  Fig.  85,  would  not  be  felt,  but  with  unbalanced  loads 
trouble  is  apt  to  occur.  If  the  system  in  Fig.  87  is  considered  as  having 
1 10  volts  across  each  side,  and  the  feeders  as  having  no  voltage  drops,  the 
resistance  of  each  of  the  two  lamps  on  the  upper  side  taking  10  amperes 
would  be  110/10=  11  ohms;  the  resistance  of  the  four  lamps  on  the  lower 
side  would  be  110/20  =  5.5  ohms. 

If  the  neutral  were  opened  somewhere  between  the  supply  and  the  loads, 
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as  in  Fig.  88,  220  volts  would  be  impressed  on  5.5+11.0  =  16.5.  ohms,  and 
a  current  of  220/16.5  =  13.33  amperes  would  flow  through  the  two  loads 
in  series.  The  drop  across  the  upper  lamps  would  be  13.33X11  =  146.7 
volts  and  across  the  lower  ones,  13.33X5.5  =  73.33. 

This  calculation  assumed  that  the  resistance  of  the  lamps  would  remain 
constant  with  other  than  their  rated  voltages,  which  is,  of  course,  not 
the  case.  It  is  evident,  however,  that  the  upper  bank  of  lamps  would 
have  impressed  on  it  a  higher  voltage  than  normal,  resulting  in  increased 
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Fig.  87. — Here  the  unbalance  is  the  opposite  of  that  shown  in  Fig.  86  and  the  direction 

of  the  neutral  current  is  also  reversed. 
Fig.  88. — In  case  the  neutral  wire  opens  on  an  unbalanced  system  a  big  difference  in 

voltage  on  the  two  sides  of  the  system  will  result,  i)robably  burning  out  the  lamps 

on  the  lightly  loaded  side. 


candle  power  and  shorter  life,  the  reverse  being  true  for  the  lower  bank. 
The  amount  of  voltage  unbalance  in  such  a  case  is  dependent  upon  the 
extent  to  which  the  load  is  unbalanced. 

To  obviate  the  results  of  an  open  neutral,  the  neutral  wire  is  not  fused, 
and  it  is  the  custom  to  ground  this  wire  at  both  the  distribution  centers 
and  on  each  customer's  premises.  This  practice  also  limits  the  voltage 
of  a  shock  to  which  a  person  might  be  subjected  in  simultaneously  touch- 
ing any  live  parts  of  the  wiring  system  and  a  ground  connection,  such  as 
water  pipes,  radiators,  bath-tub,  etc. 

79.  Calculation  of  Voltage  Drop  in  Three-wire  System. — With  loads 
connected  as  in  Fig.  89,  we  shall  calculate  the  voltage  at  each  load.  Out- 
side wires  are  No.  4  {R  =  0.25  ohm  per  1000  feet)  and  neutral  is  No.  7 
(72  =  0.5  ohm  per  1000  feet). 

By  inspection  of  the  distribution  of  the  various  loads,  it  will  be  evident 
that  the  various  lines  must  carry  currents  as  indicated  in  the  diagram. 

Using  Kirchhoff's  first  law,  the  section  drops  are  determined  as  follows: 


^=25X0.2X0.25  =  1.25 
5  =  20X0.2X0.25  =  1.00 
C  =  10X0.1X0.25  =  0.25 
D=  5X0.1X0.50  =  0.25 
J^  =  15X0.1X0.50=0.75, 


F=   5X0.1X0.50=0.25; 
(?=  10X0.2X0.50=  1.00; 
.//=  5X0.2X0.25  =  0.25; 
J  =  15X0.3X0.25  =  1.125, 
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VolUge  at  load  K=  120- IJi^  - 1  alio 

=  120-1.25-1.00  =  117.75 
Voltage  at  load  L  =  117.75 -/i,ftfl-/ir/?*-/A-//^ 

=  1 17.75- 1.00-0.75-0.25=  115.75. 
Voltage  at  load  M  =  1 15.75- IcRc- 1 dRd 

=  115.75-0.25-0.25=115.25. 
Voltage  at  load  P  =  120+/o/?o-|-/fi?r-  IjRj 

=  120+1.00+0.25-  1.125=  120.125. 
Voltage  at  load  N=120.125+IbRb+IdRd-IhRh 

=  120.125+0.75+0.25-0.25  =  120.875 

The  problem  in<licato8  one  of  the  di.sadvantages  of  the  three-wire 
system;   the  voltage  on  the  loaded  side  falls,  while  that  on  the  unloaded 
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Fig.  89. — A  problem  circuit,  for  thr  calrulatiun  of  voltages  at  various  points  in  the 

three-wire  system. 


side  may  even  rise.  This  is  accounted  for  by  the  fact  that  there  must  be 
a  drop  in  voltage  along  the  neutral  from  right  to  left  with  the  condition 
given  in  the  problem,  t6  cause  the  unbalanced  current  to  flow,  and  this 
drop  tends  to  offset  any  drop  occurring  in  the  lower  ^irc  (J-H) ;  in  case 
the  drop  in  D,  E,  F,  G,  is  greater  than  the  drop  in  J,  //,  the  voltage  at  load 
N  will  be  greater  than  the  generator  voltage.  This  occurs,  however,  only 
with  very  badly  unbalanced  loads. 

As  a  check  on  the  figures  obtained  in  the  above  problem,  we  can  find 
the  voltage  across  3/  and  N  in  series 

Ems=240-IaRa-IbRb-IcRc-IhRh-IjRj 

=  240-1.25-1.00-0.25-0.25-1.125  =  236.125. 

From  our  first  calculations 

i?i/iv  = -Ejf+^AT  =  1 15.25+ 120.875  =  236.125 

CalcukUion  of  Size  of  Wire. — Given  three  loads,  as  shown  in  Fig.  90, 
issume  maximum  drop  to  be  5  volts;  neutral  wire  of  same  size  as  other?. 
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Fjg.  90. — A  problem  circuit,  for  calcu- 
lating the  proper  sizes  of  conductors, 
the  allowable  drop  to  the  various 
loads  being  specified. 


Let    72= resistance  of  wire  per  1000  feet. 

Then        5  =  15X0.3/2+10X0.472+10X0.772. 
5  =  4.572+472+772  =  15.572. 
72  =  5/15.5  =  0.323.     Choose  No.  5  wire. 

80.  Distribution  Networks. — The  use  of  continuous  current  for  light 
and  power  (except  for  railway  motive  power),  is  practically  confined  to 

the  largest  cities,  the  systems  being 
the  outgrowth  of  the  old  Edison  in- 
stallations. The  areas  so  suppUed  are 
heavily  congested,  with  large  office 
buildings,  theaters,  apartment  houses, 
etc.  To  supply  the  tremendous  de- 
mand for  current  at  120  and  240  volts, 
the  three-wire  system  is  used  entirely, 
the  three  mains  being  laid  underground, 
generally  on  both  sides  of  each  street, 
and  electrically  interconnected  at  street 
crossings,  forming  a  closed  network.  An  idea  of  this  is  given  by  Fig.  91. 
Scattered  throughout  the  distribution  area  at  appropriate  places,  are 
sub-stations  from  which  the  power  is  fed  into  the  distribution  network 
through  feeders.  These  sub-stations  contain,  for  the  most  part,  syn- 
chronous converters,  which 
convert  alternating-current 
power  from  the  main  gen- 
erating power  plants,  into 
continuous-current  power. 
Some  of  the  sub-stations 
may  contain  continuous- 
current  generators  and,  as 
far  as  this  discussion  is  con- 
cerned, all  sub-stations  may 
be  considered  as  consisting 
of  such  machines. 

From  the  sub-station, 
feeders  run  underground  to 
appropriate  places  and  are 
tapped  into  the  network, 
as  is  roughly  shown  in  Fig.  92,  the  distribution  mains  being  shown  in 
single  lines.  The  number  of  feeders  from  a  given  sub-station  depends 
entirely  upon  the  capacity  of  the  station,  and  the  location  of  the  tapping 
points  upon  the  distribution  of  the  load. 

In  a  closed  network,  it  is  evident  that  if  the  voltage  at  the  station  ends 
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Fig.  91. — In  the  Edison  distribution  systems  the 
mains  are  interconnected  wherever  possible,  as  this 
tends  to  maintain  an  even  voltage  over  the  whole 
system,  and  also  increases  the  reUability  of  the 
power  supply. 
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of  the  feeders  is  the  same,  the  shorter  feeders  will  carry  more  current  than 
the  longer  ones.  For  the  same  reason,  points  in  the  network  nearest  the 
sub-stations  will  be  several  volts  higher  in  potential  than  those  farther 
away.  It  is  necessary  to  keep  the  entire  network  at  as  nearly  constant 
potential  as  practically  possible,  and  to  do  this,  the  voltage  at  the  station 
ends  of  the  feeders  is  adjusted. 

In  a  station  there  are  three  sets  of  bus-bars,  maintained  by  separate 
machines  at,  say  250,  260  and  270  volts  and  known  as  the  low,  inter- 
mediate, and  high  buses.  Any  feeder  may  be  connected  to  any  of  the 
three  buses  and  its  load  and  the  voltage  of  the  network  thus  controlled. 
A  feeder  can  at  any  time  be  opened  without  bad  effects,  since  the  other 
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Fio.  92. — ^The  sub-stations,  from  which  the  power  is  supplied  to  the  mains,  are  con- 
nected to  the  network  of  Fig.  91  at  variou.s  point«,  as  suggested  in  this  figure;  a 
great  many  feeders  are  sent  out  from  each  sub-station. 


feeders  will  take  up  its  load.     In  some  stations  only  a  high  and  a  low  bus 
are  u.se<l. 

81.  Protection  of  Distribution  Networks. — The  entire  system  being  so 
closely  tied  together,  the  question  of  protection  naturally  assumes  impor- 
tance. In  case  of  trouble  due  to  grounds  and  short  circuits,  it  is  custom- 
ary to  allow  them  to  burn  themselves  clear.  This  may  momentarily 
reduce  the  voltage  in  the  region  where  the  short  circuit  occurs,  but  once 
the  short  circuit  is  burnt  off,  the  system  is  still  operative.  While  the  short 
circuit  is  burning  off,  the  nearest  feeder  may  be  badly  overloaded,  but  it 
is  only  necessary  to  disconnect  it  to  balance  the  overload  current  on  the 
other  feeders.  The  greatest  danger  has  been  found,  by  experience,  to  lie 
in  the  feeders  themselves,  a  short  circuit  being  likely  to  spread  from  one 
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feeder  to  another  in  the  neighborhood  of  the  sub-stations.  The  latest 
practice,  by  one  of  the  largest  companies,  has  been  to  equip  their  feeders 
with  automatic  circuit-breakers  at  the  feeding  end  and  even  at  the  sta- 
tion ends.     In  case  of  trouble  on  a  feeder,  it  is  automatically  disconnected. 


Junction  Box 


Fig.  93. — A  modem  scheme  for  protecting  a  feeder  in  case  of  short  circuit;  when  the 
voltage  across  the  system,  at  any  selected  point,  falls  below  a  predetermined  value, 
the  circuit  breakers  blow,  disconnecting  the  feeder  from  the  network. 


The  scheme,  as  used  in  connection  with  a  1,000,000  circular  mil  con- 
centric feeder,  is  shown  in  outline  in  Fig.  93.  Between  the  mains  and  the 
positive  and  negative  ends  of  the  feeder,  circuit-breakers,  held  closed 
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against  spring  pressure  by  a  latch,  are  connected.  One  of  the  pressure 
wires,  x,  built  into  the  cable,  is  connected  to  the  positive  end  of  the  feeder 
at  the  station.  At  the  load  end  of  the  feeder,  the  two-trip  coils  of  the 
breakers  are  connected  in  parallel  between  the  pressure  wire  and  the  nega- 
tive side  of  the  feeder.  Normally,  the  trip  coils  have  full  voltage  impressed 
upon  them,  so  that  they  hold  up  a  plunger  through  their  cores.  If  the 
voltage  impressed  upon  the  trip  coils  falls  to  about  175,  they  drop  their 
plungers,  which  in  turn  knock  out  the  latches  of  the  circuit  breakers 
and  cause  the  latter  to  open  by  spring  pressure.  If  a  breakdown  occurs 
in  the  cable,  causing  a  short  circuit  between  positive  and  negative  con- 
ductors, the  voltage  across  the  trip  coils  will  become  very  low,  and  if 
cither  the  positive  or  the  negative  conductor  become  grounded,  the  volt- 
age will  fall  to  120,  thus  opening  these  breakers.  The  operator  at  the 
station  can,  at  any  time  he  desires,  disconnect  a  feeder  from  the  network 
by  opening  switch,  s. 

It  is  to  be  noted  that  the  object  of  these  automatic  breakers  is  to  dis- 
connect the  faulty  feeder  from  the  distribution  network,  thus  preventing 
power  from  the  network  from  flowing  into  the  short  circuit.  The  operator 
:it  the  local  sub-station,  noting  the  excessive  current  taken  by  the  shorted 
f<H?der,  may  disconnect  it  by  opening  the  proper  switch,  or  this  may  be 
tlone  by  proper  overload  breakers  or  fuses  at  the  sub-station. 

It  should  also  be  noted  that  these  automatic  circuit  breakers  cannot  be 
classed  as  normal  overload  breakers,  as  the  drop  in  voltage  required  to 
operate  them  is  so  high  that  it  could  not  be  produced  by  ordinary  over- 
loads. 

In  Fig.  93  only  the  positive  and  negative  feeders  were  considered ;  it  is, 
of  course,  necessary  to  have  feeders  to  the  neutral  as  well.  In  the  case 
of  one  of  the  largest  companies,  the  mains,  positive,  neutral,  and  nega- 
tive are  all  of  the  same  cross-section.  The  load  is  kept  so  well  balanced 
l)etween  the  two  sides  of  the  system,  however,  that  it  has  been  found 
satisfactory  to  have  the  total  area  of  the  neutral  feeders  installed,  only 
12.8  per  cent  of  the  area  of  the  total  positive  (or  negative)  feeders;  this 
is  accomplished  by  using  comparativelj-  few  neutral  feeders. 


PROBLEMS 

1.  A  tungsten  lamp  has  resistance  of  440  ohms  when  hot;  how  much  current 
does  it  draw  from  a  110-voit  line,  and  how  much  power  is  used?  ^liat  is  the 
conductance  of  the  lamp? 

2.  Neglecting  losses  due  to  radiation  and  convection,  how  long  will  it  take  to 
heat  5  gallons  of  water  from  60°  F.  to  boiling,  if  the  power  being  supplied  to  heat 
the  water  is  4.75  kw.?  How  many  joules  are  supplied?  How  many  calories  are 
supplied? 
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3.  If,  in  the  above  problem,  losses  due  to  radiation  and  convection  are  equal 
to  the  energy  used  in  raising  the  water  temperature,  how  much  does  the  boiling 
of  the  water  cost,  if  power  is  worth  12  cents  per  kilowatt-hour? 

4.  An  electric  automobile  weighing  2600  pounds  is  moving  up  a  10  per  cent 
grade  at  a  speed  of  20  miles  per  hour.  The  force  required  to  overcome  friction  due 
to  tires,  gears,  etc.,  at  this  speed,  is  120  pounds.  What  power  is  being  developed 
by  the  motor?  At  what  rate  is  energy  being  wasted  in  heat,  and  at  what  rate 
stored? 

5.  A  charging  current  of  15  amperes  is  being  sent  through  a  storage  battery 
which  has  a  resistance  of  0.16  ohm  and  12  volts  c.e.m.f.  At  what  rate  is  energy 
being  wasted,  and  at  what  rate  stored? 

6.  If  70  per  cent  of  the  ampere-hours  used  in  charging  the  above  battery  is 
available  for  discharge,  how  long  must  the  charging  current  be  kept  on  if  the  bat- 
tery is  to  furnish  8  amperes  for  twelve  hours?  How  many  calories  of  heat  are 
wasted  during  discharge? 

7.  A  storage  battery,  being  charged  at  the  rate  of  12  amperes,  requires  an  im- 
pressed voltage  of  13.6  volts.  When  drawing  12  amperes  discharge  current,  the 
terminal  voltage  is  12.85.     What  is  the  internal  resistance  of  the  battery? 

8.  E.m.f.  of  B=2.l  volts.      Resistance  of    5=0.16    ohm.  loohms 
E.m.f.  of  A  =6.2  volts.     Resistance  of  A  =0.22  ohm.     How       ^^^^^       l^ 

much  heat  is  generated  in  B,  in  one  hour  and  twenty  minutes?      '^ohms J~ 

What  is  the  voltage  across  B? 

9.  E.m.f.  of  A  =60  volts.  Resistance  of  A  =0.82 
ohm.  How  much  current  flows  through  it  and  what 
is  the  voltage  across  its  terminals? 


10,  What  is  the  current  in  the  2-ohm  branch,  and  in      JT^^ 

T 


what  direction  does  it  flow?  .   —r^''"'*' fa  ohms 


11.  How    much    voltage    is    required  to   force   15      i  is  amp 

amperes  through  this  circuit?  e=? 

0 


10  ohms 
■M 


12.  The  resistance  of  a  certain  tungsten  lamp,  when  lighted,  is  220  ohms,  the 
temperature  being  2200°  C.     What  is  the  resistance  of  the  lamp  at  20°  C? 

13.  Twenty-five  feet  of  Calido  wire  is  used  in  making  a  toaster  which  draws 
7.3  amperes  from  a  UO-volt  line.  What  is  the  diameter  of  the  wire  if  its  tempera- 
ture is  1000°  F.? 

14.  What  must  be  the  diameter  of  an  aluminum  wire  which  has  a  resistance 
of  0.24  ohm  per  mile  at  0°  C? 

15.  A  hard-drawn  copper  wire,  0.125  inch  diameter,  has  a  resistance  of  2.26 
ohms  at  30°  C.     What  is  its  length? 

16.  How  much  No.  20  Calido  wire  must  be  used  to  make  the  heating  ele- 
ment of  a  fiatiron  which  is  to  consume  550  watts  from  a  1 10-volt  line,  the 
operating  temperature  of  the  heating  element  being  400°  F.?  How  much  power 
does  it  draw  from  the  line  when  first  connected? 
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17.  The  iTsistancc  of  the  field  coils  of  a  generator  is  22.3  ohms  at  19.6**  C.  After 
the  machine  has  operated  for  several  hours,  the  resistance  of  the  coils  is  found  to  be 
29.2  ohms.     What  is  the  temperature  of  the  coils? 

18.  If  an  armature  has  a  resistance  of  0.0162  ohm  at  18.5**  C,  what  will  its 
mistancebeatSO^C.? 

19.  How  many  circular  mils  in  a  bus-bar  1  inch  by  |  inch?  In  a  copper  bar 
\  inch  square? 

20.  Fifteen  500-<jhiu  lanijjs  and  twelve  3o0-ohin  lamps  are  in  parallel.  Resist- 
ance of  circuit  between  lanii>s  and  generator  is  0.36  ohm;  voltage  at  the  generator 
is  118.    Find  the  voltage  across  the  lamps. 

21.  A  resistance  of  1.7  ohms  is  connected  across  two  batteries,  A  and  B,  which 
are  themselves  connected  in  parallel.  The  e.m.f.  of  i4  is  2.1  volts,  and  its  resistance 
ii  0.08  ohm;  the  e.m.f.  of  fi  is  1.9  volts,  and  its  resistance  is  0.106  ohm.  How 
much  current  is  supplied  by  each  battery? 

22.  Distance  from  generator  to  battery  is  7  miles,  and  from  battery  to  car  is 
3  miles.     Resistance  of  battery  is  0.63  ohm,  and  its 

e.m.f.  is  600  volts.     Resistance  of  feeders,  including     '-  '♦  i«3o««». 

rail  return,  is  0.12  ohm  per  mile.  How  much  current 
is  the  storage  battery  delivering,  and  what  is  the 
voltage  at  the  car? 

23.  In  Problem  22,  to  what  value  would  the  voltage  of  the  generator  have  to  be 
raised  in  order  that  the  battery  supply  100  amperes,  the  car  .still  taking  330  amperes? 
To  what  value  would  the  voltage  of  the  generator  have  to  be  raised  in  order  that 
the  battery  supply  no  current  to  the  car?  What  would  be  the  value  of  the  voltage 
at  the  car  in  each  case? 

24.  One  hundred  kilowatts  of  power  is  to  be  transmitted  10  miles,  the  voltage 
:it  the  generator  being  240  volts,  and  10  per  cent  line  drop  being  allowed.  What 
>ize  wire  must  be  used,  and  how  many  watts  of  power  are  used  in  the  line?  Would 
t  he  line  be  feasible? 

25.  How  many  kilowatts  of  power  can  Ix?  tran.smitted  over  an  aluminum  cable, 
7.')0,000  circular  mils  area,  60  miles  long,  if  the  voltage  at  the  station  is  45,000  volts 
and  10  per  cent  line  drop  Is  allowed?     How  much  could  be  transmitted  if  copper 

ihle  of  the  same  cross-section  were  used? 

26.  The  insulation  resistance  of  a  certain  machine  using  varnished  cambric 
insulation  is  55  megohms  at  15.5**  C.    How  much  will  it  probably  be  at  35**  C? 


27.  What  size  wire  must  be  used,  if  the  voltage 


600  fU 


at  the  25-ampere  load  is  to  be  200  volts?  T 


XSO.volts  60 1  mp. 


>«BB 


28.   Drop  to  the  middle  load  is  8  volts.    What 
used? 


[ 


400ft.        300ft. 


10 1  imp.     6 1  mp.     10 1  mp, 


29.  Tlie  allowed  drop  to  each  load  is  12  volts.        ,  i5oft.|*'ai»'ft.      sooft.  »;«». 
1  iiid  sizes  of  wire,  using  proper  taper.  1 30  ft. 

is  amp. 
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30.  Maximum  drop  allowed  is  10  per  cent,  of 
which  7  per  cent  is  in  the  feeder.  Find  proper  size 
of  feeder  and  main,  and  calculate  voltage  at  each 
load. 


31.  Outside  wires  No.   1  and  neutral   No,  4. 
Find  voltage  at  each  load. 


860  ft. 


200  ft.    I     400  ft. 
volts    30Wip.      SO^mp.       40Jaiiip, 


[amp 


SOamp. 


amp.        16 


GOOfb 


CHAPTER  V 
SELF  AND  MUTUAL  INDUCTION 

82.  CoU  Moving  in  a  Magnetic  Field. — In  section  41,  the  case  of  a  coil 
moving  in  a  nuignetic  field  was  considered.  The  conclusion  reached  from 
the  analysis  given  was  that  when  the  flux  threading  a  coil  is  changing, 
e.m.f.  is  induced  (in  amount  proportional  to  the  late  of  change  of  inter- 
linkages  between  flux  and  turns),  causing  current  to  flow,  and  that  the 
action  of  this  resulting  induced  current  is  always  such  that  it  tends  to 
prevent  any  change  in  the  number  of  interlinkages.  The  system  therefore 
develops  reactions,  which,  lasting  as  long  as  the  flux  interlinkages  are 
changing,  always  act  so  as  to  oppose  the  change  in  the  number  of  flux  inter- 
linkages. 

The  act  of  "  filling  "  a  coil  with  flux  by  moving  it  into  a  field,  as  in 
Fig.  37,  establishes  a  certain  number  of  flux  interlinkages;  conversely,  the 
act  of  "  emptying  "  the  coil  of  flux  by  moving  it  out  of  a  field,  as  in  Fig. 
39,  destroys  a  certain  number  of  flux  interlinkages.  In  either  case  we 
found  that  an  e.m.f.  was  induced  in  such  a  direction  that  the  current  set 
up  by  it  opposed  the  change  taking  place  in  the  number  of  interlinkages. 

Now  it  is  evidently  logical  to  reason  that  if  a  coil  is  "  filled  "  with,  or 
"  emptied  "  of,  a  certain  number  of  flux  lines,  (in  other  words,  the  same 
number  of  flux  interlinkages  are  established  or  destroyed)  in  the  same  time, 
by  any  method  other  than  that  of  moving  the  coil  into  or  out  of  a  field,  the  same 
value  of  voltage  must  be  induced. 

83.  Self-induction. — When  the  current  flowing  in  an  electric  circuit 
varies  with  time,  any  magnetic  field  set  up  by  the  current  will  corre- 
spondingly vary  with  time.  Consider  a  turn  of  wire;  if  no  current  flows 
through  it,  no  magnetic  field  is  set  up.  However,  if  current  is  passed 
through  the  turn,  as  in  Fig.  94a,  being  made  to  increase  uniformly  to  a 
final  value,  /,  by  the  application  of  a  voltage,  E,  a  uniformly  increasing 
magnetic  field,  of  final  value,  4>,  will  be  set  up.  The  current  has  been  so 
chosen  as  to  set  up  a  field  through  the  turn  in  a  direction  from  left  to 
right,  as  indicated  by  dotted  lines.  The  increasing  current  thus  "  fills  " 
the  turn  with  flux  or  establishes  a  definite  number  of  flux  interlinkages, 
just  as  motion  of  the  turn  does  in  Fig.  946,  or  in  Fig.  37. 

From  Fig.  946,  we  see  that  a  voltage  must  be  induced,  which,  by  appli- 
cation of  the  rule  given  in  section  40,  is  seen  to  be  toward  us  in  the  lower 
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turn-side;  since  the  turn  in  Fig.  94a  is  being  "  filled  "  with  flux  in  the  same 
direction,  a  voltage  must  be  induced,  which,  in  its  lower  turn-side,  must  be 
in  the  same  direction  as  that  shown  in  Fig.  946,  This  induced  voltage,  e, 
is  called  the  counter  em.f.  of  self-induction  and  is  obviously  in  a  direction 
opposite  to  that  of  the  impressed  voltage,  E,  thus  resulting  in  a  decrease 
in  the  net  voltage  of  the  circuit.  The  current  at  any  instant  is  propor- 
tional to  the  net  voltage  acting  in  the  circuit,  and  it  is  therefore  evident 
that  the  c.e.m.f  tends  to  limit  the  increase  of  current,  to  the  rate  of  change 
of  which  it  is  due. 

The  action  is  the  same  as  the  force  of  inertia  developed  by  an  accelerat- 
ing body;  this  force  always  acts  in  such  a  way  as  to  limit  the  accelera- 


/  Direction  of 
Increasing  Fliuc 


(a) 

Fig.  94. — As  the  current  in  a  coil  increases  from  zero,  flux  is  set  up  in  the  circuit,  estab- 
Hshing  interlinkages;  the  voltage  produced  thereby  is  the  same  as  though  the 
interhnkages  had  been  estabhshed  by  moving  the  coil  into  the  field  of  a  permanent 
magnet. 


tion,  or  rate  of  change  of  velocity,  of  the  body.  The  force  of  inertia  comes 
into  play  only  when  the  body  starts  to  accelerate,  and  as  soon  as  the 
velocity  becomes  uniform  it  disappears. 

The  whole  effect  in  the  electrical  circuit  is  in  accord  with  the  idea 
expressed  by  Lenz's  law;  the  original  increase  in  current  strength  which 
produces  the  increase  in  flux,  immediately  brings  into  existence  an  oppos- 
ing or  counter  e.m.f.,  which  tends  to  retard  the  increase  in  current,  thereby 
opposing  the  increase  in  flux  interlinkages. 

Conversely,  when  the  current  dies  down  within  the  turn,  the  number 
of  flux  interlinkages  decreases,  just  as  if  the  turn  were  moved  out  of  the 
field.  From  Fig.  95a,  it  will  be  seen  that  the  decrease  in  current  strength, 
which  causes  a  reduction  in  interlinkages,  at  once  induces  a  voltage,  which, 
being  in  the  same  direction  as  the  impressed  voltage,  tends  to  retard  the 
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decrease  in  current,  thereby  again  opposing  the  change  taking  pkce  in 
the  flux  interlinkages. 


DIrfctiaaof 
C.£JI.F.of 
Bitf^aduetiaa 

V 


/  Direetlooof 
'     Bum  wing  Flm 


llotioa 


(a)  (5) 

Fig.  95. — When  the  current  in  a  coil  decreases,  the  e.m.f .  of  self-induction  acta  to  aid  the 
impressed  e.m.f.,  thus  tending  to  prevent  the  current  decrease,  to  which  the  e.m  f 
of  self-induction  is  due. 


■fp^* 


% 


Grawinir 
Current 


When  the  turn  of  Fig.  946  is  moved  into  the  field,  its  lower  turn-side 
cuts  the  flux,  or,  in  other  words,  flux  interlinkages  are  being  established 
only  along  the  lower  turn-side;  voltage,  therefore,  is 
being  induced  only  in  the  lower  turn-side.  However, 
when  an  increasing  current  is  passed  around  the  turn, 
as  in  Fig.  94o,  the  flux  interlinkages  set  up  are  due  to 
the  current,  and  as  the  strength  of  the  current  at  any 
instant  is  uniform  over  the  entire  turn,  it  follows  that 
the  flux  interlinkages  are  being  set  up  uniformly  about 
the  entire  length  of  the  turn  (Fig.  96).  Hence,  the 
generation  of  the  c.e.m.f.  of  self-induction  must  be 
uniform  along  the  entire  length  of  the  turn,  or,  in 
other  words,  each  element  of  the  turn  is  assbting  in 
the  generation  of  the  c.e.m.f.  of  self-induction.  If  the 
turn  is  not  circular  the  above  statement  is  not  quite 
true;  the  e.m.f*  generated  per  centimeter  length  is 
greatest  where  the  curvature  of  the  turn  is  the  greatest. 

Any  circuit  capable  of  setting  up  a  magnetic  field  is 
said  to  be  inductive,  or  to  possess  inductance.  When- 
ever the  current  in  an  inductive  circuit  changes,  a 
c.e.m.f.  of  self-induction  will  be  generated,  which 
lasts  as  long  as  the  current  (and  flux)  varies,  and 
always  has  such  direction  as  to  prevent  the  change  in  current  (and 
flux)  tiiking  place.    This  property  of  a  circuit,   by  virtue  of  which  it 


Fig.  96.— The  e.m.f 
of  self-induction  i^ 
set  up  nearly  uni- 
formly throughout 
the  length  of  the 
turn;  each  centi- 
meter of  length 
develope  nearly  the 
aame  amount  of 
voltage  of  delf-in- 
duction. 
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tends  to  prevent  a  change  of  current  (or  flux)  in  itself,  is  called  its  self- 
induction. 

84.  E.M.F.  of  Self-induction. — Consider  again  the  toroid  of  Fig.  46, 
of  N  turns  wound  on  an  iron  core  of  permeability  n,  of  mean  radius  r  cm., 
and  area  of  cross-section  A  sq.  .cm.  When  a  steady  current  of  I  amperes 
flows  through  the  toroid  we  have,  as  the  value  of  the  flux  set  up,  from 

Eq.  (30). 

0.47riV/MA 


0=- 


l 


If  the  current  changes  uniformly  at  a  rate  of  I/t  amperes  per  second, 
and  the  permeabiUty  of  the  iron  is,  for  the  time  considered,  constant,  the 
flux  will  correspondingly  change  at  a  uniforni  rate  of  4>/t  lines  per  second. 
Since  the  flux  is  changing  at  this  rate  through  N  turns  in  series,  the  aver- 
age value  of  the  c.e.m.f.  of  self-induction  will  be 

Average  e  =  7r^  volts (68) 

Substituting  for  <f>  its  value  above,  we  have. 

Average  e=      ,  ^(-^ -volts (69) 

It  may  seem  strange  at  first  that  the  back  e.m.f.  of  self-induction  varies 
as  the  square  of  the  number  of  turns  in  the  coil,  instead  of  the  first  power 
of  their  number.  It  is  to  be  remembered,  however,  that  the  flux  set  up 
by  a  given  current  depends  directly  upon  the  number  of  turns  and  so  the 
voltage  induced  per  turn  (for  a  given  rate  of  change  of  current)  is  directly 
proportional  to  the  number  of  turns  in  the  coil.  There  being  N  turns 
connected  in  series,  and  thus  adding  their  respective  e.m.f s.,  the  total 
e.m.f.  of  self-induction  will  vary  with  the  square  of  the  number  of  turns. 

As  noted  in  section  55,  the  part       .  ^^ — -  is  a  constant  and  is  called 

the  coefficient  of  self-induction  or  merely  the  self-indudance  of  the  circuit, 
and  is  generally  represented  by  the  symbol  L.    Thus: 

^      0.47riVVA 


no8 


(70) 


It  obviously  depends  upon  the  physical  dimensions  of  the  circuit  and  the 
value  of  II.  If  no  iron  is  used  in  the  construction  of  the  coil,  the  flux  set 
up  per  ampere  is  constant;  hence  the  seK-inductance  of  the  coil  is  also 
constant.  Where  iron  is  used,  the  flux  per  ampere  changes  as  the  iron 
becomes  saturated,  and  the  value  of  L  decreases. 

By  reference  to  the  magnetization  and  permeability  curves  of  Fig.  48, 
it  is  evident  that  for  the  very  low  values  of  current  the  value  of  L  increases 
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with  increase  of  current.  In  such  low  values  of  flux  density  the  electrical 
engineer  in  general  Ls  not  interestetl.  It  is,  however,  important  to  the 
telephone  engineer  who  fre<|uently  asos  iron  core  coils  operated  at  these 
low  densities. 

We  may  now  write,  in  place  of  Eq.  (69),  the  shorter  form, 

Average  c=L^, (71) 

^  being  the  average  rate  of  change  of  current. 

86.  Unit  of  Self-inductance. — The  practical  unit  of  self-inductance  is 
called  the  henry;  it  is  obtained  by  making  all  the  terms  in  Eq.  (71)  equal 
to  unity.  The  henry  is  thus  the  self-inductance  of  a  circuit  of  such  con- 
struction that  a  c.e.m.f.  of  one  volt  is  generated  by  a  rate  of  change  of 
current  of  one  ampere  per  second.     This  Ls  the  legal  definition. 

Another  definition,  which  perhaps  gives  a  better  concept  of  self- 
inductance,  is  derived  through  the  use  of  Eqs.  (68)  and  (71).    Since 

J   I  J     et 

e=L- .     or     i^=T, 

substituting  for  e,  its  value  from  Eq.  (68), 

L  =  *^ (72) 

From  this  equation  we  may  also  define  the  henry  as  the  amount  of 
self-inductance  possessed  by  a  circuit  in  which  one  ampere  is  capable  of 
setting  up  10^  interlinkages.  If  the  current  changes  at  a  rate  of  one 
ampere  per  second,  theilux  interlinkages  change  at  a  rate  of  10*  per  second, 
and  so  generate  a  c.e.m.f.  of  one  volt. 

It  is  to  be  noted  that  if  the  rate  of  charge  of  current  is  not  uniform,  an 
equation  of  the  form  given  in  Eq.  (71)  is  not  applicable;  in  such  a  case  we 
use  the  same  idea  but  confine  our  attention  to  such  a  short  interval,  or 
increment,  of  time.  A/,  that  the  change  of  current,  At,  taking  place  during 
this  small  time  interval,  does  occur  at  a  uniform  rate.  An  equation  con- 
necting an  increment  of  current  with  the  corresponding  increment  in 
Hme  is  much  more  general  than  is  Eq.  (71) ;  even  if  the  current  increases 
on  a  curved  line  we  can  still  speak  of  the  rate  of  change  of  the  current,  by 
considering  a  short  enough  interval  of  time,  M.  Thut,  in  place  of  EJq.  (71), 
we  write  the  more  general  form 

•-^zi- (73) 

86.  Growth  of  Current  in  an  Inductive  Circuit — If  a  voltage  is  impressed 
upon  a  circuit  possessing  no  inductance,  the  current  rises  immediately 
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to  a  value  as  determined  by  Ohm's  law.  In  Fig.  97  is  shown  the  rise  in 
current  when  20  volts  is  impressed  on  a  circuit  of  4  ohms  resistance, 
by  closing  of  the  switch  >S;  the  current  rises  at  once  to  a  value  of  5  amperes. 

When  voltage  is  impressed  on  a  circuit  possessing  inductance,  and  the 
current  starts  to  increase,  the  change  of  flux  interlinkages  induces  a  volt- 
age of  self-induction  which  opposes  the  increase  of  the  current. 

Consider  a  circuit  possessing  inductance  and  resistance  as  in  Fig.  98a, 
in  which  closing  of  the  switch  S  impresses  a  voltage  E  on  the  circuit. 
Just  before  the  closing  of  the  switch,  the  current  is  necessarily  zero  and  is 
not  changing,  and  no  c.e.m.f.  of  self-induction  exists;   but  as  soon  as  the 


< 
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Fig.  97. — In  a  circuit  containing  no  self-induction  the  current  rises  to  its  final  value  the 

instant  the  switch  is  closed. 


switch  is  closed  the  current  immediately  starts  to  rise.  Now  the  rate  with 
which  the  current  will  increase  is  obviously  fixed  by  the  amount  of  voltage 
available  for  the  purpose;  at  the  instant  of  closing  the  switch  there  is 
no  appreciable  iR  drop  in  the  circuit,  and  so  the  entire  impressed  voltage 
is  available  for  producing  current  increase;  the  current,  therefore,  begins 
rising  at  a  high  average  rate,  as  shown  by  the  line  oa  in  Fig.  986. 

During  the  first  short  interval  of  time  considered  (Ati),  the  resistance 
drop,  although  actually  present,  may  be  neglected,  because  the  current 
is  so  small.  Hence  the  c.e.m.f.  of  self-induction  must  balance  the 
impressed  voltage  .EJ,  and  so  we  have,  using  Eq.  (73) 


E  =  L 


(Ai)i 


and  from  this  we  get, 


(AOi' 


(M)i^E 
(AOi     L' 


(74) 
(Ai)i 


It  therefore  appears  that  the  rate  of  increase  in  the  current,  tttt. 
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when  the  switch  is  first  closed,  is  given  by  the  value  of  E/L.  In  Fig.  986 
this  rate  of  current  increase  is  given  by  tan  di,  so  we  have  tan  6\  =  E/L. 
After  the  current  has  risen  to  an  appreciable  value  (say  at  the  end  of 
time  interval  (A/)i),  the  resistance  drop  can  no  longer  be  neglected;  it  is 
equal  to  1\R.    At  this  instant  of  time  we  may  write, 


(A»)j 


E=UR^L^ 


(75) 


in  which  y^'y  represents  the  rate  of  increase  in  current  at  the  beginning 
of  interval  of  time  (A/)2.    This  relation  may  evidently  be  written, 

(At)2    E-IxR 


(Ath 


(76) 


(A't), 


Time 


(a) 


(6) 


Fio.  98. — When  a  circuit  contains  appreciable  self-induction  the  current  cannot  at  once 
assume  its  final  value;  -it  starts  to  increase,  from  zero  value,  at  a  rate  determined 
by  the  impressed  voltage  and  the  self  induction  of  the  circuit. 

which  shows  that  the  rate  of  increase  in  the  current  is  decreased  by  the 
effect  of  the  circuit  resistance;  this  decreased  rate  of  current  increase  is 
shown  in  Fig.  986,  by  the  lower  value  of  tan  02,  as  compared  to  tan  6i. 
At  the  end  of  the  second  increment  of  time  (A/)2  the  current  has  risen 
to  the  value  h  and  there  is,  therefore,  a  greater  iR  drop.  For  a  third 
increment  of  time  (A/)3  the  rate  of  current  increase  would  be  given  by 

(Ath^E-hR 

(AOa         L     ' 


(77) 


which  is  evidently  less  than  the  value  given  in  Elq.  (76).  So,  with  increas- 
ing time,  the  increase  in  current  becomes  correspondingly  less,  until 
finally  (actually  in  the  ordinary  circuit  after  a  small  fraction  of  a  second) 
the  iR  drop  is  essentially  equal  to  E;  for  this  condition  the  rate  of  current 
increase  is  zero. 


no 
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The  form  of  current  growth  in  an  inductive  circuit,  considered  from 
the  standpoint  of  current  increments,  is  shown  by  the  broken  line  oabcd 
of  Fig.  986;  it  will  be  evident  that  this  solution  is  approximate  only, 
because,  to  make  our  analysis  accurate,  the  increments  of  time  and  cur- 
rent should  be  taken  extremely  small.  The  result  of  so  taking  the  time 
and  current  increments  is  given  in  the  next  section. 

This  case  of  current  rise  in  an  inductive  circuit  is  analogous  to  that  of 
the  motion  of  a  body  being  accelerated  in  a  liquid.  When  the  body  is  at 
rest  and  a  constant  force  is  applied  to  it,  the  body  accelerates  rapidly, 
the  entire  force  applied  being  available  to  overcome  its  inertia.  How- 
ever, as  the  body  starts  to  move,  the  friction  reaction  comes  into  play  and 
some  of  the  impressed  force  is  used  to  overcome  it,  and  only  the  remainder 
of  the  impressed  force  is  available  to  overcome  inertia  for  further  accel- 
eration. As  more  and  more  of  the  impressed  force  is  required  to  over- 
come the  increasing  friction  reaction,  and  less  and  less  is  available  for 
acceleration,  the  velocity  of  the  body  increases  more  and  more  slowly, 
until  finally  the  entire  impressed  force  is  required  to  overcome  friction 
alone,  and  the  velocity  becomes  constant. 

87.  Exact  Form  of  Current  Growth  in  an  Inductive  Circuit. — The 
equation  for  the  growth  of  current  in  an  inductive  circuit  of  constant 
inductance,  L,  can  be  derived  by  the  use  of  higher  mathematics,  and  is 
found  to  be  as  follows: 

i^ii-A') 

where  i  is  the  current  at  any  elapsed  time,  t,  after  closing  switch; 
E  is  the  constant  impressed  voltage; 
R  is  the  resistance  of  the  circuit; 
L  is  the  inductance ; 
e  is  the  Naperian  logarithmic  base  =  2.71828. 
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Fia.  99. — ^Exact  analysis  of  the  growth  of  (uirrent  in  an  inductive  circuit  shows  it  to  be 
an  exponential  curve,  as  given  here. 

In  Fig.  99  is  shown  the  rise  of  current  in  a  circuit  possessing  0.16  henry 
inductance  and  4  ohms  resistance,  when  20  volts  is  impressed,  the  final 
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value  of  the  current  being  5  amperes.    Figure  100  is  an  oscillograph  record 
of  the  growth  of  current  in  an  air-core  inductance,  the  permeability  and 


7^.    /■S.jg  a  Ants 


Fig.  100. — An  oRcillogram  of  the  rise  of  current  in  an  inductive  circuit;  it  is  seen  to  be 
of  exactly  the  same  form  as  the  theoretical  curve  of  Fig.  99. 


Fui   101     -If  the  inductance  has  a  closed  iron  |>ermeability  is  likely  to  cl 

luH  the  current  rises,  thus  (dving  a  variable  L  in  Eq.  78.     The  form  of  current  rise 
Ls  therefore  considerably  different  from  that  of  Fig.  100. 

inductance,  L,  of  which  remains  constant.     Y\%.  101  is  a  similar  record 
for  a  coil  wound  on  an  iron  core;  the  permeability  and  L  of  this  coO  varied 
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with  the  current,  accounting  for  the  difference  in  the  form  of  this  curve 
as  compared  with  that  of  the  air-core  coil. 

88.  Decay  of  Current  in  an  Inductive  Circuit. — If  an  inductive  circuit 
is  short-circuited,  as  in  Fig.  102a,  the  current  in  the  coil  does  not  die  down 
immediately,  as  it  would  in  a  non-inductive  circuit,  but  continues  to  flow 
||or  an  appreciable  time  after  the  short-circuit  is  applied;  this  is  due  again 
TO  the  c.e.m.f,  of  self-induction. 

As  soon  as  the  short  circuit  is  applied  and  the  current  starts  to  decrease, 
the  c.e.m.f.  of  self-induction  makes  its  appearance  and  acts  to  maintain 


Fuse 


S 
E       \ 


(a) 

Fig.  102. — When  an  inductive  circuit  is  shorted,  as  will  be  done  by  closing  switch  S  of 
,'  the  above  circuit,  the  form  of  current  decay  will  resemble,  in  general  form,  the 
[       broken  line  shown  in  diagram  (6) . 

the  current.  As  there  is  now  no  impressed  e.m.f.  on  the  circuit,  this 
d;e.m.f.  of  seK-induction  is  the  only  agent  causing  current  to  flow,  and  it 
must  therefore  be  overcoming  the  iR  drop,  which  exists  so  long  as  current 
flows. 

If  we  assume  the  current  to  decrease  to  zero  along  the  line  oa  in  Fig. 
1026,  the  time  required  to  reach  zero  current  would  be  ti,  and  the  rate  of 

change  of  current  would  evidently  be  — .    We  may  then  write, 

h 


0  =  iR-\-L 


h' 


^' 


h 


(79) 


The  last  equation  may  be  transposed  to  give, 


iR 


(80) 
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which  indicates  that  the  greater  the  iR  drop  the  greater  is  the  slope  of 
the  Uno  oa,  in  Fig.  1026, 

But  as  }7^,  at  the  instant  the  short  circuit  is  established,  is  equal  to  E, 

i         E 
the  voltage  which  has  been  impressed  on  the  circuit,  we  may  write-r-  =  —  y, 

which  expresses  the  idea  that  the  current  starts  to  decrease  at  the  samd 
rate  it  started  to  rise  when  the  voltage  was  impressed  on  the  circuit. 
This  is  seen  by  reference  to  Eq.  74. 

With  the  high  rate  of  decrease  of  the  current,  as  shown  by  the  line 
oa,  the  value  of  the  c.e.m.f.  is  large,  as  is  necessary,  inasmuch  as  the  iR' 
drop  is  still  considerable.  However,  as  the  current  falls,  the  iR  drop 
decreases  in  proportion  and  the  rate  of  change  of  the  current  need  not  be 
88  large  to  generate  the  necessary  c.e.m.f.  to  balance  the  iR  drop.     From 
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FlQ.  103. — The  exact  form  of  current  decay  in  an  inductive  circuit  is  exp>onentiaI,  as 
shown  in  this  curve,  which  was  calculated  from  Eq.  81. 

the  standpoint  of  time  increments,  the  current,  therefore,  decreases  its 
rate  of  decrease,  first  along  the  line  ab  for  a  while,  and  then  along  6c  and 
so  on. 

The  exact  equation  for  the  decay  of  current,  in  a  circuit  having  con- 
stant inductance,  when  derived  by  the  use  of  higher  mathematics,  is  found 
to  be 

t  =  /e"S (81) 

where  /  is  the  value  of  the  steady  current  through  the  inductive  circuit, 
an  instant  before  it  is  short-circuited;  the  other  terms  have  the  same 
si^iificance  as  in  Eq.  (78). 

Figures  103,  104  and  105  show  the  decrease  in  current  in  inductive 
circuits.  Fig.  103  showing  it  for  the  circuit  possessing  0.16  henry  inductance 
and  4  ohms  resistance,  Fig.  104  being  an  oscillograph  record  of  current 
decay  in  an  air-core  coil  and  Fig.  105  a  similar  record  for  an  iron-core  coil. 
Changing  permeability  accounts  for  the  shape  of  the  curve  in  the  last 
figure. 
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89.  Time  Constant. — Study  of  Eq.  (78)  will  indicate  that  the  value 
of  the  fraction  R/L  is  the  factor  whicli  actually  fix(;s  tlio  rate  of  increase 
of  the  current.     In  circuits  of  equal  resistance,  the  gicater  the  inductance, 
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Fig.  104. — Oscillogram  of  current  decay  in  an  inductive  circuit  which  has  been 

short-circuited. 


/)aujhs    a/ose^  /Ar^  ^or^^  w^en 


Fig.  105. — In  case  a  closed  iron  core  is  used,  the  decay  of  current  may  be  very  rapid  at 
first,  and  then  the  decrease  takes  place  more  slowly  as  the  self-induction  of  the 
circuit  increases. 


the  longer  it  will  take  for  a  given  impressed  e.m.f.  to  set  up  the  same  final 
value  of  current  in  the  circuit. 

In  the  case  of  a  body  being  accelerated  in  a  liquid,  bodies  of  the  same 
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nxe,  shape  and  surface  will  encounter  the  same  frictional  force  at  the 
same  velocity;  bu^  a  mass  having  high  inertia,  as  lead,  will  accelerate 
much  more  slowly  than  a  mass  of  low  inertia,  as  aluminum,  when  the 
same  force  is  applied.  In  the  end,  however,  each  will  have  the  same 
velocity. 

The  greater  the  resistance  of  a  circuit,  the  lower  the  final  value  of  the 
current  becomes  nvith  a  given  impressed  e.m.f.  The  initial  rate  of  increase 
of  the  current  being  fixed  by  the  inductance,  it  follows  that  in  circuits 
of  equal  inductance,  the  current  will  reach  its  final  value  very  much 
sooner  in  a  circuit  of  high  resistance  than  in  one  of  low  resistance;  that  is, 
the  eflfect  of  inductance  is  less  evident  in  a  high  resistance  circuit  than  in 
one  of  low  resistance. 

The  ratio  of  the  inductance  to  the  resistance  of  a  circuit,  (L/R),  is 
called  the  time  constant  of  the  circuit.  If  the  numerical  value  of  L/R, 
in  seconds,  is  sul)6tituted  for  t  in  Eq.  (78),  it  will  be  found  that  it  is  the  time 
it  takes  for  the  current  to  reach  63.2  per  cent  of  its  final  value;  if  sub- 
stitutetl  in  Eq.  (81),  it  represents  the  time  it  takes  the  current  to  fall  63.2 
per  cent  of  its  initial  steady  value. 

The  time  constant  is  therefore  useful  in  determining  the  rapidity  with 
which  current  rises  or  falls  in  one  inductive  circuit  in  comparison  with 
others.     The  time  constant  of  the  circuit  used  in  Figs.  99  and  103  is 

—.^=0.04  second. 
4 

In  order  to  get  a  large  time  constant,  it  is  evidently  necessary  to  have 

a  high  ratio  of  „;  this  requires  the  use  of  a  large  amount  of  copper  or  iron. 
n 

This  is  illustrated  by  the  fact  that  an  air-core  coil  using  even  100  pounds 

of  copper  wire  will  have  a  time  constant  of  less  than  one-tenth  of  a  second ; 

the  field. circuits  of  largo  generators,  having  iron  magnetic  circuits  of  large 

<limensions,  with  many  pounds  of  wire  in  the  field  coils,  may  have  a  time 

I  >nstant  of  several  seconds. 

90.  Energy  Stored  in  a  Magnetic  Field.— It  was  shown  in  section  (54) 

that  the  energ}'  stored  in  a  magnetic  field  was, 

^ 27 =^2^"^' 

where  i  is  in  abamperes  and  L  in  abhenries. 

If  the  current  is  expressed  in  amperes  and  the  coefficient  of  self- 
induction  in  henries,  the  above  equation  becomes, 

«"= — m^     ^^2^^        ^^^ 
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When  a  magnetic  field  is  established  by  a  current,  this  amount  of 
energy  must  be  stored  in  the  field  as  the  current  increases  from  zero  to  its 
final  value,  /. 

Let  us  consider  the  first  part  of  the  current  rise  in  an  inductive  circuit 
during  the  time  this  curve  is  essentially  a  straight  hne,  as,  for  example, 
the  first  hundredth  of  a  second  in  Fig.  99,  which  is  shown  enlarged  in 
Fig.  106.  During  this  time  the  current  is  so  small  compared  with  its  final 
value  that  the  resistance  drop  is  negligible,  so  that  Eq.  (71)  may  be  used, 
that  is 

h 

•J. 
The  average  current  during  this  time  is  evidently  ^,  so  that  the  energy 

supplied  to  the  circuit  during  this  time  is, 

E-lh  =  L'^^-h  =  L'^ (^^> 

If  we  had  taken  into  account  the  heat  lost  in  the  resistance  of  the 
circuit,  the  energy  supplied  to  the  circuit  would  have  been  found,  by  an 

accurate  analysis,  equal  to  L  —  plus  the  amount  of  heat  generated  in  the 

resistance.  The  amount  of  this  heat  cannot  be  obtained  by  ordinary 
arithmetic  because  the  current  is  not  truly  a  straight  line  during  the  time 
considered. 

In  any  case,  the  amount  of  energy  stored  in  the  magnetic  field,  for 
any  value  of  current  /  is  found  to  be  just  equal  to 

^  =  ^ (84) 

This  is  true  no  matter  what  the  form  of  the  current  curve,  as  it  rises  from 
zero  to  /.  This  expression  for  the  energy  stored  in  a  magnetic  field  checks 
with  that  derived  in  section  (55)  by  an  entirely  different  method. 

91.  Danger  of  Opening  Circuits  Possessing  Much  Inductance. — In 
discussing  the  decay  of  current  in  inductive  circuits,  it  was  considered 
that  the  coil  was  short-circuited,  and  the  current  was  found  to  decrease 
to  zero;  all  the  energy  stored  in  the  magnetic  field  must  therefore  have 
been  dissipated  in  the  form  of  heat  generated  within  the  coil. 

If  the  switch  of  a  circuit  possessing  inductance,  as  in  Fig.  99,  is  opened, 
it  wiU  be  noticed  that  an  appreciable  arc  occurs  across  the  switch  contacts, 
much  greater  in  magnitude  than  would  be  the  case  if  the  circuit  contained 
no  inductance,  as  in  Fig,  97.  This  arc  is  due  to  the  voltage  of  self-induc- 
tion. 
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The  value  of  the  voltage  of  self-induction  is  always  given  by  the 


If  the 


xpreasioii  L —,  where  At  St  is  the  rate  of  change  of  the  current. 

vitrh  is  opened  very 
rapidly,  so  that  the  current 
is  quickly  ruptured,  the 
rate  of  change  of  the  cur- 
ront  is  high,  as  is  also  the 
value  of  the  voltage  of  self- 
iiiducUon,  the  action  of 
which  is  to  maintain  the 
flow  of  current  even  across 
the  open  switch  contacts,  in 
the  form  of  an  arc. 

When  an  inductive  cir- 
cuit is  opened,  the  energ>' 
stored  in  the  magnetic  field 
must  be  dissipated  in  some 
way  by  the  time  the  current 
reaches  zero,  and  this  energy' 
generally  appears  as  heat 
in  the  arc  at  the  switch 
contacts. 

P 
If  Uie  energy  stored  in  the  field  is  L  ^,  and  opening  the  switch  reduces 

LP 
the  current  to  zero  in  time  L  then  the  average  power  must  be  -^,  which, 

if  <  is  very  small,  will  be  large. 

(It  is  to  bo  pointed  out  that  the  circuit  is  not  actually  opened  as 
quickly  as  the  switch  is  opened,  because  the  arc  at  the  switch  contacts 
maintains  the  circuit  closed  as  long  as  it  lasts,  even  though  the  switch 
itself  is  actually  open.) 

The  average  power  must  in  turn  be  equal  to  the  product  of  the  aver- 
age voltage  induced  and  the  average  current.  The  current  can,  however, 
only  decrease,  making  its  average  value  small,  so  that  the  voltage  induced 
must  be  large. 

Suppoee  that  the  field  circuit  of  a  large  generator  has  5  henries  induc- 
•  mce,  and  that  its  current  of  10  amperes  is  opened  completely  in  0.05 
iccond.    The  average  induced  voltage  of  self-induction   will   then  be 

5X;r-x^  =  1000  volts.    The  energy  originally  stored  in  the  field  is,  from 
U.iJo 

5X10^ 
Eq.  (84),  — ^ —  =  250  joules,  which,  if  dissipated  in  0.05  second,  repre- 


Fia.  106. — During  the  first  short  time  interval  after 
the  switch  of  an  inductive  circuit  is  closed,  the 
current  rise  is  essentially  a  straight  line,  the  slope 
being  equal  to  E  L. 
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250 
sents  power  to  the  amount  of  tt-p^  =  5000  watts.    The  average  current  is 

10/2  =  5  amperes  and  the  product  of  1000  volts  and  5  amperes  is  again 
5000  watts. 

The  case  is  analogous  to  the  stopping  of  moving  bodies;  a  rifle  bullet, 
striking  a  steel  wall,  develops  great  force  and  great  power  for  a  fraction 
of  a  second. 

The  opening  of  circuits  containing  much  inductance,  as  the  fields  of 
generators,  motors,  etc.,  is  likely  to  cause  severe  burning  at  the  switch 

contacts,  but  the  real  danger  lies  in 
the    possibility   that   the  voltage  of 
self-induction   may   break  down  the 
insulation  between  the  coil  and  the 
frame  of  the  machine.    If  the  opening 
of  the  switch  induces  a  high  voltage 
across   the   ends    of   a  field  coil,  as 
diagrammatically  represented  in  Fig. 
Insulation    107,  this  high  voltagc  is  also  impressed 
on  the  path  WXYZ,  that  is,  across 
the  insulation  at  WX,  through  the 
steel  pole  of  the  machine,  XY,  and  the 
insulation    at    YZ.     By    puncturing 
the  insulation  at  both  WX  and  YZ 
Fig.   107.— If  a  field  circuit   is  opened  and  thus   "grounding"    the   coil  at 
quickly  the  high  voltage  of  self-induction  two  places,  current  may  flow  Over  the 
of  the  winding  is  likely  to  cause  rupture  ground  circuit,  and  the  energy  stored 


of  the  insulation  of  the  field  winding;  a 
breakdown  is  likely  to  occur  through 
the    insulation   to   the   frame    of   the 


in  the  field  may  be  thus  dissipated. 
Such  grounding  of  the  field  circuit 
machine  at  two  points,  such  as  across  may  be  dangerous  for  the  operator, 
W-XzxidZ-Y.  resulting  in  severe  shocks,  or  may 

even  make  the  machine  inoperative 
in  that  it  will  not  excite  itself  (as  will  appear  later  in  the  text). 

Incidentally,  if  a  voltmeter  is  connected  across  the  field  side  of  the 
switch,  to  measure  the  voltage  originally  impressed  on  the  coil,  say  110 
volts,  and  the  switch  is  opened,  the  voltage  of  self-induction  will  be 
impressed  on  the  voltmeter.  If  this  voltage  reaches  high  values,  even 
only  momentarily,  the  meter  will  be  injured  and  may  even  be  burnt 
out. 

92.  Field  Discharge  Switches. — In  order  to  guard  the  fields  of  machines 
against  puncture  of  their  insulation  when  the  field  circuit  is  opened, 
special  switches,  called  discharge  switches,  are  used.  The  action  of  these 
switches  is  diagrammatically  indicated  in  Fig.  108;  in  the  position  shown, 
current  flows  only  through  the  field  F,  but  before  the  blades  of  the  switch. 
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66,  part  company  with  the  main  jaws,  aa,  one  blade  makes  contact  with 
an  auxiliary  jaw,  c.  This  action  places  a  discharge  resistance,  R,  in 
parallel  with  Uie  field,  and,  in  this  position  of  the  switch,  current  from  the 
supply  continues  to  flow  through  the  field,  besides  flowing  through  the 
resistance.  PMrther  motion  of  the  switch  opens  the  contacts  between 
the  blades  and  the  main  jaws,  opening  the  line  but  leaving  the  discharge 
resistance  in  parallel  with  the  field.    The  energy  stored  in  the  field  is 


Fio.  108. 


Fig.  109. 


Fio 
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106. — A  common  method  of  lessening  the  chances  of  the  rupture  of  the  field- 
winding  insulation  is  to  open  the  field  circuit  by  a  specially  designed  switch,  such 
as  that  indicated  here;  before  the  field  is  disconnected  from  the  power  supply  a  re- 
sistance R  is  connected  across  the  field  circuit,  and  this  serves  to  keep  the  rate  of 
decay  of  the  current  to  reasonable  values. 

109. — A  common  type  of  the  switch  indicated  in  Fig.  108;  the  extra  clip,  for  con- 
necting the  field  discharge  resistance  across  the  field  winding  is  seen  on  the  upper 
blade. 


I 


thereby  dissipated  slowly  and  without  the  induction  of  high  voltages. 
A  common  form  of  field  discharge  switch  is  illustrated  in  Fig.  109. 
93.  Mutual    Induction. —  iMnwtJonof 

^  .  ,  ...  ImpTMaed  Voitag*  ft 

Consider  two  turns  of  wire  m  crowing  current 

close  proximity,   as   in   Fig. 

1 10.    If  an  increasing  current 

is  made  to  flow  in  turn   1, 

some  of  the  flux  set  up  will 

thread  turn  2  and  establish 

flux     interlinkages    with    it. 

Voltage   must   therefore   be 

induced  in  turn  2,  as  long  as 

its     flux      interlinkages     are  Fia.  110. — If  current  rises  in  one  circuit  in  prox- 

increasing,   and  this  voltage,       ""'^y  ^  another,  a  voltage  is  induced  in  the 

from  previous  reasoning,  will 

have  a  direction  as  shown, 

or  opposite  to  the  direction 

of   the    impressed   e.m.f.    in 

turn  1.    The  induced  voltage  in  turn  2  wiU  set  up  current  in  the  same 

direction  as  itself,  or  in  a  direction  opposite  to  that  of  the  current  in 


Direction  of 

Indaced  VolUga  ft 

IiMtoeed  Comat 


second,  by  the  change  of  flux  linking  the  second, 
this  flux  being  set  up  by  the  first  circuit.  If  tht 
second  circuit  Is  closed  a  current  will  flow  in  R, 
due  to  this  induced  voltage. 
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turn  1.  Hence,  the  induced  current  in  turn  2  sets  up  a  m.m.f.  in  the  oppo- 
site direction  to  that  due  to  the  current  in  turn  1;  but  inasmuch  as  it 
owes  its  existence  to  the  growing  field  due  to  the  current  in  turn  1,  it 
cannot  actually  overcome  the  flux  set  up  by  turn  1  and  set  up  a  flux  of 
its  own  in  the  opposite  direction;  the  action  of  this  m.m.f.  in  turn  2  is 
merely  to  decrease  the  amount  of  flux  from  turn  1,  which  links  turn  2. 
In  other  words,  the  effect  of  the  current  in  the  second  circuit  is  to  limit  the 
rapidity  of  the  increase  of  flux  through  itself,  the  flux  being  due  to  the 
current  in  circuit  1. 

If  the  current  in  turn  1  is  allowed  to  die  down,  the  decreasing  flux 

linking     turn     2    induces    a 
Doc?iScurre„t  voltagc  Ui  tum  2,  the  direc- 

,'-'      '><i;»****^^^^^^^*^^^>^    - -  ^^^^  ^^  which  is  obviously  as 

/o     /^^^v!^I-:^:^S^S^^^^r^-^^  N       shown  in  Fig.  111. 

''  1 1  \(y<^^  '**^^Nj)  3      \  '^^^   induced    current  in 

1  =°"   (r^>l  t^^]^      '^  ^^^^  ^  ^^  ^^^  *^^^  *^  ^^* 

\3S.    ^^^^^^^~-~-—-~^^^^Z^  3      /  up  a  field  in  the  same  direc- 

y^^^^^^^      _-— -r:^^^     "*    '''  ^^°^  ^^  ^^^  decreasing  field 

'^— ''      ^'"'^'''^^^'^'^'^^^  ^^•»-.'''  of    turn    1,    thereby    again 

'"induceJcllTnf  opposing  the  changc  taking 

Fig.  111. — If  the  current  in  the  first  circuit  de-      ^  „    '  .       , 

creases,  the  voltage  induced  in  the  second  will  Therefore,    if  two  Circuits 

be  in  the  opposite  direction  to  that  it  had  when      are    SO    placed    with    respect 
the  current  in  the  first  was  rising.  to  each  other  that  the  mag- 

netic field  due  to  current  in 
one  circuit  links  wholly  or  partly  with  the  other,  any  change  in  the 
strength  of  the  current  in  the  first  circuit  will  induce  in  the  second  circuit 
a  voltage  of  7nutual  induction.  If  the  second  circuit  is  closed,  this  voltage 
of  mutual  induction  sets  up  a  current  in  such  direction  in  the  second 
circuit  as  to  oppose  the  change  of  the  flux  linking  this  circuit.  This, 
again,  is  in  accord  with  Lenz's  law.  If  the  second  circuit  is  open,  it  off"ers 
no  reaction  to  the  establishment  of  a  field  by  the  first  circuit,  because 
no  current  can  flow  in  this  open  circuit  even  though  a  voltage  is  induced 
in  the  second  circuit;  it  is  only  by  current  flow  that  a  back  m.m.f.  is 
set  up. 

The  magnitude  of  the  e.m.f.  of  mutual  induction  depends  only  upon 
the  rate  of  change  of  the  flux  inter  linkages  of  the  second  circuit;  i.e., 


62  =  -, 


0JV2 


(85) 


where  62  is  the  voltage  of  mutual  induction  in  the  second  circuit; 

(t)m  is  the  mutual  flux  that  is  set  up,  linking  both  circuits; 
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N2  is  the  number  of  turns  in  the  second  circuit; 
and  /  is  time  in  seconds,  taken  for  the  flux  ^«  to  be  set  up. 

The  amount  of  flux  from  the  first  circuit  actually  linking  with  the 
second  circuit  will  depend  upon  the  relative  shapes  and  relative  positions 
of  the  two  circuits.  If  the  first  circuit  is  larger  than  the  second  (Fig. 
112a),  or  at  a  distance  from  the  second  (Fig.  1126),  only  a  small  portion 
of  the  flux  set  up  by  the  first  circuit  will  thread  the  second. 


r\  I 
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\  I       I 


\ 


(a) 
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Fig.  112. — The  value  of  the  mutual  induction  between  two  circuits  depends  upon  their 
relative  shapes  and  positions,  being  about  the  same  for  cases  a  and  b,  and  being  zero 
for  caae  c  shown  above. 

If  the  two  circuits  have  their  axes  at  right  angles  (Fig.  112c),  no  flux 
from  either  will  thread  the  other;  hence  there  is  no  mutual  induction 
between  them. 

94.  Unit  of  Mutual  Inductance. — Even  though  the  two  turns  considered 
before  are  brought  as  close  together  as  possible,  only  a  fraction  of  the  total 
flux  set  up  b}'  the  first  will  link  the  second;  some  of  the  primary  flux  will 
leak  past  the  second  turn.  We  may  write  then,  if  ^1  is  the  total  flux  set 
up  in  the  first  circuit, 

^«  =  A>i (86) 


where  K  Ls  a  constant  for  any  particular  circuit  and  position  of  the  two 
turns;  it  is  called  the  coefficient  of  coupling  of  the  two  circuits. 
Substituting  the  above  value  for  0«  in  Eq.  (85),  we  have 


«2  = 


Since  K  and  ^^2  are  constants  and  <t>i  is  proportional  to  the  current  ti, 
in  the  first  circuit,  we  may  further  write. 


K<t>}N2         tl  ;,^    t'l 


(87) 
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where 

^=^ (««) 

and  is  called  the  coefficient  of  mutual  induction,  or  mutual  inductance 
between  the  two  coils. 

In  this  analysis  also,  if  the  change  in  zi  or  <t>i,  is  not  uniform,  the  equa- 
tions must  be  expressed  in  the  form  of  increments;  thus,  instead  of  Eq. 
(87),  we  should  have 

e2  =  M  —-,  etc. 

The  henry  is  also  the  unit  of  mutual  inductance;  it  may  be  defined 
from  either  of  the  last  two  equations.  From  Eq.  (87),  we  find  that  two 
circuits  have  mutual  inductance  of  one  henry,  if  a  rate  of  change  of  one 
ampere  per  second  of  the  current  in  the  first,  or  inducing,  circuit,  generates 
one  volt  in  the  second  circuit;  from  Eq.  (88)  we  may  define  the  henry  as 
the  amount  of  mutual  inductance  possessed  by  two  circuits  when  one 
ampere  in  the  first  circuit  sets  up  10^  flux  interlinkages  in  the  second. 

It  is  to  be  noted  that  M  has  the  same  value  whichever  coil  is  treated 
as  primary;  that  is 

M  =  e2^  =  ei~ (89) 

All        At2 

in  which  62  is  the  voltage  induced  in  circuit  two  by  a  rate  of  change  of 

Ail 
current  -r-j  in  circuit  one  and  correspondingly  ei  is  the  voltage  induced  in 

circuit  one  by  a  rate  of  change  of  current  -r—  in  circuit  two. 
Also 

lO^n      10812' ^^"^ 

in  which  <f>'2  is  the  flux  set  up  through  circuit  two  by  a  current  ii  in  circuit 
one  and  correspondingly  0'i  is  the  flux  set  up  through  circuit  one  by  a 
current  of  12  in  circuit  two. 

95.  Currents  Due  to  Mutual  Induction. — The  exact  form  of  currents 
set  up  in  circuits  due  to  mutual  induction  with  other  circuits  in  which  the 
current  is  varying,  is  difficult  to  deduce  without  the  use  of  the  calculus,  but 
a  typical  case  is  shown  in  Fig.  113,  which  is  an  oscillogram  showing  the 
currents  in  two  circuits  coupled  by  mutual  induction.  A  continuous 
voltage  was  impressed  on  the  first  circuit,  while  the  second  was  short- 
circuited.  It  is  to  be  seen  that  when  the  current  in  the  primary  circuit 
rises,  a  negative  current  is  set  up  in  the  secondary,  and  when  the  current 
in  the  primary  decreases,  a  positive  current  is  set  up  in  the  secondary. 
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The  peculiar  form  of  decay  of  current  in  the  primary,  accompanied 
by  a  corresponding  peculiarity  in  the  form  of  the  secondary  current,  was 
due  to  arcing  at  the  switch  blades  when  the  primary  circuit  was  opened, 


Fig.  113. — The  form  of  the  current  due  to  induced  electromotive  forces  is  not  easy  to 
deduce  with  elementary  mathematics;  for  a  typical  case,  the  current  in  the  second 
circuit  due  to  rise  and  fall  of  the  current  in  the  6rst  was  as  shown  by  the  above  oscil- 
lofpram.     The  form  of  the  primary,  or  inducing  current,  is  also  shown  in  the  film. 

this  arcing  being  caused  by  the  self  and  mutual  inductances  of  the  two 
circuits. 

PROBLEMS 

L  A  conductor  10  inches  long  is  moved,  in  a  direction  perpendicular  to  its 
length, at  a  velocity  of  1200  feet  per  minute, through  a  magnetic  field  of  8000  gausses. 
How  many  abvolts  does  it  generate,  and  how  many  volts? 

2.  A  loop  of  one  turn  is  linked  with  10*  lines  of  flux;  the  flux  is  reduced  to  zero 
in  0.0123  second.     WTiat  is  the  average  induced  voltage? 

3'  The  inductance  of  a  certain  generator  field  is  40  henries.  The  current  in 
the  field  is  changed  from  1.25  amperes  to  0.87  ampere  in  0.0136  second.  Wliat  is 
the  induced  voltage? 

4.  With  a  current  of  7.24  amperes  through  860  turns,  the  reluctance  of  the 
magnetic  circuit  is  0.130  oersted.  When  the  current  increases  3  per  cent,  the 
reluctance  increases  1  per  cent.  The  current  increase  takes  place  at  the  rate  of 
18,000  amperes  p^"  second.  Wliat  is  the  average  induced  voltage,  and  what  is 
the  inductance  in  abhenries  and  henries  for  each  of  the  current  values? 

6.  A  coil  of  1000  turns  has  a  magnetic  circuit  of  18  sq.  cm.  cross-section.  With 
9  amperes,  the  doisity  is  14,500  gausses;  and  with  4  amperes,  it  is  10,000 
gftusses.    What  is  the  inductance  for  each  current? 

6.  In  the  above  problem,  the  current  change  takes  place  in  0.00146  second. 
What  is  the  average  induced  voltage? 

7.  From  the  equation, c«L—-,  what  is  the  average  inductance  of  the  circuit  of 

A/ 

Problem  6,  which  opposes  the  change  of  current?    ^Tiat  is  the  average  value  of  L 
of  thb«  circuit,  from  the  data  as  given  in  Problem  5?    Exj^in  the  difference. 
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8.  A  circuit  of  0.216  henry  and  a  resistance  of  4.63  ohms  are  connected  to  a 
battery  of  102  volts  and  1.63  ohms.  At  what  rate  does  the  current  start  to  rise 
immediately  after  the  switch  is  closed? 

9.  What  is  the  time  constant  of  the  above  circuit?  What  is  the  current  this 
number  of  seconds  after  closing  the  switch?  •  \  v 

10.  A  certain  110- volt  generator  field  circuit  has  an  inductance  of  12  henrieSi^ 
and  88  ohms  resistance.  How  long  does  it  take  for  the  current  to  reach  95  per  cehfr' 
of  its  final  value?    To  reach  99  p)er  cent?  -'  ' 

11.  The  current  in  the  above  circuit  is  reduced  to  zero,  from  full  value,  in  0.06,* 
second.    What  is  the  average  voltage  of  self-induction? 

12.  How  much  energy  is  stored  in  the  circuit  of  Problem  3  when  the  current 
is  1.25  amperes,  in  ergs,  joules,  and  ft.-lbs,?  If  the  current  is  reduced  to  zero- 
(by  opening  the  switch)  in  ^V  second,  what  is  the  average  power  exp)ended  in  the 
arc? 

13.  Two  circuits  are  magnetically  coupled  by  a  mutual  inductance  of  3.26 
henries.  If  the  current  in  one  circuit  changes  from  2.63  amperes  to  0.97  amj^ere 
in  0.0142  second,  what  voltage  is  induced  in  the  second  circuit? 

14.  A  coil  of  200  turns  of  wire  is  threaded  by  100,000  lines  of  force.  The 
exciting  current  is  halved  in  0.01  second.  What  is  the  average  induced  e.m.f.? 
If  the  original  exciting  current  is  5  amperes,  what  is  the  inductance  of  the  circuit? 

15.  The  core  of  a  certain  transformer  is  15  cm.  by  20  cm.  in  cross-section;  the 
winding  has  500  turns.  The  density  with  a  current  of  0.2  ampere,  is  5000  gausses. 
What  is  the  coefficient  of  self-induction,  and  what  is  the  average  induced  e.m.f.,  if 
the  current  is  reduced  to  zero  in  0.001  second? 


CHAPTER  VI 
CONTINUOUS-CURRENT  METERS 

96.  Classes  of  Meters. — The  quantities  generally  measured  by  con- 
tinuoiLs-current  meters  are  current,  voltage,  quantity  of  electricity,  and 
electrical  energ>'.  The  instruments  for  measuring  these  quantities  are, 
respectively,  anmieters,  voltmeters,  ampere-hour  meters  and  watt-hour 
meters.  The  first  two  are  generally  indicating  instruments,  and  the 
discussion  of  them  will  be  taken  up  first. 

In  addition  to  the  above-named  instruments,  the  electrical  engineer 
uses  several  other  types,  such  as  the  oscillograph,  megger,  etc.;  these  will 
be  taken  up  later. 

97.  Requirements  for  Indicating  Meters. — There  must  first  be  an 
actuating  force  which  is  proixjrtionul  to  the  quantity  to  be  measured. 
In  order  that  the  needle  or  pointer  may  come  to  rest  at  some  definite  point 
on  the  scale,  some  counter  or  restoring  force,  the  intensity  of  which  will 
increase  in  proportion  to  the  displacement  of  the  pointer,  must  be  pro- 
vided. Since  the  needle  or  pointer  must  move  over  a  scale,  bearings  of 
some  sort  are  necessary.  That  readings  may  easily  be  taken,  some  sort  of 
device  is  required  to  rapidl}'  damp  out  oscillations  of  the  needle;  the 
instrument  must  be  "  dead  beat."  A  uniform  scale  is  generally  desirable, 
but  is  not  alwajs  possible,  as  this  feature  depends  upon  the  variation  of 
the  actuating  force  with  the  quantity  to  be  measured.  In  some  types  of 
meters,  the  actuating  force  varies  as  the  square  of  the  current  or  voltage, 
as  the  case  nuiv  bo. 

98.  Actuating  Force. — Continuous-current  indicating  instruments 
obtain  their  actuating  forces  in  one  of  three  ways,  the  most  important 
being  that  employed  in  the  type  known  as  the  D'ArnoTwal,  in  which  a 
movable  coU,  carrying  a  current  proportional  to  the  quantity  to  be  meas- 
ured, is  placed  in  the  field  of  a  permanent  magnet.  In  the  movable-core 
type  of  CO.  instrument,  one  or  more  pieces  of  soft  iron  are  acto<l  upon  by 
the  electromagnetic  fiekl  of  a  coil  carrying  current  proportional  to  the 
quantity  to  be  measured.  In  the  third  type,  known  as  the  electro-dynamom- 
eter, the  force  l>etween  two  or  more  conductors  carrj'ing  current  is  util- 
ized. Instruments  are  generally  classified  according  to  their  actuating 
forces,  and  these  three  types  will  l)e  described  in  greater  detail  later. 
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99.  Restoring  Force. — As  restoring  or  counterbalancing  forces  are 
used:  (1)  the  resisting  force  of  a  spring;  (2)  the  attraction  of  gravity; 
(3)  the  torsion  of  some  filament.     The  first-named  is  most  frequently  used. 

100.  Damping  Devices. — The  means  employed  for  this  purpose  may 
be  either  the  attraction  of  currents,  induced  in  properly  placed  conductors 
by  motion  of  the  moving  element,  or  the  air  friction  of  a  suitable  fan  or 
vane. 

101.  D'Arsonval  Meters. — In  Fig.  114  are  shown  the  general  features 
of  this  type  of  meter.    A  rectangular  aluminum  frame,  on  which  is  wound 

a  coil  of  very  fine 
insulated  copper 
wire,  is  mounted 
between  the  poles 
of  a  permanent 
horse-shoe  magnet, 
these  poles  being  so 
shaped,  by  the  ad- 
dition of  soft-iron 
pole  pieces,  that 
the  clearance  be- 
tween the  coil  and 
the  pole  piece  faces 
is  constant.  Within 
the  coil  and  sup- 
ported by  a  brass 
plate  attached  to 
the  pole  pieces,  is 
a  soft  iron  cylinder, 
which  helps  to  com- 
plete the  magnetic 
circuit.  The  air 
gap  between  the 
cylinder  and  the 
pole  pieces,  within 
which  the  coil  moves,  is  thus  of  constant  length,  and  the  coil  can  move 
for  a  considerable  arc  in  a  radial  field  of  uniform  flux  density.  Two 
spiral  springs,  one  at  the  upper,  the  other  at  the  lower  end  of  the  shaft, 
furnish  both  the  restoring  force  and  a  means  of  current  connection  be- 
tween the  coil  and  the  external  circuit.  The  springs  are  so  arranged 
that  as  the  coil  is  deflected,  one  is  coiled  up  and  the  other  uncoiled, 
compensating  for  errors  due  to  elongation  brought  about  by  tem- 
perature changes.  The  moving  element  is  supported  at  both  top  and 
bottom  by  hardened  steel  pivots  turning  in  cup-shaped  jewels,  which 


Fig.  114. — This  cut  shows  the  construction  of  the  moving 
parts  of  a  modern  D'Arsonval  type  of  meter. 
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are  generally  white  sapphires.  The  pointer  is  made  of  very  thin  alu- 
minum tubing  and  is  balanced  by  small  counterweights. 

Since  the  turns  of  the  coil  are  in  a  uniform  magnetic  field,  when  cur- 
rent flows  through  it  a  force  results  which  is  directly  proportional  to  the 
current.  By  the  use  of  spiral  springs,  the  restoring  force  is  made  directly 
proportional  to  the  distortion,  and  a  uniform  scale  results. 

The  rectangular  aluminum  frame  on  wliich  the  coil  is  wound  serves 
also  as  the  dumping  device.    When  the  current  in  the  coil  changes,  the 


Fig.  115. — The  moving  system  of  a  meter  should  be  damped  sufficiently  so  that  it  over- 
shoots its  proper  position  only  a  small  amount,  coming  to  rest  with  not  more  than 
one  or  two  small  oscillations;  a  reasonable  amount  of  overshooting  is  shown  in 
the  above  figure. 

equality  between  the  actuating  and  restoring  forces  is  destroyed,  and 
the  coil  must  move  until  this  equality  is  again  restored.  U  the  moving 
element  is  very  light,  the  coil  moves  very  quickly;  in  any  case,  without  a 
suitable  damping  device,  it  would  overshoot  the  new  point  of  equilibrium, 
drop  back,  and  continue  to  oscillate  until  air  and  bearing  friction  brought 
it  to  rest.  Within  the  aluminum  frame  (on  which  the  coil  is  wound) 
eddy  currents  are  induced,  while  the  coil  is  moving.  The  direction  of 
these  currents  is  always  such  that,  reacting  w^ith  the  magnetic  field,  a 
force  is  produced  which  opposes  the  motion.  This  form  of  damping 
device  is  very  effective,  the  needle  coming  to  rest  with  only  one  or  two 
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oscillations,  as  indicated  in  Fig.  115.  Overdamping  is  never  desirable,  as 
it  is  apt  to  cause  sluggishness;  slight  underdamping  gives  opportunity 
to  observe  that  the  movement  of  the  needle  is  perfectly  free. 

The  moving  element  of  good  commercial  meters  of  the  D'Arsonval 
type  is  made  to  deflect  to  full  scale  value  with  a  current  of  about  0.015 
to  0.020  ampere  through  the  coil.  A  permanent  magnet  being  used,  the 
coil  will  move  in  a  desired  direction  only  when  the  current  flows  in  the 

right  direction.  If  the  current  is 
reversed,  the  direction  of  deflection 
will  be  in  the  opposite  direction, 
or  backwards.  Such  a  meter,  there- 
fore, has  polarity  and  cannot  be 
used  on  alternating  current  circuits. 
It  is  customary  to  indicate  the  polar- 
ity of  the  terminals  of  c.c.  meters  by 
a  plus  sign  on  the  proper  post. 

102.  Ammeters  and  Shunts. — In 
order  that  the  instrument  described 
above  may  be  used  as  an  ammeter 
to  measure  currents  greater  than, 
say,  0.020  ampere,  it  is  placed  in 
parallel  with  a  resistance,  known  iis 
a  shunt,  as  in  Fig.  116.  In  order 
that  the  meter  may  be  deflected  to 
full  scale  when  a  line  current,  I, 
flows  through  the  combination  of 
meter  and  shunt,  a  required  value  of 
current,  /«,  must  be  passed  through 
the  meter.  This  leaves  a  current,  7,;^ 
(equal  to  /  —  /„,),  to  flow  through 
the  shunt.  The  drop  in  potential 
across  the  shunt  is 


Fig.  116. —  When  a  D'Arsonval  type 
of  meter  is  used  as  an  ammeter,  con- 
nections are  so  made  that  only  a  small 
fraction  of  the  current  to  be  measured 
goes  through  the  moving  coil;  the 
moving  coil  is  connected  in  parallel 
with  a  low-resistance  shunt  which 
generally  carries  more  than  99  per 
cent  of  the  line  current. 


pressed  upon  the  meter, 


and    this    is    also    the    voltage    im- 
Hcnce,  the  resistance  of  the  meter  must   be 


Rm'= 


(91) 


In  the  best  types  of  D'Arsonval  meters,  the  drop  across  the  shunt, 
when  it  is  carrying  its  rated  current,  is  made  from  0.100  to  0.200  volt 
gr  frpm  100  to  200  millivolts.    Assuming  that  the  cuiTcnt  required  tP 


AMMI  rKl{.>  AM)  >iir\'TS  129 

cause  the  needk  to  gp  to  full-scale  di'flection  in  0.020  ampere,  when  100 
millivolts  arc  impressed  across  the  instrument,  the  resistance  of  the  meter 
together  with  the  leatls  must  then  lx»  0.1  0.02  or  5  ohms.  In  cheaper 
makes  of  meters  the  drop  acro-ss  the  shunt  is  about  50  to  60  millivolts. 
The  moving  coil,  although  wound  of  fine  wire,  has  a  resistance  usually 
lower  than  5  ohms,  but  in  order  to  bring  the  resistance  of  coil  and  leads 
to  exactly  5  ohms,  or  whatever  value  is  necessary,  sufficient  resistance 
is  put  in  series  with  the  coil,  as  is  shown  in  Fig.  1 16. 

If  the  meter  just  described  is  intended  to  be  used  as  a  10-ampere  am- 
meter, the  current  throu^  the  required  shunt  would  be  10—0.02=9.98 
amperes,  and  the  resi.stance  of  the  shunt,  to  give  a  drop  of  100  millivolts, 
would  l)e  0.100/9.98=0.01  ohms,  very  nearly. 

The  same  meter,  when  used  as  a  200-ampere  ammeter,  would  require 
a  shunt  with  a  resistance  of  0.100/199.98  or  0.0005  ohm,  approximately. 

The  meter  in  operation  really  reads  the  drop  across  the  shunt.  If 
the  line  current  is  one-half  the  value  for  which  the  shunt  is  rated,  and  its 
rated  current  gives  a  drop  of  say  100  millivolts,  the  drop  across  the  shunt 
is  50  millivolts,  and  only  0.01  ampere  passes  through  the  meter,  causing 
the  needle  to  stop  at  half-scale.  This  would  indicate  a  current  of  5  am- 
peres if  the  shunt  used  is  a  10-ampere  one,  or  100  amperes  for  the  shunt 
having  a  rating  of  200  amperes. 

The  meter  alone,  together  with  its  leads,  is  called  a  miUivoltmeter, 
and  it  is  thus  possible  to  use  a  miUivoltmeter  as  an  ammeter  of  any  range, 
provided  it  is  used  with  the  proper  shunt.  In  commercial  meters,  in 
smaller  ranges,  it  is  customary  to  place  the  shunt  inside  the  meter  case 
and  to  calibrate  the  scale  of  the  meter  in  amperes  direct.  Such  meters 
are  called  "  self-contained  "  and  are  made  for  as  high  as  500  amperes  by 
some  manufacturers.  To  make  the  supply  of  meters  as  flexible  as  pos- 
sible, it  is  frequently  the  practice  in  laboratories  to  have  all  shunts  separate 
from  the  meter.  Wherever  external  shunts  are  used,  however,  the  leads 
must  have  a  certain  resistance  to  make  the  meter  read  accurately. 

Shunts  are  usually  made  of  a  metal  the  resistance  of  which  does  not 
change  with  temperature  to  any  appreciable  degree,  such  as  manganin; 
for  large  values  of  current  these  shunts  become  very  large  and  bulky 
(Fig.  117). 

One  reason  for  using  100  millivolts  drop  or  higher  across  the  shunt  for 
the  best  millivoltmeters  is  that  the  change  in  resistance  (due  to  tem- 
perature variation)  of  the  copper  wire  used  on  the  moving  coil  can  be 
compensated.  The  adjusting  resistance  is  made  of  a  metal  with  nega- 
tive temperature  coefficient;  enough  metal  must  be  used  for  proper  com- 
pensation, and  the  increased  resistance  requires  the  use  of  high  drop 
across  the  shunt.  In  cheaper  instruments,  this  compensation  is  not 
added  to  the  meter. 
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103.  Voltmeters  and  Multipliers.— To  use  the  D'Arsonval  type  of 
meter  as  a  voltmeter,  it  is  only  necessary  to  place  in  series  with  the 
moving  element  a  high  resistance,  as  in  Fig.  118.  The  moving  coil  in 
voltmeters  is  usually  wound  with  more  turns,  and  is  of  finer  wire,  than 
that  used  in  millivoltmeters,  and  the  needle  will  therefore  go  to  fuU- 


FiG.  117. — Shunts  intended  to  carry  large  currents  must  be  suitably  designed;  to  pre- 
vent undue  heating,  with  resultant  error  in  the  meter  reading,  much  metal  must  be 
used  for  the  large  currents  and  a  liberal  amount  of  heat  radiating  surface  allowed. 


scale  deflection  with  smaller  currents;  a  value  of  about  0.01  ampere  is 
ordinarily  used.  The  resistance  of  the  coil  in  a  certain  reliable  make  of 
meters  is  about  150  ohms. 

To  draw  a  current  of  0.01  ampere  from  a  150-volt  source  of  potential, 
a  total  resistance  of  15,000  ohms  is  required.  If  the  resistance  of  the 
moving  coil  is  taken  as  150  ohms,  then  14,850  ohms  of  additional  resistance 
must  be  added  in  series,  as  shown  in  Fig.  118a.  This  series  resistance  is 
ordinarily  of  a  metal  having  a  zero  resistance-temperature  coefficient. 
The  scale  of  the  instrument  is  naturally  calibrated  in  volts,  the  current 
taken  (and  therefore  the  deflection)  being  proportional  to  the  voltage 
impressed. 

It  is  a  very  simple  matter  to  provide  a  number  of  different  ranges  on 
the  same  voltmeter.     If  a  75-volt  range  is  desired,  it  is  only  necessary  to 
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iMing  out  a  tap  from  tiic  total  resistance,  so  that  7350  ohms  are  added 
to  the  coil.  With  a  coil  resistance  of  150  ohms,  using  the  coil  alone,  a 
1  ..Vvolt  range  results.     (Fig.  1 186.) 
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Fig.  118. — When  a  D'.\r8onval  t>'pe  of  meter  is  used  for  a  voltmeter,  a  suitable  resist- 
ance must  be  used  in  series  with  the  moving  coil;  in  case  several  voltage  ranges 
are  to  be  obtained  with  the  same  meter,  suitable  taps  from  this  added  resistance 
are  brought  out  to  binding  poet«. 


If  a  voltmeter  is  to  be  used  for  higher  ranges  of  voltage  than  the  instru- 
ment was  built  for,  proper  external  resistances,  called  multipUers,  can  be 
used  in  series  with  the  meter  (Fig.  119).    For  the  case  considered,  if  an 
external  resistance  of  15,000  ohms  is  con- 
nected    in    series    with    the    meter,    the 
combination  of  meter   and   multiplier   is 
good  for  300  volts,   the  reading   of   the 
meter  being  multiplied  -by  2  to  get  the 
voltage  of  the  circuit. 

104.  Movable-core  Type  Meters. — To 
this  type  of  meters  belong  all  of  those  in 
which  the  acttiating  force  is  obtained  by 
the  action  of  a  coil  carrying  current,  on 
a  piece  of  soft  iron.  One  of  the  earliest 
types  is  shown  in  Fig.  120;  it  is  readily 
seen  that  the  current  magnetizes  the  soft 
iron  core  and  draws  it  into  the  coil.  The 
restoring  force  is  gravity.  The  force  draw- 
ing  in   the   core   is    proportional  to  the 

square  of  the  current  until  the  core  is  well  up  in  the  cofl,  when  it 
increases  with  the  current  less  rapidly;  doubling  the  current  doubles 
the  flux  through  the  iron  (provided  it  does  not  become  saturated) 
and  quadruples  the  force.  This  results  in  a  scale  of  imeven  divisions, 
which  is  objectionable,  the  divisions  for  low  values  of  current  being  gen- 
erally very  small.    Another  objection  to  the  type  illustrated  is  that  the 


Fig.  119. — In  case  a  single-range 
meter  is  to  be  used  for  voltages 
higher  than  its  rated  range,  a 
stiitable  external  resistance  may 
be  connected  in  series  with  it; 
this  resistance  must  be  able  to 
safely  carry  whatever  current  is 
required  to  give  full  scale  reading 
of  the  meter. 
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Fig.  120. — ^An  old-style  iron- vane  meter,  useful 
only  for  installation  on  a  switchboard;  such  an 
instrument  cannot  easily  be  made  portable. 


moving  parts  are  heavy,  resulting  in  objectionable  friction  in  the  sup- 
ports, and  also  making  an  instrument  which  it  is  difficult  to  damp. 
When  the  instrument  is  used  as  an  ammeter,  the  entire  current  to  be 
measured  is  passed  through  the  coil;  shunts  are  never  used  in  connection 
with  it.  The  actuating  force  is  independent  of  the  direction  of  the 
current,  so  that  these  instruments  do  not  possess  polarity. 

Modern  meters  employing 
this  principle  show  great  im- 
provement,   and   are  entirely 
satisfactory    except  for    their 
uneven  scales.     Although  the 
same   principle   is    used,    the 
method  of  application  is  such 
that  light  moving   parts  and 
excellent  damping  are  possible. 
However,    for  c.c.    purposes, 
meters     on    the     D'Arsonval 
principle  are  so  nearly  perfect 
and,   for   the   same  accuracy 
and  sensibility,  so  cheap,  that 
at   present  this  is  practically 
the  only  type  employed. 
Movable-core  type  instruments  are  extensively  employed  in  alternating- 
current  circuits,  simply  because  there  are  no  other  types  that  can  be  made 
at  moderate  cost.     The  forms  so  employed  will  be  discussed  in  the  section 
on  alternating-current  meters. 

106.  Electro-dynamometer  Meters. — As  noted  before,  the  principle 
of  operation  is  the  mutual  attraction  and  repulsion  between  circuits 
carrying  currents,  or  the  interaction  of  the  magnetic  fields  produced  by 
the  currents.  As  no  iron  is  employed,  the  action  is  called  electrodj'namic, 
instead  of  electromagnetic. 

The  principle  of  operation,  as  applied  in  a  voltmeter,  is  illustrated  in 
Fig.  121,  which  gives  a  sketch,  from  the  top,  of  a  meter  of  this  type.  Two 
stationary  coils  and  one  movable  coil,  all  of  many  turns  of  fine  wire,  are 
connected  in  series,  the  movable  coil  being  pivoted  to  rotate  between 
the  two  stationary  coils.  Current  flowing  through  the  three  coils  causes 
the  movable  coil  to  rotate  against  the  tension  of  springs,  its  extreme 
displacement  being  about  as  shown  in  broken  lines. 

Evidently,  since  the  force  between  the  coils  varies  as  the  current  squared, 
such  a  meter  will  also  have  an  uneven  scale.  To  set  up  forces  without 
the  use  of  iron  requires  comparatively  high  values  of  current,  resulting 
in  a  meter  which,  compared  to  those  utilizing  the  D'Arsonval  principle, 
rcc^uires  considerably  greater  power. 

It  will  readily  be  ai)preciated  that  it  is  almost  impossible  to  pass  any 
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but  ver>'  m\a\\  currents  through  the  moving  coil;  the  connections  to  the 
coil  can  only  Im*  of  the  lightest,  an<l  the  coil  itself  must  also  be  ver>'  light. 
The  use  of  this  principle  for  ix)rtiible  amnjeters  is  thus  impracticable  ex- 
cept where  small  currents  are  to  be  measure<l.  For  measuring  large  cur- 
rents with  meters  of  this  type,  suitable  shunts  are  sometimes  used,  so  that 
only  a  small  fraction  of  the  total  current  flows  through  the  movable  coil. 

For  lalxjratory  purposes,  it  can  be  used,  and  formerly  was  much 
employed  in  a  form  known  as  the  Siemens  dynamometer,  particularly 
to  measure  alternating  currents.  Its  form 
for  such  purposes  consisted  of  a  large 
rectangular,  or  circular,  stationary  coil  of 
several  turns  of  large  wire,  and  a  similar 
but  slightly  smaller  movable  coil,  moving 
within  the  former.  The  movable  coil 
was  suspended  by  a  helical  spring,  and 
contact  to  the  coil  was  made  by  having 
its  ends  dip  into  mercurj'  cups. 

For  portable  instruments,  the  electro- 
dynamometer  principle  is  used  at  present 
only  in  a.c.  voltmeters,  being  generally 
inferior  to  the  D'Arsonval.  However,  a 
type  of  electro-dynamometer  known  as 
the  Kelvin  balance  is  very  convenient 
for  laboratory  w^ork,  l)eing  used  to  com- 
pare alternating  currents  with  continuous 
currents,  that  Is,  as  a  transfer  instrument. 

106.  The  Watt-hour  Meter. — In  connection  with  the  supply  and 
sale  of  electric  energy,  a  meter  to  record  the  total  amount  of  energy  used 
is  necessary.  It  is  standard  commercial  practice  to  measure  electrical 
energy  in  kilowatt-hours,  the  kilowatt-hour  being  defined  as  the  total 
amount  of  energy  supplied  in  one  hour  to  a  circuit  in  which  the  average 
rate  at  which  the  energy  is  expended  is  1000  watts. 

A  watt-hour  meter  consists  essentially  of  (a)  a  small  electric  motor  as 
actuating  force,  the  torque  of  which  is  proportional  to  the  power  taken, 
(6)  a  brake  system,  so  constructed  that  the  retarding  force  is  propor- 
tional to  the  speed  of  the  motor  armature  spindle  to  which  it  is  attached, 
and  (c)  a  s>'stem  of  gears  with  graduated  dials  for  r^;istcring  the  number 
of  revolutions  of  the  spindle. 

When  the  speed  of  the  rotating  spindle  has  reached  a  constant  value, 
the  actuating  torque  must  be  exactly  equal  to  the  retarding  torque.  If 
the  driving  torque  of  the  motor  is  made  proportional  to  the  power  taken, 
and  the  retarding  torque  of  the  brake  system  is  proportional  to  the  speed 
of  rotation  of  the  spindle,  then  the  8i)eed  of  the  spindle  is  proportional 
to  the  actuating  torque  and  also  to  the  power. 


Fio.  121. — Top  view  of  a  djiiamom- 
eter  type  of  meter;  the  moving 
coil  is  pivo*ed  so  as  to  be  rotatable 
inside  of  the  two  fixed  coils.  The 
same  current  flows  through  both 
fixed  and  movable  coils  as  they  are 
connected  in  series. 
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If  speed  of  the  spindle  is  proportional  to  power,  each  revolution  rep- 
resents a  certain  number  of  watt-hours  passed  through  the  meter,  whether 
the  power  is  variable  or  steady,  so  that  the  total  number  of  revolutions  of 
the  shaft  during  a  given  interval  is  a  measure  of  the  total  energy  during 
the  interval. 

The  two  common  types  of  c.c.  watt-hour  meters  are  the  Thomson  or 
"  commutator,"  and  the  mercury  flotation,  the  former  being  more  gener- 
ally used. 

107.  Brake  System. — As  the  brake  system  of  all  modem  watt-hour 
meters  is  virtually  the  same,  it  will  be  taken  up  first.  An  aluminum  disc 
is  mounted  on  the  motor  armature  spindle  so  as  to  rotate  between  the 
poles  of  one  or  more  permanent  magnets.  The  rotating  disc  generates 
eddy  currents  within  itself  which,  reacting  with  the  magnets,  produce  a 
drag  on  the  disc.  The  strength  of  the  magnets  and  the  resistance  of  the 
eddy  current  paths  being  constant,  the  strength  of  the  eddj'^  currents,  and 
hence  the  force  between  them  and  the  field  of  the  magnets,  will  be  pro- 
portional to  the  speed.  Therefore,  the  drag  on  the  disc  is  directly  pro- 
portional to  the  speed. 

108.  Thomson,  or  Commutator,  Watt-hour  Meter. — In  this  type,  a 
motor  having  fields  and  an  armature  with  a  tiny  commutator  is  employed. 

The  field  coils,  of  low  resistance,  are  placed  in 
series  with  the  line  supplying  the  current;  no 
iron  being  used  in  the  construction  of  the  motor, 
their  flux  is  directly  proportional  to  the  current. 

The  armature  is  placed  directly  across  the 
line  and  its  current  (which  is  reduced  to  a  very 
low  value  by  the  use  of  a  high  series  resistance) 
is  then  directly  proportional  to  the  e.m.f.  of 
the  line.  The  torque  of  a  motor  being  propor- 
tional to  the  product  of  armature  current  and 
field  strength,  it  follows  that  the  actuating 
torque  of  the  meter  is  directly  proportional  to 
the  product  of  line  voltage  and  line  current,  or 
to  the  power  supplied  to  the  load. 

In  Fig.  122  is  shown  a  commercial  form  of  a 
Thomson  or  commutator  type  of  meter,  with  the 
cover  removed ;  in  Fig.  123,  the  circuits  of  such  a 
meter  are  shown  diagrammatically.  A  vertical  spindle,  S,  supported 
at  the  top  by  a  guide  bearing,  and  at  the  bottom  by  a  sapphire  or  diamond 
bearing,  carries  the  armature,  A ,  made  in  spherical  form  to  fit  closely  to 
the  fields,  and  the  aluminum  disc  D. 

The  main  field  coils,  FF,  are  in  series  and  carry  the  entire  current 
passing  through  the  meter.     The  armature,  or  potential,  circuit,  shown 


Fig.  122. — General  view 
of  the  most  common 
type  of  watt-hour  meter 
for  continuous  current 
circuits. 
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in  dottwl  lines,  starts  at  one  side  of  the  line,  and  passes  successively  through 
the  compensating  firfd  C,  the  armature,  and  a  fixed  high  resistance,  R, 
ending  on  the  other  side  of  the  line.  In  some  meters  all  the  necessary 
resistance  in  series  with  the  armature  is  contained  in  the  compensating 
field  and  no  extra  resistance,  R,  is  used. 

The  function  of  the  compensating  field  is  to  compensate  for  the  fric- 
tion of  the  main  Ijearings,  the  brushes  on  the  commutator,  and  the  gear 


Fio.  123. — Schematic  diagram  of  the  Thomson  watt-hour  meter,  showing  the  field  coils, 
P-F,  connected  in  series  with  the  load,  and  the  armature  circuit,  consisting  of  tlie 
armature,  .4,  compensating  winding,  C,  and  extra  resistance,  R,  connected  acroes 
the  line. 


train.  The  friction  is  reduced  to  a  minimum  by  using  an  extremely 
small  commutator  (about  ^  inch  in  diameter),  jewel  bearings  and  a  very 
light  gear  train.  The  material  used  in  the  commutator  is  generally 
pure  silver,  to  maintain  a  smooth  surface  and  prevent  oxidation,  and 
the  brushes  are  generally  silver-tipped  for  the  same  reasons. 

The  strength  of  the  compensating  field  is  not  adjustable,  but  its  effect 
on  the  armature  may  be  changed  by  varying  its  position  with  respeci  to 
the  armature;  enough  of  its  flux  is  made  to  pass  through  the  armature  to 
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create  sufficient  torque  to  just  balance  friction,  so  that  the  meter  is  just 
on  the  point  of  starting  at  no  load.  If  the  compensating  coil  is  too  close  to 
the  armature,  more  torque  than  necessary  results,  and  the  meter  tends  to 
"  creep,"  or  rotate  slowly,  without  any  load  current  through  its  fields, 
and  register  "  fast,"  or  too  high,  at  light  loads. 

As  the  load  on  the  meter  increases,  the  main  fields  become  stronger 
and  stronger,  and  the  effect  of  the  compensating  field  comparatively 
less  and  less.  In  order  to  control  the  speed  of  the  disc  for  loads  above 
10  per  cent,  the  position  of  the  permanent  magnets  is  changed.  If  they 
are  moved  out  from  the  center  of  the  disc,  the  speed  of  the  disc  will  decrease 
for  a  given  load,  for  the  same  rate  of  cutting  of  the  flux  from  the  per- 
manent magnets  can  now  be  maintained  with  the  lower  rotational  speed 
of  the  disc.  On  moving  the  magnets  in  toward  the  center  of  the  disc, 
the  latter  will  speed  up.  At  very  light  load,  the  effect  of  the  permanent 
magnets  is  insignificant  because  of  the  low  speed. 

The  resistance  of  the  armature  circuit  is  about  2500  ohms  for  110- 
volt  meters,  about  5000  ohms  for  220-volt  meters,  etc.  The  resistance 
of  the  armature  proper  is  about  1200  ohms  for  all  voltages,  so  that  the 
resistance  of  the  compensating  field  and  fixed  resistance,  R,  must  be  about 
1300  ohms  for  110-volt  meters,  3800  ohms  for  220-volt  meters,  etc. 

Customary  full-load  speeds  of  the  spindle  are  from  25  to  50  r.p.m.; 
with  such  low  speeds  and  weak  fields  (no  iron  is  used  in  the  motor)  the 
value  of  the  c.e.m.f.  generated  in  the  armature  is  insignificant,  the  entire 
voltage  impressed  being  used  up  as  IR  drop. 

In  small  watt-hour  meters  the  dials  read  directly  in  kilowatt-hours, 
while  in  larger  sizes  a  "  dial  "  constant,  always  clearly  indicated,  must  be 
applied  to  the  dial  reading  to  get  kilowatt-hours.^ 

109.  Mercury  Flotation  Watt-hour  Meter. — In  this  type  of  meter, 
advantage  is  taken  of  the  principle  of  Barlow's  wheel.  If  a  pivoted  disc 
is  placed  between  the  poles  of  a  magnet,  as  in  Fig.  124,  and  current  made 
to  pass  from  one  side  of  the  disc  to  the  other,  the  disc  will  rotate.  Study 
of  the  figure  will  readily  disclose  the  forces  causing  the  rotation. 

The  essentials  of  a  c.c.  watt-hour  meter  of  the  mercury  flotation  type 
are  shown  in  Fig.  125.  A  copper  disc,  D,  slotted  radially  to  prevent  the 
current  from  spreading  out  over  the  disc,  and  supported  on  a  spindle,  S, 
is  enclosed  in  an  appropriate  chamber,  C,  partially  filled  with  mercury. 
A  float,  F,  of  hard  wood  on  top  of  the  disc,  Z),  serves  to  give  the  moving 
system  just  a  little  excess  buoyancy,  causing  it  to  exert  a  slight  upward 
pressure  against  the  jewel  bearing,  B,  at  the  top.  A  guide  bearing  at  the 
bottom  serves  to  keep  the  spindle  in  alignment.  The  moving  system  of  a 
watt-hour  meter  of  the  mercury  flotation  type  is  shown  in  Fig.  126. 

'  For  information  on  the  testing  of  watt-hour  meters  see  Continuous-eurrent  Experi- 
ment XIV,  Volume  III. 
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Fia.  124. — The  principle  involved  in  Barlow's  wheel  is  the  same  as  that  employed  in  the 
mercurj'  flotation  type  of  watt-hour  meter. 
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Fio.  125. — Arrangement  of  the  essential  parts  of  a  mercury  incti  r;  tin-  tliermo-couple 
T,  in  used  for  the  light  load  adjustment  and  the  series  turns  i.W.  serve  to  over- 
come the  frirtional  cffert  of  the  mercurj-,  which,  of  course,  Increases  with  speetL 
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Current  is  led  in  and  out  of  the  mercury  chamber  by  means  of  the 
copper  lugs  L  (Fig.  125),  which  are  set  180°  apart.  The  path  of  the 
current  is  from  one  lug,  through  the  comparatively  high-resistance  mer- 
cury to  the  disc,  across  the  low-resistance  copper  disc  to  the  mercury  and 
out  from  the  other  lug. 

The  magnetic  circuit  of  the  meter  consists  of  the  U-shaped  piece,  F, 
built  up  of  steel  laminations  and  carrying  the  field  windings,  and  the 
circular  ring  A,  made  up  of  steel  ribbon. 

The  potential  circuit  of  the  meter  is  taken  from  the  line  terminals 

and,  in  most  mercury  flo- 
tation meters,  has  in  series 
with  its  winding,  PW,  the 
heating  element  of  a  small 
thermo-couple,  T.  The  load 
current  is  passed  through 
one  turn,  CW,  on  one  leg 
of  the  field  magnet,  through 
the  mercury  chamber  and 
disc,  and  around  another 
turn  on  the  other  leg  of 
the  magnet.  The  com- 
pounding action  given  by 
these  two  turns  is  desired 
to  overcome  the  fluid  fric- 
tion of  the  mercury,  which 
increases  with  the  speed  of 
the  disc. 
The  function  of  the  thermo-couple  is  in  connection  with  the  light 
load  adjustment  of  the  meter.  The  heat  produced  by  the  heating  ele- 
ment generates  an  e.m.f.  across  the  two  dissimilar  metals  of  the  couple 
and  causes  a  current  to  flow,  part  of  which  passes  from  the  point,  S, 
over  the  resistance  rod,  R,  and  slider,  Q,  to  the  copper  rod,  N,  returning 
to  M.  The  other  portion  of  the  current  flows  from  S,  through  the  disc 
in  the  same  direction  as  the  load  current,  and  returns  to  slider,  Q.  By 
adjusting  the  position  of  the  slider,  the  proper  amount  of  current  can  be 
sent  through  the  disc  to  provide  the  necessary  torque  to  overcome  fric- 
tion. When  the  slider  is  moved  to  the  right,  less  of  the  resistance  rod  is 
in  series  with  the  circuit  through  the  disc,  and  more  in  series  with  the 
local  circuit;  the  starting  torque  is  increased. 

The  damping  device,  consisting  of  an  aluminum  disc  rotating  between 
the  poles  of  permanent  magnets,  is  essentially  the  same  as  previously 
described. 

Mercury  watt-hour  meters  are  generally  operated  with  shunts,  the 


Fig  126. — ^A  view  of  the  moving  part  of  a  mercury 
flotation  type  of  meter;  there  are  no  windings 
or  commutator  to  get  out  of  order 
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full-load  drop  through  the  meter  being  quite  low.  Standard  meters  are 
built  for  10  amperes,  and  external  shunts  are  uiied  for  higher  ranges. 
The  resistance  of  the  potential  circuit  is  al)out  the  same  as  in  Thomson 
meters,  exct»pt  that  in  meters  below  130  volts  the  entire  resistance  is  put 
into  the  field  winding.  Extra  resistance  is  addod  in  s^tIos  for  higher 
voltages. 

A  \'iew  showing  the  actual  construction  of  a  typical  mercury  flotation 
watt-hour  meter  is  shown  in  Fig.  127. 


TomJBo* 

Typi  mi  NuaiW  PUt  . 

Fin    127. — A  tSangamo  watt-hour  meter,  which  is  of  the  mercury  flotation  type. 

110.  Ampere-hour  Meter. — The  ampere-hour  meter  is  used  to  measure 
quantity  of  electricity,  and  finds  its  application  in  the  present  wide  use 
of  storage  batteries  in  central  stations,  electric  vehicles,  submarine 
vessels,  lighting  equipments,  on  steam  railroad  cars,  etc.;  in  order  that 
storage  batteries  may  be  operated  to  the  best  advantage,  it  is  essential 
that  a  record  be  obtained  of  their  input  and  output. 

The  watt-hour  meter,  being  an  energy  meter,  measures  the  product  of 
voltage,  current,  and  time,  or  voltage  and  quantity;  in  the  ampere-hour 
meter,  quantity,  or  the  product  of  current  and  time,  is  measured.  In 
order  to  make  the  torque  of  the  motor  element  proportional  to  ciurent 
only,  a  constant  field  strength  is  necessary,  and  is  obtained  by  the  use 
of  permanent  magnets.  Any  c.c.  watt-hour  meter  may  be  transformed 
into  an  ampere-hour  meter  by  replacing  its  electromagnets  by  perma- 
nent magnets.  The  mercury  flotation  type  of  meter,  however,  has  proven 
itself  more  adaptable  for  use  in  ampere-hour  meters  and  is  most  gen- 
erally used. 
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The  essentials  of  an  ampere-hour  meter  of  the  mercury  flotation  type 
are  shown  in  Fig.  128.  It  will  be  seen  that  the  motor  element  is  the 
same  as  that  of  the  corresponding  type  of  watt-hour  meter,  except  that 
a  permanent  magnet,  instead  of  an  electromagnet,  is  used  to  provide 
the  flux.     Suitable  pole  shoes  (shown  hatched),  guide  the  flux  through 
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Fio.  128. — A  mercury  flotation  type  of  meter  using  i)ermanent  magnet  fields  is  suitable 

for  an  ampere-hour  meter. 


the  mercury  chamber,  C;   the  magnetic  circuit  is  again  completed  by  the 
circular  ring.  A,  made  up  of  steel  ribbon. 

Where  used  with  a  storage  battery,  the  ampere-hour  meter  runs  in 
one  direction  when  the  battery  is  charging;  on  discharge  of  the  battery 
the  current  naturally  reverses,  and  the  meter  will  run  in  the  opposite 
direction.  If  a  battery,  completely  discharged,  were  fully  charged  through 
the  meter,  this  would  register  the  entire  ampere-hours  put  in  and  if  the 
same  battery  is  now  fully  discharged  through  the  meter,  the  latter  should 
show  zero  charge  left  in  the  battery  at  the  end  of  discharge.    Since  only 
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60  to  90  per  cent  of  the  ampere-hours  put  into  a  battery  can  be  recovered 

on  discharge,  on  account  of  losses  within  the  battery,  the  meter,  in  order 

to  show  full  discharge,  must  run  faster  on  discharge  of  the  battery  than 

on  charge.    This  may  be  accomplished  in  several  ways,  one  of  the  simplest 

devices  for  the  purpose  being  a  pivoted  copper  vane  inmiersed  in  mercury, 

through  which  current  is  passed  by  suitable  lugs,  U .     The  container,  C, 

is  placed  below  the  poles,  P,  of  the  permanent  magnet  (Fig.  128),  so  as 

to  be  in  its  stray  field.     The  vane  is  electrically  placed  in  parallel  with  the 

moving  disc,  D,  so  as  to  shunt  off  a  portion  of  the  current  to  the  meter. 

When  current  flows  through  the  vane,  Y  (Fig.  129),  it  tends  to  rotate  one 

way  or  the  other  until  it 

comes  up  against  suitable  i     L' 

stops.    The  path   of  the 

current    is    then    always 

from  one  lug,  through   a 

greater  or  lesser  volume 

of  mercury,  to  the  vane, 

and  out  again  in  the  same 

way  from  the  other  lug. 

The   current  lugs  are  so 

placed  in  relation  to  th(^ 

vane  positions  that,  when 

charging    current    passes 

through    the    meter,    the 

vane  moves   nearest  the 

lugs  so  that  the  current 

must  pass  only   a   small 

distance  through  mercury. 

With  discharging  current, 

the   vane   moves   further 

from  the  lugs,  forcing  the 

current  to  pass  through  a  longer  mercury  path.    The  resistance  of  the 

vane  current  path  is  thus  greater  with  discliarging  current,  so  that  a 

greater  percentage  of  the  entire  meter  current  passes  through  the  disc, 

D,  and  causes  it  to  rotate  faster  than  on  charge,  when  more  of  the  meter 

current  is  shunted  off  through  the  vane. 

The  requirements  of  the  different  types  of  service  for  which  storage 
batteries  are  used  vary  widely,  and  ampere-hour  meters  are  built  with 
several  other  attachments,  such  as  contacts  which  start  a  battery  charg- 
ing or  discharging  at  predetermined  values  of  charge,  etc.;  resets,  which 
compensate  for  heavy  rates  of  discharge  or  periodic  overcharges,  etc.; 
devices  which  compensate  for  light  load  accurac>',  and  loss  of  charge 
when  a  battery  is  not  in  use.    A  complete  description  of  these  devices  is 
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Fio.  129. — When  an  amponvhour  motor  \&  used  in 
connection  with  storage  batteries  an  additional  vane, 
movaVile  in  a  mercury -filled  chamber,  is  used  to 
(•ompensate  for  the  difference  in  the  ampere-hours 
used  for  charging  and  those  available  for  disrharpe . 


142 


CONTINUOUS-CURRENT  METERS 


[Chap.  VI 


beyond  the  scope  of  this  text,  and  the  student  is  referred  to  the  bulletins 
of  the  various  manufacturers  for  further  information. 

111.  The  Megger. — The  function  of  insulation  in  electrical  machinery 
is,  of  course,  to  keep  the  current  in  the  right  path.  To  this  end  it  must 
t)ossess  dielectric  strength  against  breakdown  under  the  static  strain 
produced  by  voltage,  and  also  resistance  to  the  passage  of  leakage  cur- 
rents. If,  by  reason  of  moisture,  temperature  rise,  dirt,  etc.,  the  resist- 
ance of  the  insulation  is  much  decreased,  the  leakage  currents  will  become 
appreciable.  This  increase  will  result  in  further  rise  of  temperature  and 
possibly  charring,  which  further  decreases  the  resistance,  and,  the  effect 
being  cumulative,  a  complete  breakdown  of  the  insulation  may  result. 


(a)  (h) 

Fig.  130. — The  construction  and  connection  scheme  of  the  megger;    in  sketch  (a)  the 
system  of  moving  coils  is  shown  more  in  detail. 


It  is  therefore  advisable  that  measurements  of  the  resistance  of  the 
insulation  of  machines,  cables  and  other  apparatus,  be  taken  periodically 
to  determine  its  condition.  Such  measurements  should  precede  a  high- 
voltage  test  to  determine  the  dielectric  strength,  inasmuch  as  trouble 
which  can  easily  be  located  and  remedied  may  cause  breakdown  if  pres- 
ent while  high  voltage  is  applied. 

An  instrument  much  used  for  these  periodic  insulation  tests  is  the 
megger,  which  gives  direct  readings  of  resistance.  As  diagrammatically 
shown  in  Fig.  130,  it  consists  of  two  permanent  bar-magnets,  MM,  between 
the  poles  of  which,  at  one  end,  is  the  armature,  G,  oi  a  small  hand-driven 
generator,  while  at  the  other  end  is  the  moving  system  of  the  megger. 
The  latter  consists  of  three  coils.  A,  B,  and  B',  rigidly  fixed  together  and 
capable  of  freely  rotating  about  the  axis,  0.  No  restoring  or  controlling 
springs  are  used,  so  that  the  pointer  may  stand  anywhere  over  the  scale 
when  the  generator  is  not  being  driven.     It  will  be  seen  that  coil  B  slips 
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over  the  pole  tip  of  the  uppt^r  tnagnct  pole,  and  coils  B'  and  A  both  slip 
over  the  C-shapcd  piece  of  soft  iron. 

Coil  B  is  so  wound  that,  with  passage  of  current,  its  field  is  opposite 
to  that  of  the  magnet  pole;  a  force  is  then  developed  tending  to  force 
the  coil  off  the  pole  tip.  Coil  B'  is  similarly  wound  and,  with  passage 
of  current,  it  tends  to  set  itself  in  a  position  where  minimum  flux  from  the 
permanent  magnets  passes  through  it,  or  directly  opposite  the  gap  in  the 
C-shaped  piece  of  iron.  Coils  B  and  B\  therefore,  when  energized,  move 
the  pointer  counter-clockwise.  Coil  ^  is  so  wound  that  with  passage  of 
current  it  tends  to  move  in  a  clockwise  direction. 

There  are  two  circuits  in  the  megger,  the  potential  circuit  consisting 
of  tho  coil^  B  and  B',  and  the  resistance,  R,  in  sorios.  and  the  current  circuit 


r  u..  i>l. —  Till?  cul  shuwa  ilic  acluul  tuTangemeat  of  the  parts  of  the  megger. 


through  the  insulation  to  be  tested,  across  the  test  terminals,  the  resist- 
ance R'  and  coil  A. 

If  the  test  terminals  are  open  and  the  generator  driven,  current  flows 
through  coils  B  and  B'  and  they  set  themselves  as  described  above,  oppo- 
site the  gap  in  the  C-shaped  piece  of  iron  along  the  dotted  line.  This 
corresponds  to  infinite  resistance.  If  a  sample  of  insulation  of  suitably 
high  resistance  is  connect<?d  across  the  test  terminals,  current  from  the 
generator  will  flow  over  both  circuits;  that  through  coil  A  and  the  test 
insulation  causes  the  moving  element  to  move  clockwise,  while  the  current 
through  coils  B  and  B'  produces  a  torque  in  the  opposite  direction.  As 
the  moving  element  moves  clockwise,  the  coils  B  and  B',  moving  into  a 
stronger  field,  offer  an  increasingly  stronger  restraining  torque  until  the 
torque  due  to  cofl  A  is  balanced  and  the  needle  comes  to  rest  over  a  point 
on  the  calibrated  scale  which  correctly  indicates  the  value  of  the  resist- 
ance of  the  insulation  being  tested.    Short  circuit  of  the  test  terminals, 
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corresponding  to  zero  resistance,  causes  a  current  through  coil  A  great 
enough  to  overpower  the  torque  of  coils  B  and  B',  and  the  moving  element 
comes  to  rest  as  in  Fig.  130. 

Since  both  circuits  are  supplied  by  the  same  generator,  any  voltage 
change  in  the  latter  affects  both  circuits  in  the  same  proportion;  the  posi- 
tion of  the  pointer  is  therefore  independent  of  the  voltage  or  speed  of  the 
generator.  However,  for  testing  circuits  or  apparatus  containing  elec- 
trostatic capacity  such  as  cables,  machines  with  mica  insulation,  etc., 
it  is  advisable  that  the  generator  speed  be  constant;  variable  speed, 
causing  variable  voltage,  results  in  charging  and  discharging  currents,  so 


Fig.  132. — Tlic  arrangement  of  the  coil  aysteni  of  the  megger. 


that  the  readings  vary.  For  this  reason,  in  most  meggers,  the  armature 
and  crank  shafts  are  connected  through  a  special  friction  clutch;  for 
crank  speeds  above  a  definite  value  the  clutch  slips,  ensuring  constant 
armature  speed. 

A  view  showing  the  actual  construction  of  a  typical  megger  is  shown 
in  Fig.  131,  and  the  construction  of  the  coil  system  is  shown  in  Fig.  132. 

112.  The  Oscillograph. — This  is  an  instrument  which  permits  the 
observation  and  recording  of  the  forms  of  all  kinds  of  currents  and  voltages; 
it  has  probably  done  more  in  advancing  the  exact  study  of  electrical 
phenomena  than  any  other  piece  of  apparatus.    Photographic  records 
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of  wave  forms,  called  osciUograma,  will  be  freely  used  in  this  text  to  sub- 
stantiate theoretical  predictions. 

The  oscillop-aph,  as  ordinarily  made,  consists  essentially  of  a  two- 
strip  suspension,  mounted  in  a  magnetic  field,  about  as  indicated  in  Fig. 
133.     The  two  win's,  A~B,  really  form  two  sides  of  a  single-turn  loop, 

M    N 
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Fh-,.  1.13. — Elomontan'  .sketch  of  the  essential  part  of  the  Dudell  asrillograph  The 
mirn>r.  I).  oseiUates  if  alternating  current  is  sent  through  the  wire  siispen-sion 
A-D 
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Fia.  134. — Actual  vibrator  from  a  General  Electric  oscillograph.  The  two  ends  of 
the  one-turn  coil  are  connected  at  J-Ji.  That  part  of  the  coil  between  the  two 
ivory  bridges  is  the  real  vibrating  member,  the  mirror  being  fastoied  to  the  two 
wires  midway  between  the  bridges.  In  this  picture  one  side  of  the  coil  has  not 
yet  been  placed  in  its  sbts  in  the  bridges  and  the  mirror  is  not  yet  cemented  in 
place. 
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its  upper  ends  being  fastened  to  terminals  M-N,  and  its  lower  end  being 
taken  around  a  small  pulley  C,  which  holds  the  loop  tight  by  being  pulled 
downward  by  a  suitable  spring.  Across  the  loop,  at  its  middle  point,  is 
cemented  a  small  mirror  D.  The  plane  of  the  loop  is  parallel  to  the  mag- 
netic field  of  the  pole  pieces,  N-S. 

Current,  the  form  of  which  is  to  be  determined,  goes  down  one  wire 
and  up  the  other;  as  the  wires  are  very  light  and  flexible,  the  force  set  up 
moves  one  of  them  forward  and  the  other  backwards,  thus  producing  a 
rotation  of  mirror  D.  Provided  the  changes  in  current  are  not  too  rapid, 
the  position  of  the  mirror,  and  hence  that  of  a  beam  of  Hght  reflected 
from  the  mirror,  will  truthfully  follow  the  variations  of  current  through 


Fig.  135. — Showing  the  oscillograph  complete,  as  made  by  the  G.  E.  Co.  This  model 
contains  three  vibrator  systems,  so  that  three  records  can  be  taken  at  the  same 
time.  The  revolving  film  holder  fits  on  the  front  end,  where  the  ground  glass 
screen  is  shown  in  this  cut. 


the  strips.  Alternating  currents  (currents  which  periodically  reverse 
their  direction  of  flow)  may  be  accurately  photographed  if  the  frequency 
of  reversal  is  not  more  than  about  a  thousand  per  second. 

To  permit  such  rapid  movements,  the  mirror  is  necessarily  small; 
in  the  ordinary  form  of  oscillograph,  it  measures  one-hundredth  inch  wide 
and  six-hundredths  inch  high.  In  Fig.  134,  is  shown  a  photograph  of 
the  vibrator  of  a  General  Electric  oscillograph,  from  which  an  idea  of 
the  size  of  its  parts  may  be  gained.  Three  of  these  vibrators  are  gen- 
erally built  into  one  oscillograph;  the  mirrors  can  all  be  oriented  so  that 
their  light  beams  come  on  the  same  film,  and  thus  simultaneous  records 
of  three  voltages  or  currents  may  be  obtained.  In  Fig.  135,  is  shown  a 
general  view  of  an  oscillograph. 
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113.  Recording  Meters.— Meters  intended  to  keep  a  record  of  instan- 
taneous values  are  called  recording  meters.  Recording  ammeters,  volt- 
meters and  wattmeters  are  much  used  in  c.c.  station  work.  The  moving 
element  of  a  recording  meter  carries  a  pen  which  draws  a  curve  on  a  paper 
strip  which  is  fed  under  the  pen  by  suitable  clock  work.  A  very  fine  type 
of  recording  meter  is  shown  in  Fig.  136.  The  moving  element  is  a  kind 
of  magnetic  balance  which  carries  the  glass  pen  back  and  forth  over  the 
paper  strip  as  the  cum nt  through  the  instrument  varies. 


Fia.  136. — A  high-grade  recording  ammeter.     The  paper  record  winds  from  one  drum 
on  to  another,  being  long  enough  for  many  days'  use. 

The  records  from  such  meters  are  evidently  valuable  in  showing  the 
station  manager  how  tho  load  on  his  station  varies,  when  peak  load 
occurs  and  for  how  lonL^  <  ''.  The  records  of  a  recording  voltmeter 
show  how  faithfully  the  voltage  of  a  station  is  maintained  at  its  rated 
value.  In  ca.se  of  litigation  involving  the  o(>eration  of  the  station,  such 
records  are,  of  course,  invaluable. 


CHAPTER  VII 

PARTS  OF  A  DYNAMO-ELECTRIC  MACHINE— FUNCTION 
MATERIAL,  CONSTRUCTION 

114.  A  dynamo-electric  machine  is  a  machine  for  converting  mechan- 
ical energy  into  electrical  energy  or  vice  versa.  It  may  be  either  a  con- 
tinuous-current machine  or  an  alternating-current  machine.  In  this 
text  we  shall  deal  only  with  c.c.  (abbreviation  for  continuous  current) 
machines.  A  general  classification  of  the  parts  of  any  c.c.  dynamo-elec- 
tric machine,  together  with  their  functions,  may  be  made  as  follows: 

1.  Field  Frame;  consists  of  the  yoke,  poles  (and  pole  shoes  if  there 
are  any);  forms  part  of  the  magnetic  circuit,  carries  the  field  coils  and 
often  forms  the  support  for  the  bearings. 

2.  Armature  Core;  completes  the  magnetic  circuit  and  carries  the  con- 
ductors which  serve  to  generate  the  e.m.f.  (if  the  machine  is  a  generator) 
or  to  carry  the  current  by  which  torque  is  developed  (if  the  machine  is  a 
motor). 

3.  Commutator;  rectifies  the  alternating  voltages  induced  in  the  arma- 
ture conductors  and,  together  with  the  brushes,  forms  the  electrical  con- 
tact between  the  revolving  conductors  and  the  external  circuit. 

4.  Brushes  and  Brush  Rigging;  the  stationary  portion  for  making  a 
rubbing  contact  with  the  moving  surface  of  the  commutator. 

5.  Field  Windings;  set  up  the  flux  in  which  the  armature  conductors 
move. 

6.  Armature  Winding;  seat  of  the  generated  voltage  in  a  generator 
or  torque  in  a  motor. 

Each  of  these  will  be  taken  up  separately,  and  reasons  will  be  given 
for  the  different  forms  seen  on  various  commercial  machines,  and  for  the 
superiority  of  certain  materials  as  compared  to  others. 

115.  Field  Frame. — Figure  137  represents  the  magnetic  circuit  of  a 
simple  bipolar  machine,  and  Fig.  138  shows  the  magnetic  circuit  of  a  mul- 
tipolar machine.  By  the  term  field  frame  we  mean  that  part  of  the  mag- 
netic circuit  made  up  of  the  yoke  and  poles  (and  pole  shoes  if  there  are 
any).  In  continuous-current  machines,  that  part  of  the  magnetic  circuit 
constituting  the  field  frame  is  stationary  and  is  seen  to  be  the  part  that 
carries  the  field  coils  through  which  current  is  passed  to  produce  the 
magnetic  field.     Figure  139  shows  a  large  multipolar  machine;   the  field 
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frame  is  split  horizontally  and  the  upper  part  fitted  with  an  eye-bolt  for 
lifting,  to  facilitate  removal  of  the  armature. 

116.  Yoke. — According  to  present  practice,  the  yoke  is  either  a  cast- 
ing or,  as  in  the  case  of  many  small  machines  (less  than  5  h.p.),  is  made  of  a 
steel  plate  bent  into  the  form  of  a  cylinder,  with  the  butting  edges  welded 
together.  Cast  steel  is  preferred  to  cast  iron  because  of  its  higher  per- 
meability, which  allows  the  use  of  higher  flux  densities  than  are  practi- 
cable with  cast  iron;  because  of  this  fact  a  field  frame  of  steel,  to  carry 


Fio.  137. 


Fio.  138. 


Fia.  137. — The  general  form  of  the  magnetic  circuit  of  a  modem  bipolar  machine;  the 

yoke  is  double,  each  part, carrying  half  as  much  flux  as  the  pole  pieces  and  the 

armature. 
Fig.  138. — For  a  multipolar  machine  the  ring-shaped  yoke  is  used  as  in  the  bipolar; 

the  length  of  magnetic  path  in  a  multi[K>lar  machine  is  less  than  it  would  Ix?  in  a 

bipolar  machine  of  the  same  capacity. 


a  certain  magnetic  flux,  is  much  lighter  than  would  be  the  case  if  iron  were 
used. 

117.  Number  of  Poles. — The  nimilx»r  of  poles  of  a  machine  depends 
upon  its  capacity  and  the  speed  at  which  it  is  designed  to  operate.  Gen- 
erator speeds  are  largely  determined  by  the  type  of  prime  mover  to  be 
used,  and,  in  the  case  of  motors,  the  speed  is  determined  primarily  by  the 
speed  requirements  of  the  load  which  the  motor  is  to  serve. 

Machines  of  5  h.p.  capacity  and  less  generally  have  a  bipolar  frame, 
i.e.,  have  only  two-pole  pieces  (there  must  always  be  at  least  two);  for 
generators  or  motors  of  ordinary  .speeds,  above  10  h.p.  in  capacity,  the 
multipolar  form  of  field  frame  is  generally  used.  In  large  generators, 
driven  by  slow-speed  reciprocating  engines,  the  number  of  poles  may  be 
as  high  as  24  or  more.    With  the  introduction  of  the  high-speed  turbine 


150 


PARTS  OF  A  DYNAMO-ELECTRIC  MACHINE        [Chap.  VII 


in  place  of  the  low-speed  reciprocating  engine,  these  large  multipolar 
machines  are  being  replaced  by  direct-connected  machines  of  2,  4  and  6 


Fig.  139. — A  modern  multipolar  generator  of  several  hundred  kilowatts  capacity,  direct 
connected  to  a  steam  engine;  as  the  generator  is  revolving  the  armature  spider 
spokes  are  not  visible. 


Fig.  140. — The  modern  tendency  is  to  drive  all  generators  by  turbine,  instead  of  by 
reciprocating  engine;  by  the  use  of  reduction  gears  best  speeds  are  obtained  for 
both  generator  and  turbine.  In  this  cut  the  turbine  is  at  the  right,  the  gear  case 
is  in  the  center,  and  the  generator  at  the  left. 

poles.     More  recent  practice  couples  the  turbine  to  the  generator  through 
a  reducing  gear,  thereby  permitting  a  higher  turbine  speed  and  more 
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Fia.  141.— This  shows  the 
laminated  construction 
generally  used  for  6eld 
poles;  the  laminations, 
perhaps  ^  inch  thick, 
are  held  together  by 
several  rivet«  which  go 
through  the  laminations 
and  are  upset  in  the  thick 
end  plates. 


economical  use  of  the  steam.    Figure  140  represent  a  modern  turbine- 
driven  continuous-currrnt  generator  in  which  a  reducing  gear  is  used. 

118.  Material  for  Poles.— The  poles  them- 
selves are  not  cast  as  a  part  of  the  yoke 
except  in  the  case  of  small,  cheap  machines. 
In  discussing  the  design  of  field  coils  we  shall 
show  that  it  is  advantageous  to  keep  the 
crofls-section  of  the  pole  as  small  as  possible, 
and  this  makes  advisable  the  use  of  lami- 
nated iron,  because  of  its  relatively  high 
permeability.  Most  field  poles  are,  therefore, 
built  up  of  laminations,  each  about  iV  of  an 
inch  thick,  and  are  bolted  to  the  yoke. 
Figure  141  shoxs-s  this  construction. 

119.  Leakage  of  Magnetic  Flux. — The 
function  of  the  field  coils  and  field  frame  is 
to  produce  a  strong  magnetic  field  in  which 
the  armature  conductors  may  turn.  Now  all 
of  the  magnetic  lines  generated  by  the  field 
coils  will  not  pass  through  the  armature  core; 
part  of  them  will  go  by  various  so-calle<l 
leakage  paths  and  this  is  called  the  leakage  flux. 
In  Fig  142  is  shown  the  possible  distribution  of  the  leakage  flux  lx»tween 
two  poles  of  a  nmltipolar  generator.     The  normal  path  of  the  flux  is  shown 

by  the  full  lines,  and  the  dotted 
lines  show  some  of  the  leakage 
p.iths.  In  a  wel  l-designed 
machine,  the  proportion  of  leak- 
age flux  to  total  flux  is  kept 
low;  perhaps  it  may  be  20  per 
cent  on  a  small  machine. 

120.  Advantage  of  Multi- 
polar Frame. — The  rea.son  for 
using  a  multipolar,  instead  of 
a  bipolar,  field  frame  on  a 
large  machine,  may  be  seen 
from  an  examination  of  the 
length  of  the  magnetic  path  in 
two  machines  of  the  same  ca- 
pacity, one  bipolar  and  the  other  multipolar.  In  the  bipolar  machine 
a  much  longer  path  exists  than  in  the  multipolar,  and  the  longer  the 
magnetic  path  the  more  leakage  there  will  be;  also  a  larger  and  more 
r.vpensive  field  coil  Ls  required  for  the  machine  haxnng  the  long  magnetic 


Fir..  142.— Not  all  of  the  flux  set  up  by  the  field 
coils  goes  through  the  armature,  where  it  is 
supposed  to  go.  Flux  which  is  distributed  as 
indicated  by  the  dashed  lines  is  usetess;  it  is 
called  leakage  flux. 
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path.  Difficulties  from  armature  reaction  (explained  in  Chapter  VIII) 
occur  to  a  greater  extent  in  the  bipolar  machine  than  in  the  multipolar 
machine  of  the  same  capacity.  There  are  other  advantages  of  the 
multipolar  frame  which  cannot  be  discussed  here. 

121.  Pole  Shoes. — Nearly  all  machines  have  the  pole  pieces  fitted 
with  pole  shoes,  the  functions  of  which  are  to  increase  the  effective  area 
of  the  air  gap  and  to  hold  the  field  coils  in  place.  The  pole  shoes  are 
almost  always  laminated,  in  order  to  reduce  the  loss  and  heating  caused 

by  eddy  currents  set  up  in 
the  pole  faces  by  the  moving 
armature  teeth.  This  effect , 
will  be  further  considered 
later  on.  Even  when  solid 
poles  are  used,  the  pole 
shoes  themselves  are  usually 
separately  built  up  of  lami- 
nations and  bolted  to  the 
ends  of  the  poles  next  to 
the  armature.  When  lami- 
nated poles  are  used,  the 
pole  shoes  are  generally  made 
a  part  of  the  pole  itseK,  the 
laminations  of  which  the  pole 
is  built  up  being  so  shaped 
that  when  the  pole  is  assem- 
bled, the  lugs  on  the  lamina- 
tions form  a  pole  shoe.  This,  the  more  general  construction,  is  shown 
in  Fig.  143,  in  which  an  assembled  pole  is  shown. 

The  two  projections  on  such  a  pole  are  called  the  pole  tips;  that  one 
which  a  point  on  the  armature  first  comes  under  as  the  armature  revolves 
is  called  the  leading  pole  tip,  and  the  other  is  called  the  trailing  pole  tip. 
The  term  pole  tip  is  used  even  when  the  pole  has  no  shoe;  the  edges  of 
the  pole  itself  constitute  the  pole  tips  in  this  case. 

122.  Air  Gap.— One  of  the  functions  of  the  pole  shoe  is  to  increase 
the  effective  area  of  the  air  gap.  The  air  gap  (that  part  of  the  magnetic 
circuit  between  the  pole  face  and  armature  core)  constitutes  the  greater 
part  of  the  reluctance  of  the  magnetic  path;  in  actual  machines  the  air- 
gap  reluctance  constitutes  about  four-fifths  of  the  total  reluctance,  and 
therefore  four-fifths  of  the  magnetomotive  force  of  the  field  coil  is  used 
up  in  forcing  the  flux  through  the  air  gap.  By  lessening  the  reluctance 
of  the  gap  the  size  of  the  field  coil  may  be  much  reduced. 

Now  the  reluctance  of  the  air  gap  =  — j,  where  Z  =  the  length  of  the 


Fig.  143. — To  form  the  pole  shoe,  the  laminations 
are  so  formed  that  two  projecting  lugs  are  pro- 
vided at  the  pole  face;  this  pole  piece  happens 
to  be  for  the  revolving  field  structure  of  an  alter- 
nator, hence  the  convex  curvature  of  the  pole 
face. 
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air  gap  (paniUel  to  direction  of  magnetic  lines)  and  A  =  the  cro6»-«ectional 
area  of  the  air  gap.     For  air,  ^,  the  j)ermetibility,  is  equal  to  one. 

The  minimum  length  of  the  air  gap  being  fixed  from  consideration  of 
mechanical  clearance,  the  only  way  to  reduce  the  air-gap  reluctance  is  to 
increase  its  area  and  this  is  what  the  pole  shoe  does.  There  are  other 
factors  affecting  the  length  of  the  air  gap  Ix^ides  that  one  mentioned  here ; 
as  will  be  explained  later  the  armatun?  exerte  a  reaction  on  the  magnetic 
field  and  the  eflfect  of  this  armature  reaction  Is  much  exaggerated  if  the 
air  gap  is  not  of  sufficient  length.  This  armature  reaction  effect  is  really 
the  factor  controlling  the  length  of  air  gap.  On  some  high-speed  alter- 
nators, for  example,  the  air- 
gap  length  may  be  an  inch 
or  more,  and  evidently  me- 
cluinical  considerations  would 
not  necessitate  an  air  g;ip  of 
such  length. 

123.  Commutating  Poles. 
— Besides  the  main  [xjlos, 
most  modern  c.c.  machines 
have  another  set  of  polos 
which  are  very  narrow  com- 
pared to  the  main  poli^  and 
are  placed  midway  Ix^twern 
the  main  poles;  these  small 
poles  are  to  help  commu- 
tation and  are  called  90m- 
mukUing  poles  (or  sometimes 
interpoles).  A  machine 
equipped  with  commutating 
poles  is  shown  in  Fig.  144; 
the  extra  poles  are  seen  to 

be  very  narrow  in  comparison  with  the  main  poles. 

124.  Armature  Core. — As  piieviously  stated,  the  magnetic  circuit  of 
any  dynamo-electric  machine  may  be  considered  as  made  up  of  two  parts, 
one  of  which  moves  with  respect  to  the  other.  The  field  frame,  carrying 
the  field  windings,  has  already  been  discussed;  the  other  part  of  the 
magnetic  circuit  is  called  the  armature  core.  On  this  part  of  the  mag- 
netic circuit  are  placed  the  conductors  which  serve  to  generate  the  e.m.f. 
(if  the  machine  is  a  generator)  or  to  carry  the  current  by  which  torque 
is  developed  (if  the  machine  is  a  motor). 

The  armature  core  is  alwaj's  made  of  laminated  iron,  that  is,  the  core 
is  built  up  by  placing  on  the  shaft  a  number  of  thin  discs  of  iron  and 
clamping  them  tightly  together.    The  reason  for  making  an  armature 


Fig.  144  — Nearly  all  modem  machines  have  in 
addition  to  the  main  poles  a  set  of  narrow  poles 
situated  midway  between  the  main  poles;  they 
are  to  facilitate  commutation  and  are  called 
commutating  poles,  or  interpoles. 
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core  in  this  way,  evidently  much  more  difficult  and  expensive  than  if  a 
solid  piece  of  cast  steel  were  used,  will  now  be  considered. 

125.  Experiment  to  Show  the  Advantage  of  Laminating  the  Core. — 
Two  armature  cores,  of  exactly  the  same  dimensions,  were  made  for  an 
experimental  generator.  One  of  the  cores  was  of  solid  iron  and  the  other 
was  of  thin  iron  plates  clamped  together;  thin  paper  was  put  between  every 
other  plate.  Then  each  armatiu*e  core  was  in  turn  mounted  in  the  field 
of  the  experimental  generator  and  the  power  required  to  rotate  these  bare 
armature  cores  at  1200  r.p.m.,  with  a  certain  strength  of  magnetic  field, 
was  measured.  When  the  laminated  core  was  tested  it  was  found  that 
the  required  power  (excluding  friction)  was  9  watts;  the  core  was  left 
running  for  some  time,  but  it  remained  cool.  The  solid  core  was  then  sub- 
stituted for  the  laminated  one  and  the  power  consumption  was  350  watts; 
after  running  for  a  few  minutes  it  became  so  hot  that  it  had  to  be  stopped, 
for  fear  of  damaging  the  bearings.  From  this  simple  test  we  conclude  that 
a  solid  armature  core  cannot  be  used  in  dynamo-electric  machinery 
because,  first,  it  requires  so  much  power  merely  to  rotate  the  armature 
core  in  the  magnetic  field,  and  second,  the  heat  generated  in  the  rotating 
core  is  so  great  that  any  windings  on  the  armature  core  would  be  burned. 

126.  Losses  in  Armature  Core.  Hysteresis. — The  heat  generated 
in  any  piece  of  iron,  rotating  in  a  stationary  magnetic  field,  is  due  to  two 
effects,  namely,  hysteresis  and  eddy  currents.  It  is  evident  that  as  the 
armature  core  rotates  it  is  magnetized  first  in  one  direction  and  then  in 
the  opposite  direction,  as  a  point  on  the  core  moves  from  under  a  N  pole 
to  a  iS  pole.  In  Chapter  III  the  question  of  hysteresis  loss  in  a  piece  of 
iron  going  through  magnetic  reversals  was  explained.  There  is,  then, 
this  hysteresis  loss  in  an  armature  core,  and  this  loss  may  be  kept  small  by 
using,  for  the  core,  iron  that  has  a  very  narrow  hysteresis  loop,  such  as  a 
specially  treated  alloy  steel.  After  the  sheet  steel  has  been  punched  out 
in  proper  shapes  for  the  core  construction,  these  laminations  are  heated 
to  a  dull-red  heat  and  allowed  to  cool  slowly.  This  process,  called  anneal- 
ing, results  in  a  steel  having  a  very  narrow  hysteresis  loop. 

127.  Loss  Due  to  Eddy  Currents. — Eddy  cm-rents  (local  currents 
in  the  material  of  the  core  itself)  are  produced  in  the  rotating  armature 
core  because,  as  it  moves  through  the  magnetic  field,  an  e.m.f .  is  generated 
in  it  (any  conductor  moving  through  a  magnetic  field  so  as  to  cut  lines  of  force 
has  an  e.m.f.  induced  in  it);  the  direction  of  this  e.m.f.  is  parallel  to  the  shaft 
i.e.,  lengthwise  of  the  armature  core.  Under  a  N  pole  it  is  in  one  direc- 
tion and  under  a  *S  pole  in  the  opposite  direction.  As  the  soHd  iron  core 
may  be  considered  as  one  large  conductor  it  is  evident  that  these  e.m.fs. 
in  the  armature  core  will  cause  currents  to  circulate  in  the  core.  The 
direction  of  these  currents  is  shown  by  Fig.  145,  which  represents  a  section 
oi  the  core,  taken  parallel  to  the  shaft.      The  direction  of  the  e.m.f. 
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induced  in  the  core  is  shown  by  the  solid  arrows,  and  the  path  of  the  eddy 
ciirront  is  shown  by  the  path  formed  by  these  arrows  and  the  dotted  Hnes. 
128.  Reduction  of  Eddy-current  Loss  by  Laminating  the  Core. — 
Now,  if  the  core  is  nia<!e  of  two  pjirts,  insulated  from  one  another  as  in 
Fig.  146,  the  etldy  currents  will  liave  to  flow  in  two  separate  paths,  as 
shown.  The  resistance  of  each  of  these  patlis  is  about  twice  as  great  as 
the  resistance  of  the  one  path  in  the  solid  core,  because,  although  the  length 
of  the  eddy  current  path  in  Fig.  146  is  about  the  same  as  that  of  Fig.  145 
(more  nearly  true  as  thinner  laminations  are  considered)  the  cross-sectional 
area  of  the  path  is  about  one-half  as  great  as  that  of  the  solid  core. 
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Fio.  145. — If  the  armature  core  was  a  solid  cylindrical  piece  of  iron,  eddy  currents  would 
flow  in  the  revolving  core  as  indicated  here. 

Fio.  146. — By  building  the  core  of  a  lot  of  discs  the  heating  produced  by  the  eddy  cur- 
rents is  much  reduced;  the  loss  due  to  eddy  currents  varies  as  the  square  of  the 
thickneBB  of  the  laminations. 


The  e.m.f.  of  each  of  the  paths  in  Fig.  146  is  one-half  as  great  as  for 
the  path  of  Fig.  145,  hence,  each  eddy  current  of  Fig.  146  will  be  one- 
quarter  as  large  as  that  of  Fig.  145  (the  voltage  being  halved  and  the 
resistance  doubled).  The  PR  loss  of  each  path  of  Fig.  146  will  therefore 
be  one-eighth  as  great  as  that  for  Fig.  145,  but  as  there  are  two  eddy  cur- 
rents to  consider  in  Fig.  146  it  is  evident  that  the  eddy  current  loss  of 
Fig.  146  is  one-quarter  as  much  as  for  Fig.  145.  We  thus  arrive  at  the 
conclusion  that  the  eddy  current  loss  in  an  armature  core  varies  as  the  square 
of  the  thickness  of  the  lamination.  y"'"^^^ 

In  commercial  machines  the  laminations  are  generally (o^OHJA.  thick. 
The  laminations  may  be  insulated  from  one  another  on  large  machines 
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by  a  coat  of  insulating  paint  on  each  lamination;  on  small  machines  the 
oxide  coating,  formed  on  the  iron  sheet  while  it  is  being  annealed,  is  relied 
upon  for  insulation.  Sometimes  thin  paper  is  put  between  every  few 
laminations  to  increase  the  insulation. 

129.  Form  of  Laminations. — In  small  armatures  the  laminations  are 
solid  discs,  merely  having  a  hole  in  the  center  for  the  shaft.  In  multi- 
polar machines  it  is  unnecessary  to  use  solid  discs,  because  in  a  large  core 
made  up  of  solid  )aminations  there  would  be  more  iron  than  is  necessary 
for  the  magnetic  flux.     The  paths  of  the  flux  in  a  multipolar  machine  are 


Fig.  147. — For  large  machines  it  would  be  wasteful  to  use  solid  discs  for  building  up  the 
armature  core;  the  interior  of  the  core  would  carry  practically  no  flux.  For  this 
reason  the  discs  used  are  ring  shaped,  thus  making  the  core  a  hollow  cylinder. 


shown  in  Fig.  147.  It  is  seen  that  the  iron  inside  the  dotted  circle  is  useless 
as  far  as  the  magnetic  circuit  is  concerned. 

The  discs  for  large  machines,  therefore,  are  generally  made  ring-shaped; 
the  iron  which  is  punched  from  the  inside  of  the  disc  may  be  used  for  the 
armature  of  a  smaller  machine.  If  the  armature  is  very  large  (say  more 
than  2  feet  in  diameter)  the  rings  will  not  be  in  one  piece;  each  lamination 
will  be  made  up  of  several  pieces.  In  building  up  an  armature  core  of 
such  laminations,  they  are  so  assembled  that  the  joints  in  one  lamination 
do  not  come  opposite  those  in  the  adjacent  one. 

130.  Armature  Spider. — The  ring-shaped  armature  core  must  be 
fastened  to  the  shaft  in  some  way,  and  for  this  purpose  the  armature  spider 
is  used.  The  spider  generally  consists  of  a  cast-iron  hub,  through  which 
the  shaft  is  fitted,  and  from  which  radiates  a  set  of  spokes;  on  the  ends  of 
the  spokes  are  lugs  which  are  fastened  by  dovetailing  keys  to  the  inside 
of  the  armature  core.  The  armature  punchings  generally  have  dove- 
tailed slots  punched  on  their  inside  edge,  in  such  a  fashion  that  when  the 
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core  is  assembled  they  line  up  with  one  another  and  form  a  set  of  dove- 
tailed slots  in  the  inside  surface  of  the  armature  core,  itito  which  the  keys 
in  the  spider  fit. 

In  assembling  such  an  armature,  the  spider,  fittiti  with  keys  on  the 
lugs,  is  laid  horizontally  on  the  shop  floor  (see  Fig.  loo*.  Then  the  lam- 
inations, one  at  a  time,  are  slipped  over  these  keys  ull  the  way  around; 
when  a  complete  ring  of  laminations  have  l>ccn  placcKl,  the  next  layer  of 


Fig.  148. — An  armature  core,  completely  assembled  on  its  spider  and  shaft. 


laminations  is  put  on  in  a  similar  manner,  but  so  placed  that  the  two  rings 
"  break  joints,"  i.e.,  the  joints  between  plates  in  the  adjacent  layers  do 
not  come  opposite  one  another. 

An  armature  core,  assembled  on  its  spider  and  fitted  with  its  shaft,  is 
shown  in  Fig.  148.  This  core  is  used  in  the  construction  of  a  large  multi- 
polar continuous-current  machine. 

131.  Smooth  and  Slotted  Cores. — In  the  early  types  of  dynamo- 
electric  machines,  the  periphery  (outside  surface)  of  the  armature  core 
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was  smooth,  but  in  all  modern  machines  the  armature  core  is  toothed  (or 
slotted).  In  such  a  core  there  are  a  series  of  slots  in  the  outer  surface, 
running  parallel  to  the  direction  of  the  shaft.  These  slots  serve  to  hold 
the  armature  winding  safely  in  place  and  also  to  reduce  the  effective  length 
of  the  air  gap  of  the  machine. 

By  reference  to  Fig.  149  it  is  seen  that  in  the  smooth-core  armature 
the  minimum  length  of  air  gap  is  fixed  by  the  distance  required  for  mechan- 


oo  O  Oo  . 
Armature  core 


Fio.  149. — The  early  machines  had  smooth  cores,  the  winding  being  placed  on  the 
l)eriphery  and  held  in  place  by  binding  wires;  modern  machines  always  use  slotted 
cores,  the  windings  being  imbedded  in  the  slots. 

ical  clearance  between  the  armature  and  the  pole  face  plus  the  depth  of 
the  winding.  In  the  toothed  armature  the  minimum  length  of  the  air 
gap  is  determined  by  the  mechanical  clearance  distance  only;  as  the  arma- 
ture teeth  are  good  conductors  for  the  magnetic  lines,  the  distance  that 
most  of  the  magnetic  lines  have  to  go  through  air  is  that  between  the 
outside  of  the  teeth  and  the  inside  of  the  pole  face  only.  The  effective 
length  of  the  air  gap,  however,  is  somewhat  greater  than  the  minimum 
length;  it  depends  upon  the  depth  and  width  of  slots,  but  in  any  case 
is  much  less  than  it  would  be  for  a  smooth-core  armature. 


(a)  (6)  "  (c) 

Fig.  150. — Various  forms  of  teeth  and  slots;  that  shown  in  (a)  is  most  generally  used. 

132.  Shape  of  Slots. — The  shape  of  the  slot  is  generally  determined 
by  various  factors  in  the  design,  and  also,  to  some  extent,  by  the  kind  of 
winding  with  which  the  armature  is  to  be  fitted.  In  Fig.  150  are  shown 
representative  forms  of  slots,  that  in  (a)  being  known  as  an  open  slot 
with  parallel  walls,  and  those  in  (6)  and  (c)  as  semi-closed  slot^.  Prac- 
tically all  but  very  small  machines  have  open  slots,  the  particular  advan- 
tage of  this  type  being  that  formed  coils  (previously  bent  up  and  insulated) 
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can  easfly  be  inserted;  they  are  held  securely  in  the  slot  by  a  wooden 
wedge  driven  into  place,  as  shown  in  the  second  slot  of  (a).  (See  also 
Fig.  200.)  With  open  slots  there  are  usually  two  coil  sides  per  slot  in  the 
winding,  the  coil  sides  being  placed  in  the  slot  one  above  the  other,  as 
indicated  in  (a).  Several  partially  wound  armatures  with  open  slots  are 
shown  in  Fig.  151 ;  the  method  of  placing  the  coils  is  apparent. 


Fig.  1.51. — With  open  slots  h  w  comparatively  easy  to  wind  the  armatures;  the  coils, 
completely  formed,  can  be  pushed  into  the  slots  as  they  are  being  done  on  the 
armatures  in  this  picture. 


The  semi-closed  slot  has  the  advantage  of  affording  better  protection 
and  support  for  the  coils  than  does  the  open  slot;  also,  as  may  be  seen  by 
reference  to  Fig.  152,  the  eflfective  area  of  the  air  gap  is  much  larger  when 
a  semi-closed  slot  is  usetl.  This  decreases  the  magnetic  reluctance  of  the 
machine,  so  that  smaller  field  coils  may  be  used.  When  open  slots  are 
used,  the  effective  area  of  the  air  gap  (i.e.,  the  area  of  that  part  of  the  air 
gap  through  which  the  magnetic  field  goes)  is  not  much  more  than  the 
area  of  the  teeth  situated  under  a  pole  face,  as  seen  by  Fig.  152a.  When 
the  semi-closed  slot  is  used,  the  flux  utilizes  practically  all  of  the  area  of 
the  air  gap;  the  reluctance  of  the  gap  in  (a)  Fig.  152  is  much  greater  than 
that  of  (6). 

It  is  evident  that  a  formed  coil  could  not  be  forced  into  slot  (6)  cf 
Fig.  150  verj'  easily.  The  coil  may  be  fitted  into  such  a  slot  by  having 
it  only  partially  formed;  that  part  of  the  coil  which  is  to  be  inserte<l  intj 
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the  slot  is  left  untaped,  so  that  the  wires  forming  the  coil  can  be  separated 
and  pushed  into  the  slot  one  by  one.  This  is  generally  done  in  the  case 
of  small,  low-voltage  machines,  where  the  individual  conductors  of  the 
coil  are  wire  of  small  size  and  therefore  flexible.  It  could  not  be  done 
when  the  armature  conductors  are  large  and  stiff.  The  insulation  of 
such  a  coil  cannot  be  as  good  as  that  of  formed  coils  used  with  open  slots; 
this  will  be  evident  when  formed  coils  are  considered. 

An  armature  having  slots  of  the  shape  shown  in  (c)  Fig.  150,  may  be 
wound  with  a  completely  formed  coil  if  there  are  to  be  two  coil  sides  per 
slot  in  the  winding.  The  coils  lie  in  the  slot  side  by  side,  as  indicated. 
The  coil  marked  (2)  is  first  pushed  in  through  the  narrow  opening  in  the 
slot  and  then  pushed  to  the  right  to  make  way  for  coil  (1)  which  is  then 


Fig.  152. — A  core  with  partly  closed  slots  gives  a  larger  useful  area  to  the  air  gap,  as 
shown  by  the  flux  distribution  in  these  two  diagrams. 


put  in  place.     The  process  of  winding  an  armature  having  slots  of  this 
form  is,  however,  more  difficult  than  that  of  winding  one  with  open  slots. 

133.  Pole-face  Losses  Produced  by  Slotted  Cores. — With  the  tufting 
of  the  flux  opposite  the  teeth,  as  shown  in  Fig.  152a,  any  element  in  the 
pole  face  is  subjected  to  considerable  variation  in  its  flux  density,  as  the 
tufts  of  flux  move  across  the  pole  face.  Accordingly,  voltages  will  be 
induced  in  the  pole  faces  which  in  turn  set  up  eddy  currents,  as  repre- 
sented in  Fig.  153a,  by  the  dotted  lines.  Considering  such  an  element 
of  a  supposedly  solid  pole  face,  as  indicated  by  the  dotted  lines,  it  is 
evident  that  the  amount  of  flux  through  this  area  varies  periodically  as 
the  teeth  and  slots  alternately  go  by.  This  increase  and  decrease  in  flux 
will  produce  alternating  currents  having  a  frequency  equal  to  the  number 
of  teeth  passing  the  pole  face  per  second.  By  the  use  of  laminated  pole 
faces,  these  eddy  currents  are  confined  to  the  narrow  paths  available  in 
each  lamination,  as  suggested  by  Fig.  1536. 

In  addition  to  the  heat  generated  by  the  eddy  currents  in  the  pole 
faces,  there  is  also  a  small  amount  produced  by  hysteresis,  this  being 
caused  by  the  periodically  changing  flux  density. 

134.  Ventilation.— The  question  of  ventilation  of  electric  machinery 
will  be  taken  up  here  because  there  are  some  features  of  construction  of 
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the  armature  core  which  are  incorporated  in  the  design  with  the  idea  of 
keeping  the  armature  well  ventilated. 

One  of  the  factors  determining  the  capacity,  or  rating,  of  any  dynamo- 
electric  machine  is  the  safe  permissible  temperature  rise.  Suppose  we 
have  a  generator  which  the  manufacturers  have  given  a  rating  of  50  kw. 
and,  when  the  machine  is  testeil,  it  is  found  that  the  armature  becomes 
80  hot,  when  carrying  a  load  of  50  kw.,  that  there  is  likelihood  of  the 
insulation  on  the  armature  becoming  damaged.  It  is  evident  that  50  kw. 
is  more  load  than  the  machine  can  safely  carry  continuously,  and  we  say 
the  manufacturer  has  over-rated  the  generator.  As  we  know  the  heat  gen- 
erated in  the  armature  windings  will  be  less  if  the  load  is  less,  we  now  test 


Fia.  153. — If  the  pole  face  were  solid  it  would  have  large  eddy  currents  flowing  in  it, 
in  the  paths  shown  by  the  dashed  lines  in  (a);  by  laminating  the  pole  face  the  eddy 
current  paths  are  broken  up  and  the  heating  they  produce  is  much  diminished,  just 
as  it  is  in  the  armature  core.  Actually  the  poles  arc  of  thin  laminations  instead 
of  the  few  thick  ones  shown  (for  the  sake  of  simplicity)  in  (b). 

it  at  40  kw.  load  and,  after  running  at  this  load  for  a  sufficient  length  of 
time  to  have  reached  constant  temperature,  the  armature  is  fairly  cool — 
say  not  more  than  30°  C.  above  room  temperature. 

It  has  been  determined  by  the  standardization  committee  of  the 
American  Institute  of  Electrical  Engineers  that  for  ordinary  machines 
the  safe  maximum  temperature  allowable  in  the  armature  Is  from  90°  C. 
to  125**  C,  depending  upon  the  kind  of  insulation  used.  As  the  load  of 
40  kw.  causes  the  armature  temperature  to  reach  only  70**  C,  the  machine 
can  evidently  carry  more  loa<l  with  safety — and  as  50  kw.  load  overheated 
it,  the  safe  capacity  must  be  somewhere  between  40  kw.  and  50  kw. 

One  way  of  keeping  down  the  temperature  rise  of  a  machine  is  by  con- 
tinually forcing  cool  air  through  it,  thus  carrying  ofT  the  heat;  or  we  may 
say  that  the  temperature  of  the  machine  may  be  kept  down  by  properly 
ventilating  it.    Heat  is  generated  in  the  armature  core  by  the  hysteresis 
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and  eddy  currents  and  it  is  necessary  to  carry  off  this  heat  to  keep  down 
the  core  temperature.  For  this  purpose  ventilating  ducts  are  built  into 
the  armature  core.  As  the  laminations  are  being  assembled,  spacers 
are  introduced  about  every  3  inches  of  core.  These  spacers  are  placed 
radially,  so  that  air  passages,  about  i  inch  wide,  are  formed,  through  which 
air  can  circulate  from  the  inside  periphery  of  the  core  to  the  outside.  As 
the  armature  revolves,  cool  air  is  drawn  in  through  the  ends  of  the  core  by 
the  spider  and  is  thrown  by  centrifugal  force  through  these  ventilating 


Fig.  154. — Except  in  the  smallest  sizes,  armature  cores  are  so  assembled  that  air  ducts 
are  formed;  air  circulates  through  them  as  shown  here,  keeping  the  core  much 
cooler  than  it  would  otherwise  be. 


ducts  out  against  the  pole  faces,  etc.  Figure  154  shows  how  these  ducts 
are  placed  in  an  armature  core  and  the  paths  taken  by  the  air  as  it  passes 
through  them;  Fig.  155  shows  a  partially  assembled  core,  in  which  the 
air  ducts  may  be  seen  and  on  the  top  of  the  core  may  be  seen  one  of  the 
spacing  laminations  which  has  been  specially  formed  with  radial  ridges  in 
it  about  i  inch  high.  These  ridges  serve  to  properly  space  the  lamina- 
tions and  so  to  form  the  air  ducts  as  the  core  is  built  up. 

135.  Commutator — Function. — The  e.m.f.  generated  by  a  coil  of  wire 
as  it  rotates  in  a  magnetic  field  is  an  alternating  one,  i.e.,  the  e.m.f.  is 
first  in  one  direction  and  then  in  the  opposite  direction,  a  complete  reversal 
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taking  place  as  a  coil-side  moves  by  one  pair  of  poles.  Now,  even  if  an 
armature  winding  is  made  up  of  a  great  many  coils,  connected  together 
in  any  fashion  whatever,  the  e.m.f.  generated  in  this  winding  as  it  rotates 
in  the  magnetic  field  is  an  alternating  one,  and  if  the  ends  of  the  winding 
are  connected  to  insulated  rings  on  the  shaft,  and  brushes  bearing  on  the 
rings  connected  to  the  external  circuit,  the  e.m.f.  which  such  an  armature 
winding  impresses  on  the  external  circuit  is  an  alternating  one.  The  cur- 
rent which  would  flow  in  such  an  external  circuit  would  be  an  alternating 
current;  the  current  would  flow  through  the  circuit  in  one  direction  for  a 


Fig.  1.55. — T}»c  air  ducts  are  fcrmcd  by  specially  shaped  laminations;  the  corrugated 
laminse,  a  set  of  which  is  used  for  about  every  three  inches  length  of  the  core,  give 
proper  spaces  for  the  air  circulation  from  inside  to  outside  of  the  core. 


short  time,  would  stop  flowing  altogether,  and  would  then  reverse  and 
flow  in  the  opposite  direction,  etc.  Such  an  alternating  current  is  useful 
in  many  cla.sses  of  service;  but  for  many  other  classes  of  service,  such  as 
electroplating,  electric  railways,  etc.,  there  is  require<I  a  current  which 
runs  continuously  in  the  same  direction  through  the  circuit. 

The  current  through  a  circuit  will  not  be  continuously  in  one  tlirection 
(generally  called  a  continuous  current,  abbreviated  c.c,  or  direct  current, 
abbreviated  d.c.)  unless  the  machine  which  is  forcing  current  to  flow 
through  the  circuit  impresses  on  the  circuit  an  e.m.f.  which  continuously 
acts  in  one  direction. 

The  elementary  generator  having  slip  rings  and  bru.she8  connecting 
its  windings  to  the  external  circuit,  could  not  do  this.  The  commutator 
Is  a  device  which  serves  to  reverse  continually  the  connection  of  the 
armature  coils  to  the  external  circuit  so  that,  as  the  e.m.f.  in  the  coils 
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Vio.  156. — Cross-section  through  a  small  commutator  showing  how  the  spider  serves  to 

hold  the  copper  segments. 


Fio,  157. — A  completely  assembled  armature,  showing  the  commutator  in  place  and 
connected  to  the  armature  coils  by  the  radial  risers. 
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roverees,  the  connection  of  the  coils  to  this  external  circuit  reverses  also, 
thus  niaintaininj!  on  the  external  lino  a  uni-directional  e.m.f. 

136.  Construction  of  the  Commutator. — Tlie  function  and  action  of 
the  commutator  will  be  taken  up  in  detail  in  Chapter  VIII;  here  we  shall 
consider  only  the  mechanical  features  of  the  commutator.  It  consists 
eesentially  of  a  set  of  copper  bars  of  such  a  shape  that  when  assembled, 
they  form  a  hollow  cylinder.  As  they  are  assembled,  insulation  is  put 
Ijetween  adjacent  bars  so  that  every  bar  is  well  insulated  from  every 
other.  The  commutator  for  a  small  machine  is  shown  in  Fig.  156,  and 
Fig.  157  shows  an  assembled  commutator  connected  to  the  armature 
winding  of  a  large  railway  generator. 

In  taking  up  the  construction  of  the  commutator  we  shall  consider  the 
bars  themselves,  the  insulation  used  in  the  commutator,  and  the  commit 
tator  spider,  which  serves  to  clamp  the  bars  together  and  hold  them  on 
the  armature  shiift. 

137.  Form  of  Bars. — The  bars  themselves  are  always  made  of  copper, 
because  it  is  a  good  conductor,  is  easy  to  shape  properly,  and  wears 
well.     Generally,  these  bars  are 

stamped  from  copper  rods,  the    wit«»^^  win.  fl^[ 

cross-section   of  the  rods  being  ^"~ 

trapezoidal,  so  that  as  the  bars  ^^S*n  ^^n***  ^"^ 

are  assembled  side  by  side  they  Beann*  surface  for  BmA 

form  a  cylindrical  ring.  The  bar 
for  a  medium-sized  conunutator 
is  shown  in  Fig.  158.  The  end 
view,  in  (6),  Fig.  158,  shows  the  ^"^  ^^^ 

trapezoidal  form  of  the  bar;  the  ^°    158— In  large  commutators  riaere  are 
angle    between     the     two     sides       frequently  sweated   into  the  copper   bars; 
■   **  ,  these   serve  to  lacihtate  the  connection  of 

depends  upon  how  many  bars  are       ^j,^  ^-^^     ^^  ba^  themselves  are  trape- 

to  be  used   in   the   commutator.       loidal  in  shape  as  shown  in  (6),  so  as  to 
If  there  were  to  be  360  bars  in      build  up  compactly  into  a  cylindrical  form, 
the   complete    conunutator    this 

angle  would  be  about  1*';  if  there  were  to  be  720  bars  it  would  be  about 
one-half  of  a  degree,  etc. 

138.  Insulation. — As  the  bars  are  assembled,  sheets  of  insulation  must 
be  placed  between  every  bar  and  its  neighbor;  insulation  must  also  be  used 
on  the  ends  of  the  bar,  to  keep  it  from  contact  with  the  spider,  which 
clamps  the  bars  together.  For  the  insulation  between  bars  a  special 
grade  of  mica  is  alwa>'s  used;  a  grade  of  mica  must  be  employed  which 
has  about  the  same  wearing  qualities  as  the  copper  bar  itself.  If  the  mica 
should  be  too  tough  and  wear  away  more  slowly  than  the  copper,  high 
mica  would  result,  i.e.,  the  mica  insulation  would  soon  project  above  the 
copper  bars  and  would  cause  sparking  at  the  commutator,  due  to  impo^ 


^j;     ?  g 


166  PARTS  OF  A  DYNAMO-ELECTRIC  MACHINE        [Chap.  VII 

feet  brush  contact,  as  may  be  seen  in  Fig.  159a  (exaggerated).  In  more 
recent  practice,  the  mica  is  cut  away  about  iV  of  an  inch  below  the  sur- 
face of  the  commutator,  obviating  the  necessity  of  using  mica  of  definite 
wearing  quaHties;  such  an  "  under-cut  "  commutator  is  represented  in 
Fig.  1596. 

The  abiUty  of  mica  to  stand  high  temperature  without  deterioration 
makes  it  preferable  to  any  such  insulation  as  fiber,  oiled  cambric,  etc. 
These  substances  are  good  insulators  when  kept  cool  and  dry,  but  com- 
mutators frequently  become  very  hot  when  the  machine  is  operating, 


(a) 

Fig.  159. — In  (a)  is  shown  what  happens  when  the  mica  does  not  wear  away  fast 
enough;  in  (h)  is  shown  the  modern  practice  of  "under-cutting"  the  mica  to  ob- 
viate the  trouble  caused  by  the  "high"  mica  in  (a). 

and  also  sparking  is  likely  to  occur  where  the  brushes  bear  on  the  com- 
mutator; under  such  conditions  these  insulators  would  become  charred 
and  thus  spoiled  in  so  far  as  their  insulating  qualities  are  concerned. 

Where  the  spider  clamps  the  assembled  copper  bars,  the  bars  must  be 
insulated  from  the  spider.  Ring-shaped  pieces,  with  V-shaped  cross- 
section,  are  required  for  this  purpose.  As  mica  sheets  are  very  brittle 
and  could  not  be  bent  into  the  proper  shape  for  such  use,  micanite  is  gen- 
erally used.  This  is  made  by  cementing  very  thin,  small  sheets  of  mica 
together  by  some  such  flexible  binder  as  shellac.  The  thin  flakes  of  mica 
are  laid  in  the  bottom  of  a  tray  to  an  even  depth  (perhaps  one-sixteenth 
of  an  inch)  the  thin  shellac  poured  in  and  allowed  to  drain  off.  By  a 
proper  drying  and  compressing  process  a  flexible  sheet  of  micanite  is  ob- 
tained, which,  when  warmed,  may  be  formed  into  any  desired  shap)e. 

139.  Spider. — The  commutator  spider  is  made  of  cast  iron  in  two  or 
three  pieces.  The  assembly  view  of  a  small  commutator  is  shown  in  Fig. 
160.  The  spider,  shown  in  cross-section,  is  seen  to  consist  of  a  sleeve,  a, 
that  fits  on  the  armature  shaft,  a  loose  end  ring,  b,  and  the  lock  nut,  c. 
The  sleeve,  a,  is  pinned  to  the  shaft  when  the  commutator  has  been  placed 
in  its  proper  position.    The  micanite  rings  are  shown  at  d.    If  the  com- 
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mutator  has  been  properly  assembled  the  two  surfaces  marked  e  receive 
all  the  pressure  as  Uie  lock  nut,  c,  is  tightened;  in  this  way  the  lock  nut 
aorvoB  not  only  to  tighten  the  com- 
mutator bars  endwise,  but  also  to 
squeeze  them  tightly  together  side- 
wise  by  forcing  them  into  a  cylinder 
of  smaller  radius. 

140.  Number  of  Bars. — The  num- 
ber of  bars  to  be  used  in  a  commu- 
tator depends  principally  upon  the 
voltage  for  wliich  the  machine  is 
designed.  The  function  of  the  com- 
mutator is  to  change  the  alternating  ^w.  leO.-AasemWy  scheme  of  a  small 
,      ,    ^,  .  -1      i  commutator;  as  the  nut  c  is  tightened, 

e.m.f.  of    the    armature    coils    to   a      _„_    .     ,,    „  ^„,„  ^„  ..    „,_ 

pressure  snoukl  all  occur  on  the  sur- 

uni-dffectional  e.m.f.  on  the  external       f^ccs  e  so  that  the  bars  are  forced  into 
circuit.     If  too  few^  bars  are  used   in       a  compact  cylinder, 
the  conMnutator,  the  line  e.m.f.  will 

be  uni-directional  but  will  not  be  constant  in  value,  i.e.,  it  will  be  a  pul- 
sating e.m.f.  If  as  many  as  12  to  16  bars  are  used  between  brushes,  these 
pulsations  are  so  small  as  to  be  negligible.  This  may  be  seen  by  comparing 
Figs.  161  and  162.  Figure  161  is  an  oscillogram  of  the  e.m.f.  of  a  110- 
volt  generator  with  12  bars  between  brushes;  Fig.  162  shows  the  e.m.f.  of 
a  110-volt  generator  with  24  bars  l^etween  brushes.  The  oscillograms 
were  taken  with  both  machines  nmning  at  the  same  speed,  as  may 
be  seen  from  the  timing  wave,  the  parts  of  which  are  1/60  second 
apart. 

If  a  two-pole  machine  had  only  8  bars  in  its  conunutator,  the  amount 
of  variation  in  the  line  e.m.f.  would  be  about  4  per  cent;  hence,  this 
nimiber  of  bars  would  be  too  small  for  ordinary  use.  For  an  electroplating 
generator,  however,  the  pulsation  would  not  be  disadvantageous,  and 
plating  machines  generally  have  very  few  commutator  bars.  The  niunber 
of  bars  to  be  used  on  railway  generators,  lighting  generators,  etc.,  is  fixed 
by  the  rule  that  the  voltage  between  adjacent  bars  should  not  be  greater  than 
15  volts.  Now,  as  the  full  voltage  of  the  machine  exists  between 
adjacent  sets  of  brushes,  this  means  that  the  minimum  number  of  bars 

voltage  of  machine  ,        -     .      - ,       , 

■■ rs X  number  of  sets  of  brushes. 

15 

This  rule  is  only  approximate  for  many  reasons.  The  voltage  between 
adjacent  briLshes  is  not  distributed  uniformly  among  the  commutator 
bars  between  them.  Between  a  pair  of  adjacent  bars  on  the  conunu- 
tator, midway  between  two  sets  of  brushes,  the  e.m.f.  may  be  25  volts, 
and  at  the  same  time  two  bars  near  one  set  of  brushes  may  have  a  differ- 
ence in  voltage  of  only  one  or  two  volts.    The  above  formula  considers 
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only  the  average  voltage  between  bars  and  so  gives  the  ndnimurf?  number 
of  bars  that  should  be  used. 

141.  Effect  of  Using  too  Few  Bars. — Between  adjacent  bars  of  the 
commutator  the  mica  insulation  is  generally  about  0.02  inch  thick; 
such  a  thickness  of  mica  will  stand  a  pressure  of  perhaps  10,000  volts, 
so  that  the  limit  of  15  volts  per  bar  is  evidently  not  fixed  by  the  dielectric 


A    A    /-^     /: 
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FiG^  161. — If  a  machine  has  but  few  coils  and  commutator  bars  the  voltage  is  not 
constant,  but  has  noticeable  fluctuations,  called  commutation  ripples.  This  is  an 
oscillogram  of  the  voltage  of  a  smooth  core  machine  having  12  coils  in  series  between 
brushes,  generating  110  volts.  All  but  about  four  volts  was  balanced  out  by 
putting  a  storage  battery  in  series  with  the  armature,  before  connecting  it  to  the 
oscillograph. 

strength  of  the  mica.  The  difficulty  which  arises  if  the  voltage  per  bar 
gets  too  high  is  caused  by  current  leaking  over  the  surface  of  the  mica  insu- 
kUion.  The  surface  of  the  mica  becomes  soaked  with  oil,  and  if  this  oil 
carbonizes  it  becomes  a  fair  conductor.  Even  if  there  is  no  carbonized 
oil  on  the  surface  of  the  mica,  there  will  always  l)e  more  or  less  dust  rubbed 
into  it,  and  also  the  whole  surface  of  the  commutator  may  become  coated 
with  a  thin  layer  of  oil  and  dust.    If  the  voltage  per  bar  is  too  great  under 
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such  conditions,  current  leaks  over  the  surface  of  the  commutator  from 
one  brush  to  the  next  and  a  "  flash-over  "  may  occur;  i.e.,  a  short  circuit 
may  occur  between  a  pair  of  brushes,  the  short-circuit  current  following 
the  surface  of  the  revolving  commutator,  burning  brushes,  studs,  etc. 

142.  Brushes  and  Brush  Holders. — As  the  commutator,  to  which  the 
armaturo  coils  arr  attaclied,  nvolvo**  with  the  armature,  it  is  necessary 


I  '  >  .     vv:ive  is  taken  from  a  smooth  core  machine  having  24  ootb 

between  brui^ties.  'I  his  machine  was  generating  110  volts,  the  same  as  that  shown 
in  Fig.  161.  but  nnwt  of  this  voltage  was  balanre<i  out  by  storage  battery  as  for 
Fig.  161.  Notice  that  the  ripples  arc  twice  as  frequent  for  this  machine  as  for  that 
of  Fig.  161,  and  that  the  amount  of  fluctuation  u«  much  less  than  for  the  machine 
having  one-half  as  many  coils  and  commutator  bars. 


to  have  some  stationary  conductors  for  making  a  rubbing  contact  with 
the  moving  surface  of  the  commutator,  the  external  circuit  being  con- 
nected to  these  stationary  conductors.  Such  conductors  are  called 
brushes;  they  are  generally  made  of  carbon  blocks,  but  may  sometimes  be 
made  of  copper  leaves,  copper  gauze,  etc.  The  choice  Ijetween  copper  and 
carbon  depends  entirely  upon  the  voltage  for  which  the  machine  Is  designed 
A  low-voltage  machine,  such  as  is  used  in  electroplating,  must  be  equipped 
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with  copper  brushes;  carbon  brushes  would  not  serve  at  all.  For  ma- 
chines of  voltages  of  100  and  more,  carbon  brushes  must  always  be  used. 
The  reason  for  this  will  appear  later, 

143.  Contact  Area  and  Safe  Current-density  of  Brushes. — The  brushes 
and  commutator  form  a  moving  contact  surface,  across  which  all  of  the 
current  which  flows  from  the  armature  to  the  external  circuit  must  pass. 
To  keep  this  contact  surface  in  good  condition,  i.e.,  smooth  and  free  from 
dirt,  requires  more  care  than  any  other  task  connected  with  the  operation 
of  dynamo-electric  machinery.  The  area  of  the  brush  where  it  comes  in 
contact  with  the  commutator  surface  is  called  the  contact  area  of  the  brush. 

The  current  which  can  be  carried  safely  by  a  square  inch  of  contact 
area  depends  upon  the  two  materials  forming  the  contacting  surfaces. 


Fig.  163. — To  obtain  flexibility  in  a  carbon  brush  it  is  generally  made  up  of  several 
small  brushes,  independent  of  each  other,  and  having  its  own  spring  to  keep  it  in 
place. 

If  a  copper  brush  is  bearing  on  the  commutator  surface  and  the  brush 
has  1  square  inch  of  contact  area,  150  to  200  amperes  may  safely  be  car- 
ried from  the  commutator  by  the  brush;  if  the  brush  is  made  of  carbon 
and  has  1  square  inch  of  contact  area,  not  more  than  40-60  amperes  may 
be  safely  carried.  If  these  values  are  exceeded,  the  brush  and  commu- 
tator will  got  too  hot,  this  being  due  to  the  resistance  of  the  brush  contact, 
as  will  be  discussed  later. 

If  either  the  commutator  or  brush  surface  becomes  rough,  the  con- 
tact area  is  very  much  diminished.  If  a  piece  of  dirt  works  into  the  con- 
tact surface  of  a  brush  and  so  makes  a  projection  on  this  surface,  it  is 
evident  that  the  brush  will  touch  the  commutator  only  at  this  projecting 
place,  unless  the  brush  is  very  flexible. 

144.  Flexibility  of  Brushes. — A  brush  made  of  copper  leaves  or  wires 
is  very  flexible,  while  one  made  of  a  carbon  block  is  not  flexible  at  all. 
Therefore,  if  a  slight  projection  on  the  commutator  lifts  off  from  the  com- 
mutator one  part  of  a  copper-brush  contact  surface,  the  rest  of  the  brush 
may  stay  in  contact  with  the  commutator  owing  to  its  flexibility.  But 
if  one  corner  of  a  carbon  brush  is  lifted  from  the  commutator,  the  whole 
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brush   leaves   the   comniututur   surface   and   the   circuit   is    practically 
oponoci. 

If  the  machine  is  delivering  current  to  the  external  circuit  when  this 
happens,  sfmrking  will  occur  at  the  commutator  surface,  and  if  this  occurs 
for  any  length  of  time  the  surface  of  the  conunutator  Ixjcomes  so  roughened 
as  to  be  uns<^rviceable.  In  so  far  as  flexibility  is  concerned,  therefore, 
copper  is  preferable  to  carlx)n.  The  non-flexibility  of  the  carlx)n  brush 
is  partly  overcome  by  using,  instead  of  one  big  brush,  several  small  brushes, 
each  capable  of  movement  s(»paratelj'.    Then,  as  one  of  these  small 


Fio.  164. — To  lead  the  current  from  the  brush  to  the  brush  holder  a  flexible  cable  (called 
a  pig-tail)  is  generally  used.  This  is  firmly  imbedded  in  the  carbon  brush  on  one 
end  and  clamped  Securely  to  the  brush  holder  on  the  other. 

brushes  is  Ufted  from  the  commutator  accidentally,  no  open  circuit  is 
produced  because  the  rest  of  the  small  brushes  are  still  making  contact. 
Figure  163  illustrates  this  construction;  on  the  one  brush-holder  stud  there 
are  mounted  five  s<'parate  brushes,  each  of  which  is  free  to  move  by  itself. 
146.  Brush  Holders. — As  the  brush  (whether  copper  or  carbon) 
wears  away  with  u.se,  some  arrangement  must  be  made  to  feed  the  brush 
continually  toward  the  commutator,  so  that  the  proper  pressure  between 
the  brush  and  the  commutator  is  always  maintained.  The  device  by 
which  this  is  accomplished  is  called  the  brush  holder.  It  is  a  sort  of 
clamp,  through  which  the  brush  is  capable  of  motion,  and  is  mounted 
on  the  brush-holder  stud.  Thus  motion  of  the  brush  is  produced  by  a 
spring  fastened  tightly  on  one  end  to  the  brush  holder;  the  other  end  of 
the  spring  presses  directly  on  the  bmsh  itself.  There  may  be  several 
brush  holders  on  the  same  stud.  On  large  machines,  as  many  as  twelve 
or  more  may  be  used ;  there  are  seldom  less  than  two,  because  one  carbon 
brush  has  no  flexibility  and  sparking  is  likely  to  result  if  only  one  is  used. 
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In  order  that  there  may  be  good  electrical  contact  between  the  brush 
and  the  brush  holder,  and  also  to  prevent  the  carrying  of  current  by  the 
spring,  a  copper  pig-tail  is  used.  If  the  steel  spring  carries  too  much 
current  it  will  become  hot  and  lose  its  temper.  The  pig-tail  consists  of 
many  strands  of  fine  wire  braided  into  a  single  conductor,  which  is  firmly 
moulded  into  the  brush  at  one  end  or  clamped  thereon,  and  screwed  to 
the  brush  holder  at  the  other,  as  in  Fig.  164. 

146.  Number  of  Sets  of  Brushes. — There  must  be  at  least  two  brush- 
holder  studs,  one  at  which  the  current  leaves  the  machine  and  another 

at  which  it  enters.  With  the 
type  of  armature  winding  com- 
monly employed,  as  many  sets  of 
brushes  (i.e.,  groups  of  brushes 
on  the  same  stud)  are  required 
as  there  are  field  poles.  A  12- 
pole  generator  would  have  12 
brush-holder  studs,  mounted  rig- 
idly on  the  brush  yoke;  the  studs 
would  be  equally  spaced  on  the 
yoke  and  insulated  from  it; 
every  other  stud  would  be  con- 
nected together  and  the  two  sets 
of  studs  so  formed  would  be 
connected  to  the  two  terminals 
of  the  generator. 
In  Figs.   164  and  165  are  shown  two  types  of  brush  holders,  and 

Fig.    166  shows  the  complete   brush   rigging   of   a    small  four-pole    c.c. 

generator. 

147.  Superiority  of  Carbon  for  Brushes. — It  has  been  said  that  carbon 
brushes  are  used  on  all  machines  except  those  designed  for  electroplating, 
and  this  in  spite  of  the  fact  that  copper  is  a  better  conductor  than  carbon 
and  only  requires  about  one-quarter  as  much  contact  surface  for  a  given 
current.  There  are  two  important  reasons  why  carbon  is  preferred  to 
copper  for  brushes:  First,  the  mechanical  wear  on  the  commutator  is 
much  less  with  carbon  than  with  copper;  second,  it  is  practically  impos- 
sible to  obtain  sparkless  commutation  when  copper  brushes  are  used,  on 
any  but  low-voltage  machines. 

148.  Sparkless  Commutation. — The  commutation  is  said  to  be  spark- 
less,  or  "  black,"  when  no  sparking  takes  place  at  the  contact  surface 
between  the  brush  and  commutator.  It  is  very  important  that  sparkless 
commutation  be  obtained,  because  under  the  action  of  sparking  at  the 
brush  contact,  the  commutator  very  quickly  roughens,  which  makes  the 
sparking  worse,  and  so  the  machine  is  soon  rendered  unfit  for  service. 


Fig.  165. — Brushes  and  brush  holder  for  a 
railway  motor.  Because  of  the  small  space 
available  in  such  an  enclosed  motor,  the 
holder  is  more  compactly  designed  than 
is  that  shown  in  Fig.  164. 
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The  expknation  of  thb  effect  (i.e.,  sparking  produced  by  copper  brushes) 
will  be  t4)krn  up  in  a  later  chapter.  It  must  be  borne  in  mind  here,  how- 
ever, that  the  sparking  with  copper  brushes  is  not  due  to  such  causes  as 
rough  commutator,  etc.;  no  matter  how  smooth  the  commutator  may 
be,  or  how  well  fitted  the  brushes  may  be,  this  sparking  cannot  be 
oliminatcHl. 

149.  Pressure  of  Brushes. — The  springs  on  a  brush  holder  are  adjust- 
able, so  that  the  pressure  exerted  by  a  brush  on  tlic  commutator  may  be 


Fig.  lu. 


;iiig  fur  a  &iiu.il  four-pole  machine. 


varied  as  desired.  If  too  little  pressure  is  used,  the  contact  is  not  good, 
and  the  electrical  resistance  of  the  contact  becomes  high;  hence  the  PR 
loss  at  this  place  becomes  too  great  and  the  brush  will  overheat.  If 
too  much  pressure  is  exerted  by  the  brush  on  the  commutator,  the  power 
used  up  by  mechanical  friction  of  the  brushes  becomes  too  great,  and  the 
brushes  and  commutator  will  get  hot  from  this  cause,  it  has  been  found 
that  with  carbon  brushes  the  best  results  are  obtained  wIk u  the  springs 
are  adjusted  to  give  a  brush  pressure  of  about  1.4  pounds  ptT  square  inch 
of  contact  surfaw;    this  value  may,  however,  be  anj-where  between  1 
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pound  and  5  pounds,  depending  upon  the  quality  of  the  brush,  peripheral 
speed  of  the  commutator,  etc. 

150.  ResistpjQce  of  Brush  Contact. — The  resistance  of  the  contact 
surface  of  a  carbon  brush  and  commutator  is  a  variable  depending  upon 
the  current  density  at  the  contact  surface.  As  the  current  density  increases, 
the  resistance  decreases;  the  variation  of  the  resistance  with  the  current 
takes  place  in  such  a  manner  that  the  IR  drop  at  the  contact  surface  is  nearly 
constant,  and  not  dependent  upon  the  current.  While  this  IR  drop  is  slightly 
different  with  different  types  of  brushes  and  with  the  different  grades  of 
carbon  employed,  it  is  safe  to  assume  that  on  the  average  c.c.  machine, 
with  the  commutator  in  good  condition,  the  drop  is  about  one  volt  per 
brush  contact.  As  there  are  always  two  brush  contacts  in  series,  the  total 
brush  contact  resistance  drop  in  any  c.c.  machine  is  from  two  to  three  volts. 

151.  Brushes  on  Low-voltage  Machines. — It  is  because  of  this  contact 
resistance  drop  that  carbon  brushes  are  never  used  on  machines  of  very 
low  voltage.  We  shall  show  in  a  later  chapter  that  the  efficiency  of  any 
electric  generator  must  be  less  than  the  ratio  of  the  terminal  voltage  to 
the  generated  voltage. 

The  terminal  voltage  =  £"5- //?a,    ......     (92) 

where  Eg  =  the  generated  voltage  of  the  machine; 

I Ra  =  the  total  "  drop  "  in  the  armature  circuit  (always  greater  than 
the  brush-contact  resistance  drop) ; 


If  carbon  brushes  are  used  on  the  machine,  efficiency  is  less  than 

Ea-2 


Ea 


(93) 


Now,  if  Eg  is,  say,  6  volts,  the  efficiency  of  the  generator  would  have 
to  be  less  than  66  per  cent;  as  a  matter  of  fact,  it  would  probably  be 
about  40  per  cent.  On  higher-voltage  machines  this  drop  of  2  volts  at 
the  brush  contacts  is  not  such  an  important  factor  in  determining  the 
efficiency. 

152.  Field  Windings. — The  field  windings  of  a  dynamo-electric  machine 
serve  to  force  the  flux  through  the  whole  of  the  magnetic  circuit.  The 
field  coils  are  always  placed  on  the  poles;  the  m.m.f.  produced  by  these 
field  coils  must  be  sufficient  to  force  the  magnetic  flux  through  the  poles, 
yoke,  air  gaps,  and  armature  core.  If  the  length,  area,  and  B-H  curve 
of  each  portion  of  the  magnetic  circuit  are  known,  the  number  of  turns 
required  in  one  field  coil  and  the  current  necessary  can  easily  be  calcu- 
lated. 

153.  Magnetic  Field  Calculation. — The  method  used  for  calculating 
the  ampere  turns  required  to  set  up  a  given  total  flux  in  a  magnetic  cir- 


MAGNETIC  FIELD  CALCULATION 


175 


cult  has  already  been  given  in  section  52.  It  was  there  pointed  out  that 
the  practical  method  is  to  use  the  B-U  curve  instead  of  the  method 
involved  in  Exj.  (24). 

The  first  step  in  designing  the  magnetic  circuit  is  to  choose  suitable 
flux  densities  for  the  various  parts.  The  following  table  gives  the  limits 
for  the  values  generally  used  in  American  practice : 

TABLE  V 


Part 

Material 

Kilolines  per 

Square 

Inch 

Kilolines  per 

Square 
Centimeter 

Field  yoke 

Steel 

70-100 
35-  70 
70-100 
40-  70 
90-125 
60-  90 

10.8-15.5 

Field  yoke 

Cast  iron 

5.4-10.8 

Pole  core 

Steel.. 

10.8-15.5 

Air  f(ap 

Air 

6  2-10  8 

Armature  teeth 

Armature  core 

Steel  laminations 

Steel  laminations 

14  0-19  4 
9.3-14.0 

Let  us  consider  a  bipolar  field  frame  of  the  shape  given  in  Fig.  167. 
The  magnetic  circuit  consists  of  the  yoke,  two  poles,  two  air  gaps,  and  the 


'Airgmpt 


FlO. 


167. — An  old-faahioned  bipolar  field  frame,  showing  where  the  field  coils  were 

placed. 


armature  core,  all  in  series.  The  field  is  to  be  excited  by  two  coils,  shown 
in  section  at  A  and  B.  These  two  coils  give  m.m.fs.  which  act  in  the  same 
direction  on  the  magnetic  circuit.  We  shall  figure  the  ampere  turns 
required  for  the  whole  circuit  as  though  only  one  coil  were  to  be  used; 
one-half  this  number  will  be  the  proper  number  of  ampere  turns  per  coil. 
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The  B-H  curves  given  in  Fig.  49  (page  50)  are  to  be  used  in  this 
calculation;  these  curves  are  plotted  between  flux  density  and  ampere 
turns  per  centimeter  length  of  the  magnetic  materials  to  be  used. 

Suppose  the  necessary  flux  through  the  armature  core  is  1,600,000 
lines.  There  must  be  more  flux  than  this  through  the  poles  and  yoke, 
because  of  the  leakage  lines.  If  the  leakage  factor  is  taken  as  1.25,  the 
flux  through  the  yoke  and  poles  is  1,600,000X1.25  =  2,000,000  Knes. 

The  cross-sectional  area  of  the  different  parts  of  the  magnetic  circuit 
would  be  given.  The  average  length  of  the  magnetic  path  in  each  part 
may  be  estimated.  From  the  flux  and  cross-section,  the  density  in  each 
part  is  calculated,  and  then  from  the  magnetization  curves  the  ampere- 
turns  per  centimeter  are  obtained;  this  quantity,  multiplied  by  the  length 
of  path  in  that  part  of  the  circuit,  gives  the  required  ampere-turns  for 
that  part.  The  sum  of  the  ampere-turns  required  for  each  part  gives 
the  number  required  for  the  complete  magnetic  circuit,  and  one-half 
this  number  is  to  be  put  in  each  field  coil. 

The  number  of  ampere-turns  required  for  the  air  gaps  cannot  be 
obtained  from  the  curve  sheet,  but  is  easily  calculated  as  was  shown  on 
page  51. 

In  air,  B  =  H,  and  hence,  from  Eq.  (23). 


B  = 


and 


0.47riV7 

I       ' 


Bl 


OAtt 


(94) 
(95) 


The  ampere-turns  required  per  centimeter  of  air  gap  is  therefore  equal 
to  the  flux  density  in  the  air  gap  divided  by  0.4t,  or  multiplied  by  0.796. 
In  calculating  the  magnetic  circuit,  it  is  convenient  to  tabulate  the  data 
as  shown  below: 


Average 

Area 

Ampere- 

Length 

m 

Flux 

turns 

Ampere- 
turns 

Part 

Material 

in 

Square 

Flux 

Density 

per 

Centi- 

Centi- 

Centi- 

meters 

meters 

meter 

Yoke 

Cast  iron .... 

35 

350 

2,000,000 

5,720 

28 

980 

Poles 

Cast  steel .... 

30  each 

200 

2,000,000 

10,000 

6.5 

390 

Air  gap.. . . 
Armature.. 

Air 

0  2  each 

250 

1,600,000 
1,600,000 

6,400 
10,650 

5095 

2038 

Silicon  steel . . 

25 

150 

3 

75 

Total  ampere-turns  required 3483 

3483 
Ampere-turns  to  be  used  per  coil  = =  1742 
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We  shall  next  figure  the  necehsary  ain|)erc-turns  for  a  small  modern 
bipolar  machine  with  a  slotted  armature  and  double  yoke.  In  this  yoke  the 
flux  from  the  jxile  divides,  half  gtjing  one  way  and  half  the  other.  The 
flux,  in  going  tlirough  the  armature  teeth,  is  very  dense,  and  although  the 
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V\Q.  168. — Magnetization,  or  B-H,  curves,  for  the  two  materials  almost  universally 
used  in  modem  machines;  the  scales  are  given  in  English  units,  moet  American 
designers  using  English,  rather  than  motri'-  nultu  jn  their  work. 


length  of  path  is  small  it  is  better  to  figure  this  as  a  separate  part  of  the 

magnetic  circuit,  instead  of  treating  the  teeth  as  part  of  the  armature  core. 

Although  it  is  more  scientific  and  logical  to  deal  with  dimensions  in 

centimeters  and  densities  expressed  in  lines  per  square  centimeter,  it  is 
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the  custom  among  American  designers  to  work  in  inches  and  express 
densities  in  Unes  per  square  inch.  For  this  reason,  another  set  of  magneti- 
zation curves,  plotted  between  flux  density  in  lines  per  square  inch  and 
ampere-turns  per  inch  length,  is  given  in  Fig.  168;  for  the  problem  now 
to  be  considered,  we  shall  express  the  dimensions  in  inches  and  use  these 
curves. 

A  diagram  of  the  magnetic  circuit  to  be  used  is  given  in  Fig.  169  show- 
ing the  location  of  the  field  coils,  leakage  lines,  etc.  The  poles  are  made  of 
laminated  st^el  and  are  bolted  to  the  cast-steel  yoke.    The  area  of  the 


Fig.  169. — Cross-section  of  the  essential  parts  of  a  modern  bipolar  machine,  showing  the 
paths  of  the  leakage  flux  in  the  dashed  lines. 


teeth  is  taken  as  being  approximately  equal  to  the  cross-sectional  area  of 
as  many  teeth  as  lie  under  the  pole  face.  Practically  all  the  flux  leaving 
the  pole  face  crowds  into  the  teeth,  very  little  of  it  going  down  to  the 
armature  core  by  the  slots.  Although  incorrect,  we  shall  consider  the 
area  of  the  air  gap  as  equal  to  that  of  the  pole  face;  the  useful  area  is 
actually  somewhat  less,  owing  to  the  effect  of  the  slots. 

The  leakage  factor  for  the  machine  is  assumed  to  be  1.15;  if  the 
required  armature  flux  is  1,200,000  lines,  the  flux  through  the  poles  and 
yoke  is  then  1,380,000  lines. 
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To  determine  the  ampere-turas  required  per  inch  of  air  gap,  Eq.  94  may 
be  converted;  since  B==  B'  (2.54)*  and  1  =  1' X2M,  where  B'  is  in  lines  per 
square  inch  and  T  is  in  inches  we  have 


OAwNI 


and 


0.4tX2.54 


=  0.313jBT (96) 


The  ampere-turns  required  per  inch  of  air  gap  is  therefore  equal  to 
the  flux  density  in  lines  per  square  inch  multiplied  by  0.313. 

Tabulating  our  data  as  before,  and  using  the  magnetization  curves, 
of  Fig.  168,  we  have: 


Part 

Material 

Length 

in 
Inches 

Area 

in 
Square 
Inches 

Flux 

Flux 
Density 

Ampere- 
turns 
per 
Inch 

Ampere- 
turns 

Armature 

core.  .  .  . 
Teeth 

Air  Rap... 
Poles 

Yoke 

Commercial 
sheet  steel .  . 

Commercial 
sheet  steel . . 

Air    .... 

6  0 

0  5  on 

each  side 

0  1  each 

4  each 
20 

19 

12 
20 

14 
lOeach 

1,200,000 

1,200,000 
1,200,000 

1,380,000 
1,380,000 

63,160 

100,000 
60,000 

98,570 
69,000 

9 

66 
18,780 

60 
20 

54 

66 
3756 

Commercial 

sheet  steel . . 
Cast  steel  — 

480 
400 

Total  ampere-turns  required 4756 

4756 
AmiMjre-tums  jxjr  pole—  ——■» 2378 

4t 


We  shall  next  figure  the  necessary  ampcrc-turns  for  a  modern  300  kw., 
6-pole  generator,  which  is  to  furnish  275  volts  when  running  at  900  r.p.m. 
A  diagram  of  its  magnetic  circuit  is  given  in  Fig.  170,  from  which  it  will 
be  seen  that  the  pole  flux  divides,  one-half  going  each  way  in  both  the  yoke 
and  the  armature  core.  As  any  one  complete  magnetic  circuit  involves  a 
pair  of  poles,  we  shall  determine  the  ampere-turns  required  per  pair  of 
poles.  The  leakage  factor  for  the  machine  is  taken  as  1.18;  if  the  required 
air-gap  flux  is  8,800,000  lines,  the  flux  through  the  poles  and  yoke  is  then 
10,400,000  lines. 
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-»r556»^ 


Length  of  Armature,  over  all  13.75" 

,  effective  10.8^^ 

..  Pole,  along  shaft  13.5 
Total  Slots         108. 

Fig.  170. — Giving  the  essential  dimensions  of  the  magnetic  circuits  of  a  modem  multi- 
polar machine;  this  is  the  kind  of  a  sketch  the  designer  works  from. 


Tabulating  our  data  as  before,  we  have: 


Part 

Material 

Length 

in 
Inches 

Area 

in 

Square 

Inches 

Flux 

Flux 
Density 

Ampere- 
turns 
per 
Inch 

Ampere- 
turns 

Armature 

core. .  .  . 
Teeth 

Air  gap...  . 
Poles 

Yoke 

Commercial 
sheet  steel 

Commercial 
sheet  steel . . 

Air 

Commercial 
sheet  steel .  . 

Cast  steel .... 

15.0 

1 .  12  each 
0.314  each 

10  each 
32 

52 

70 
155 

115 
61 

4,400,000 

8,800,000 
8,800,000 

10,400,000 
5,200,000 

84,610 

125,900 
56,770 

90,430 
85,250 

25 

550 
17,769 

35 
40 

375 

1,232 
11,159 

700 
1,280 

Total  ampere-turns  required 14,746 

,       14746      „ 
Ampere-turns  per  pole  =  — - —  =  7,373 


These  three  examples  will  serve  to  show  how  the  number  of  field  ampere- 
turns  is  roughly  determined.  In  an  actual  design  other  factors  have  to 
be  taken  into  account;  the  effect  of  the  armature  m.m.f.  on  the  field 
strength  has  to  be  considered  and  the  problem  is  somewhat  more  com- 
plicated than  we  have  indicated. 
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It  is  to  noticed  that  wlien  the  flux  of  a  raaclilne  'm  gpoken  of,  the  flux 
per  pole  is  alwa>'8  intended.  In  case  the  macljine  is  bipolar,  this  flux  is 
the  total  flux  of  the  machine,  but  if  a  nmlti|xjUir  machine  is  being  con- 
sidered the  total  flux  of  the  generator  will  be  equal  to  the  flux  per  pole 
multiplied  l)v  the  numlKT  of  jjairs  of  poles. 

164.  Proper  Size  of  Wire  for  a  Shunt-wound  Field. — The  size  of  wire 
to  be  used  in  winding  the  shunt  field  coils  is  now  to  be  determined.  A 
shunt  field  is  wound  of  rebitively  small-sized  wire  and  is  shunted  across, 
or  connected  in  parallel  with,  the  armature.  Generally,  all  of  the  field 
coils  of  the  machine  are  connected  in  series  and  whatever  voltage  exista 
across  the  armature  is  the  source  of  e.m.f.  from  which  the  field  current  is 
to  be  taken. 

The  average  length  of  one  turn  of  the  field  coil  is  estimated  from  the 
known  size  of  the  field  pole  and  the  assumed  depth  of  the  coil.  Suppose 
that  the  length  of  one  turn  close  to  the  field  pole  was  10  inches,  and  thr-t 
we  assumed  a  winding  depth  of  1  inch;  the  length  of  an  outside  turn 
would  be  in  the  neighborhood  of  18  inches  (if  the  pole  were  of  rectangula* 
cross-section)  so  tlmt  the  average  length  of  a  turn  would  be  14  inches. 

Let  E  =  the  voltage  of  the  field  current  supply; 

JV/  =  the  total  ampere-turns  required  on  the  madiinc 
=.V/  per  pole  X  number  of  poles; 
Z  =  the  average  length  of  one  turn,  in  feet; 
r  =  the  resistance  per  foot  of  the  proper  sized  wire;  this  is  to  b^ 

determined; 
/  =  the  current  through  the  field  circuit; 
/?  =  the  resistance  of  the  field  circuit; 
^V  =  the  total  number  of  turns  on  all  coils  in  series. 

Then, 

R=Nlr, (97) 

and 

^  =  S=Mr'       (»»' 

multiplying  both  sides  by  N 

^^     Mr     Ir' 
or 

'=#/ (99) 

Now  NI  has  \)een  calculated,  E  is  known,  and  I  has  been  approxi- 
mately determined  from  the  assumed  size  of  the  field  coil.  Therefore,  r, 
the  resistance  per  foot,  of  the  proper  sized  wire  to  use,  is  determined. 
From  the  wre  table,  the  diameter  of  the  wire  and  its  cross-sectional  area 
in  circular  mils  can  be  obtained. 
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Knowing  the  proper  sized  wire  and  the  number  of  required  ampere- 
turns,  the  proper  number  of  turns  is  now  to  be  determined.  Here  we  at 
once  notice  a  pecuUarity  in  the  problem.  So  far  as  the  magnetizing  effect 
of  the  coil  is  concerned,  with  a  given  supply  voltage,  it  makes  no  difference 
how  mxiny  turns  are  used  for  the  field  coil;  no  matter  how  many  turns  are 
used,  the  m.m.f.  of  the  coil  will  be  the  same. 

Suppose  that  we  put  on  1000  turns  and  that  this  number  of  turns  has 
a  resistance  of  50  ohms.  If  the  voltage  of  the  field-current  supply  is  100 
volts  the  field  current  will  be  2  amperes  and  the  ampere-turns  of  the  coil 
will  be  2000.  If,  now,  2000  turns  are  used,  the  resistance  of  the  coil 
increases  to  100  ohms,  the  field  current  decreases  to  one  ampere  and  the 
ampere-turns  in  the  coil  will  be  2000  as  before. 

155.  P*roper  Number  of  Turns. — There  must  be  some  method  of 
determining  the  proper  number  of  turns  to  use,  and  this  is  fixed  by  the 
safe  allowable  temperature  rise  in  the  coil.  It  is  apparent  that  if,  for  example, 
only  one  turn  were  used  in  the  field  coil,  the  proper  number  of  ampere- 
turns  would  be  obtained,  but  the  current  through  the  one  turn  would  be 
so  great  that  the  wire  would  melt.  As  the  number  of  turns  is  increased 
the  required  current  decreases;  when  the  number  of  turns  has  been 
increased  to  such  an  extent  that  the  current  which  flows  through  the  coil 
does  not  heat  the  wire  more  than  55°  C.  above  room  temperature,  and 
never  to  a  temperature  in  excess  of  95°  C.  (the  limit  fixed  by  the 
A.I.E.E.),  we  may  say  that  the  field  coil  has  been  properly  designed. 

The  process  of  predicting  the  temperature  rise  from  the  power  used  up 
as  heat  in  the  coil  (PR  loss  in  the  coil)  and  the  calculated  radiating  sur- 
face, requires  judgment  and  experience,  because  some  radiating  surfaces 
are  more  effective  than  others,  etc. 

It  has  been  found,  however,  from  the  results  of  many  tests,  that  a  safe 
figure  to  use  in  fixing  the  number  of  turns  is  obtained  by  allowing  1200 
circular  mils  per  ampere  in  the  winding.  As  the  proper  sized  wire  has 
already  been  found,  the  cross-section  in  circular  mils  is  known.  Suppose 
it  was  2400  circular  mils;  this  wire  could  safely  carry  2  amperes,  so  that 
if  3000  ampere-turns  were  required  per  pole  the  proper  number  of  turns  = 
3000/2=1500  per  coil.  The  figure  1200  circular  mils  per  ampere  is  good 
only  for  field  coils  where  the  wires  are  packed  tightly  together  and  the 
heat  cannot  easily  escape.  In  armature  windings,  and  for  series  field  coils, 
where  the  ventilation  is  better,  it  is  customary  to  allow  750  circular  mils 
per  ampere;  and  if  the  wire  were  stretched  in  the  open,  probably  200-300 
circular  mils  would  be  a  sufficient  allowance. 

156.  Series  Field  Winding. — In  practice,  to  improve  the  operating 
characteristics  of  electrical  machines,  an  additional  field  winding  is  fitted 
to  each  pole,  this  extra  winding,  consisting  of  a  few  turns,  being  called  the 
series  field.     It  derives  its  name  from  the  fact  that  it  is  connected  in  series 
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Fio.  171. — Field  coil  on  a  mrtal  spool,  showing 
the  air  ducts  for  veiitilatinn  the  coil. 


with  the  armature  instead  of  being  shunted  across  it,  as  in  the  shunt-field 

winding. 

167.    Construction   of   Field    Coils. — Shunt    field    coils   arc    usually 

niadc  of  double  cotton-covered  (d.c.c.)  wire,  or,  particularly  in  the  case  of 

small  machines,  of  enamel-covered 

wire.    The  wire  is  wound  either 

on  a   metal  frame  arranged  to 

slip  over  the  pole  core  (Fig.  171), 

or    else    on  a   properly    shapeti 

wooden  form  from  which  the  coil 

is  taken  off  and  taped,  and  then 

dried  and  impregnated  with  some 

insulating  compound;   when  cold 

the  coil  is  ready  for  assembly  on 

the  machine  (Fig.  172). 

Series  and  oommutating  field 

coils,    since    they    carry    larger 

currents,    are    made    either    of 

large-sized  insulated  wire  or  of 

copper  strap  wound  on  the  spool 

edgewise,  the  turns,  in  the  latter  case,  being  separated  by  paper  or  by 

distance  pieces  of  insulating  material  (Fig.  173). 

When  a  shunt  and  a  series  coil  are  used  together  on  the  same  pole, 

the  series  c(m1  is  generally  wound  over  the  shunt  coil;   such  a  compound 

field  coil  is  shown  in  Fig. 
174. 

In  lai^r  machines  it 
becomes  necessary  to  afford 
some  ventilation  for  the 
field  coils.  When  metal 
frames  are  used,  they  can 
l)e  made  with  a  double 
wall,  permitting  air  to 
circulate  between  the  coil 
r.nd  the  pole  core,  as  in  Fig. 
171.  In  the  case  of  com- 
pound field  coils,  a  space 
may  be  left  between  th^ 
strap,  wound  edgewise,  with 


Fits.  172 — Showing  how  a  shunt-held  coil  is  made, 
and  the  pole  over  which  it  6ta;  when  made 
without  a  metal  frame  like  this  the  coil  is  (aped 
strongly  to  give  the  requisite  rigidity. 


shtmt  and  series  coils;  the  use  of  copper 
distance  pieces,  serves  the  same  purpose. 

The  terminals  of  the  field  coils  are  asually  brought  out  on 
opposite  sides  to  facilitate  connections  between  coils  on  adjoining 
poles. 
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158.  Armature  Windings. — The  question  of  armature  windings  is 
a  very  broad  one,  and  only  an  elementary  outline  and  analysis  of  some  of 
the  various  forms  employed  in  different  c.c.  generators  can  be  given  here. 
By  the  term  "  armature  winding,"  is  meant  the  group  of  conductors 


Fig.  173. — A  commutating  pole  wound  with  heavy  copper  strap,  the  different  turns 
being  separated  by  spacers  of  insulating  material. 

placed  on  the  armature  core,  which  revolve  with  it  and  cut  the  magnetic 
field.  The  different  ways  in  which  these  conductors  may  be  placed  on  the 
armature  core  and  interconnected,  leads  to  innumerable  winding  schemes. 
The  armatures  of  motors  and  generators  are  wound  in  exactly  the  same 

way;  the  same  factors  have  to  be 
kept  in  mind,  no  matter  whether 
the  armature  is  to  be  used  for  one 
purpose  or  the  other.  We  shall 
speak  of  the  different  windings 
as  generator  windings,  but  they 
serve  just  as  well  for  a  motor  arma- 
ture. 

The  armature  windings  for  a.c. 
generators  are  quite  different  from 
those  intended  for  a  c.c.  generator; 
we  shall  consider  here  only  the  c.c. 
windings,  the  first  two  general 
divisions  of  which  are  the  ring 
winding  and  the  dnt77i  windiyig. 
169.  Ring  Winding.— In  tlie  ring  winding,  the  coils  are  wound  around 
the  armature  in  such  a  way  that  half  of  the  coil  is  on  the  inside  of  the  arma- 
ture core.  This  may  be  seen  by  reference  to  Fig.  175  which  shows  the 
armature  of  an  early  type  of  generator.  The  winding  of  these  armatures 
is  not  as  easy  as  the  winding  of  a  drum  armature,  nor  can  a  ring  winding 


Fig.  174. — ^The  compound  field  winding 
if  frequently  made  with  turns  suffi- 
ciently large  that  they  may  be  fitted 
right  over  the  shunt  coil;  ventilating 
space  is  generally  left  between  the  two 
coils. 


DHUM  WINDING 
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be  insulated  as  well;  but  a  more  important  objection  is  the  amount  of 
"  dead  wire  "  on  the  armature.  The  conductors  on  the  inside  of  the  core 
do  not  cut  any  flux  as  the  armature  revolves,  and  hence  they  can  generate 


Fiu.  17.').     A  ring-wound  armature,  practically  never  used  in  modem  machines;   the 
coils  wind  right  through  the  center  of  the  armature  core. 


no  c.m.f.  Thus  extra  wire  is  detrimental  to  the  machine,  not  only  because 
of  the  extra  cost  for  wire  but  lK>causo  the  resistance  of  the  armature  winding 
is  much  larger  than  it  should  be;  this  high  resistance  means  high  PR  and 
a  high  heat  loss  in  the 
generator.  As  a  result,  the 
efficiency  is  lowered. 

For  the  reasons  given 
above  the  ring  winding  is 
used  very  little  at  present. 
It  would  not  require  further 
discussion,  were  it  not  for 
the  fact  that  the  drum 
winding  is  not  easy  to  show 
by  a  diagram.  In  the  analy- 
sis of  the  action  of  a  drum 
winding  therefore ,  the 
drum  winding  will  often  bo 
pictured  as  a  ring  winding. 
The  ring  winding  is  easier 
to  represent,  and  the  de- 
ductions made  regarding  its  action  apply  equally  well  to  the  drum 
winding. 

160.  Drum  Winding. — The  drum  winding  is  distinguished  by  the  fact 
that  all  of  the  armature  conductors  are  on  the  outside  surface  of  the  armature 


Fig.  176. — A  drum-wound  armature ;  both  sides  of  the 
coils  are  fitted  on  the  outer  peripher>'  of  the  core. 
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core;  the  coils  do  not  thread  through  the  inside  of  the  armature  as  they 
do  in  the  ring  winding.  The  drum  winding  does  not  contain  as  much 
inactive  wire,  therefore,  as  the  ring  winding;  also,  the  operation  of  winding 
the  armature  is  much  more  easily  accomplished  with  the  drum  than  with 
the  ring  type  and  results  in  a  better  insulated  armature.  These  are  two 
of  the  advantages  which  make  the  drum  winding  so  universally  used.  A 
typical  medium-sized  drum-wound  armature  is  shown  in  Fig.  176;  it  may 
be  seen  that  all  of  the  winding  is  placed  on  the  periphery  of  the  armature. 

161.  Open  and  Closed  Windings. — The  next  distinction  to  be  made 
is  between  the  open  and  the  closed  winding.  In  Fig.  177  are  shown 
two  ring- wound  armatures;    (a)  represents  the  winding  of  a  Thomson- 


FiG.  177. — Two  simple-ring  windings;  (a)  is  an  open  circuit  winding  and  (6)  is  a  closed 

circuit  winding. 

Houston  arc  light  generator,  which  was  once  used  very  extensively 
for  arc  lighting.  The  armature  had  three  coils  only,  and  these  coils 
were  connected  to  each  other  and  to  the  commutator  as  shown  in 
the  figure.  This  is  called  an  open-circuit  winding  in  contrast  to  (6), 
which  shows  an  eight-coil,  ring  armature  with  all  of  the  eight  coils  con- 
nected in  series  with  each  other,  forming  by  themselves  a  closed  circuit. 
Such  is  called  a  closed-circuit  winding  and  is  the  type  used  for  all  modern 
c.c.  machines.  The  winding  shown  in  (a)  quite  evidently  does  not  form 
by  itself  a  closed  circuit;  in  fact,  as  the  armature  revolves  each  coil  is 
entirely  out  of  the  circuit  twice  per  revolution. 

162.  Series  and  Multiple  Circuit  Windings. — The  next  classification 
is  made  according  to  the  number  of  paths  by  which  current  can  flow 
through  the  armature  winding  to  the  external  circuit.  In  one  tyj)e  of 
winding,  called  the  series,  two  circuit,  or  wave  winding,  there  are  two 
paths  through  the  armature,  no  matter  how  many  poles  the  generator 
may  have.  This  type  of  winding  is  used  principally  for  railway  motors; 
it  is  seldom  used  for  generators  designed  for  lighting,  power  purposes,  etc. 

In  another  type  of  winding,  there  are  as  many  paths  through  the 
armature  winding  as  there  are  poles  on  the  generator;  this  is  called  the 
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multiple  circuit,  or  lap  winding.  By  far  the  greater  {)ereentagc  of  machines 
are  equipped  with  this  type  of  winding. 

From  this  chu^^ification  we  set»  that  the  most  important  type  of  winding 
for  c.c.  armatures  is  the  closed  circuit,  drum,  multiple-path  winding  and 
we  shall  later  consider  two  or  three  examples  of  this  type.  When  the  gen- 
erator is  bipolar,  the  series  winding  and  the  multiple-circuit  winding  have 
the  same  number  of  paths,  namely,  two.  Two  paths  is  the  smallest  num- 
ber which  can  be  obtained  with  a  closed-circuit  winding. 

In  discussing  armature  windings,  we  shall  call  any  conductor  in  which 
an  e.mi.  is  induced  an  inductor;  the  rest  of  the  conductors  making  up  the 
\\inding  we  shall  call  simply  conductors.  The  wires  on  the  outer  side  of 
the  coil  of  a  ring  winding  arc  inductors,  because  when  the  armature  rotates 
these  wires  move  through  the  magnetic  field  and  an  e.m.f.  is  induced  in 
them.  Those  wires  which  are  on  the  inside  of  the  armature  core  and  on 
the  ends  are  merely  conductors. 

163.  Superiority  of  Multiple-circuit  Winding  for  Generators. — One 
reason  why  the  multiple-circuit  winding  is  used  so  much  more  than  the 
series,  or  two-circuit  winding  will  appear  when  we  consider  the  voltage 
generated  by  a  given  number  of  armature  inductors,  first  when  connected 
so  as  to  give  a  two-path  winding  and  then  when  connected  to  give  a  multi- 
ple-path winding. 

Suppose  we  have  a  12-pole  generator  having  1500  active  inductors 
on  the  armature  altogether.  The  voltage  generated  per  inductor  might 
be  2  volts.  If  these  inductors  were  arranged  in  a  series  winding,  all  of 
them  would  have  to  be  used  in  only  two  paths,  so  thct  there  would  be 
750  inductors  in  series  in  each  path.  The  voltage  generated  per  path 
would  l)e  1500  and  this  would  be  the  voltage  of  the  machine.  Now,  this 
would  be  much  too  high  for  an  ordinary  c.c.  generator,  as  the  highest 
voltage  ordinarily  used  in  c.c.  service  is  600,  which  is  the  voltage  of  an 
ordinary  railway  system. 

Suppose  now  that  the  inductors  were  arranged  in  a  multiple-circuit 
winding;  as  the  machine  has  12  poles  there  would  be  12  paths  in  the 
winding  and  therefore  the  number  of  inductors  in  series  per  path  would 
be  125.  The  voltage  per  path,  which  is  the  same  as  the  voltage  of  the 
generator,  would  be  250,  which  would  be  right  for  a  lighting  generator. 

A  machine  of  the  size  we  have  in  mind  could  not  use  a  smaller  number 
of  inductors  than  1500,  because  in  that  case  the  inductors  would  have  to 
be  of  such  large  cross-section  that  they  could  not  be  bent  readily,  and 
therefore  the  operation  of  winding  the  armature  would  be  too  difficult. 
Of  course  the  two  windings  would  have  the  same  capacity  in  kilowatts; 
the  multiple-path  winding  which  generates  one-sixth  as  much  e.m.f.  as 
the  wave  winding  could  deliver  six  times  as  much  current,  making  the 
output  of  the  two  windings  the  same. 
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The  series  winding  has,  however,  certain  advantages,  and  most  motors 
are  wave  wound.  For  one  thing,  a  series  winding  requires  only  two  sets 
of  brushes,  no  matter  how  many  poles  the  machine  has.  In  certain  cases, 
notably  railway  motors,  the  inspection  and  adjustment  of  brushes  is 
thereby  made  much  easier  than  it  would  be  with  a  multiple-circuit  winding 
with  many  sets  of  brushes.  Also,  if  the  bearings  of  a  machine  become 
worn,  letting  the  armature  down  so  that  it  is  eccentric  with  respect  to  the 
pole  pieces,  the  flux  from  the  lower  poles  into  the  armature  becomes 
greater  than  that  from  the  upper  poles.     If  the  mnding  of  such  an  arma- 


FiG,  178. — A  six-path  ring  winding  suitable  for  a  six-pole  generator. 

ture  is  multiple-circuit,  such  an  inequality  in  flux  produces  overheating 
and  sparking  at  the  commutator;  if  the  armature  is  series  wound  no  such 
effect  exists.  As  motors  are  small  compared  to  generators,  the  idea 
brought  out  above,  about  the  voltage  of  a  winding  and  the  number  of 
inductors,  is  not  important  when  the  machine  in  question  is  a  motor, 
moreover,  motors  are  generally  installed  in  some  corner  and  are  rarely 
inspected  for  bearing  wear,  etc.  Hence  the  preponderance  of  series  wind- 
ings for  motors. 

The  six-path  ring  winding  shown  in  Fig.  178  shows  how  the  six  paths 
are  formed  in  a  multiple-path  winding;  also  how  the  voltage  of  the  machine 
is  the  same  as  the  voltage  generated  in  one  path. 
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In  a  bipolar  iimchme  the  multiple  circuit  and  aeries  windings  arc  just 
alike  except  for  the  end  connections,  where  the  coil  connects  to  the  com- 
mutator. The  diflferenco  U'twtvn  the  two  styles  really  appears  only  in  a 
multipolar  machine. 

164.  Examples  of  Simple  Bipolar  and  Multipolar  Armature  Winding. — 
In  P'ig.  179  is  shown  a  lap  winding  in  the  most  oleinentar}'  form.  Twelve 
inductors  are  to  be  arranged  in  a  closed  circuit  winding  and  must  be  so 
connected  together  that  all  conductors  in  series  in  a  path  give  an  e.m.f.  in  the 
satne  direction  in  that  path;  we  might  state  it  differently  by  saying  that  in 
either  path  ther  J  must  be  no  opposing  e.m.fs. 


Fig.  179. — Elementary  bipolar  winding  to  show  how  the  inductors  are  connected 
together  and  to  the  commutator  bars.  On  the  actual  machine  the  brushes  rest 
on  the  outer  surface  of  the  commutator,  but  they  are  here  shown  on  the  inside  for 
cleamen  in  the  diagram.  The  dots  and  crosses  in  the  inductors  signify  voltages, 
not  currents 


In  order  to  do  this,  a  certain  order  of  "  picking  up  "  the  inductors 
must  be  followed.  If  two  inductors  under  the  same  pole  are  joined  at  the 
same  end  of  the  armature,  the  e.m.fs.  of  the  inductors  will  be  in  opposition 
in  the  circuit  and  will  neutralize  each  other;  but  if  two  inductors  under 
opposite  poles  are  connected  at  the  same  end  of  the  armature,  their  e.m.fs. 
will  be  added  together.  In  the  example  shown,  starting  at  bar  c,  we  pick 
up,  in  order,  inductor  12  under  the  south  pole  and  inductor  5  under  the 
north  pole,  retimiing  to  bar  6.  From  bar  6,  we  go  back  to  pick  up  inductor 
2  under  the  south  pole,  and  so  on. 

If  the  two  paths  in  Fig.  179  are  followed  out,  it  will  be  seen  that,  in 
going  from  one  brush  to  the  other  through  either  path  of  the  winding,  all 
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inductors  give  an  e.m.f.  in  the  same  direction.  This  winding  is  made  up 
of  six  coils  of  one  turn  each;  it  will  be  noticed  that  the  commutator 
has  as  many  segments  as  there  are  coils  on  the  armature.  This  mill 
generally  he  the  case;  if  a  machine  has  64  coils  there  will  be  64  commu- 
tator segments,  no  matter  how  many  turns  there  are  per  coil  or  how  the 
coils  are  connected. 

The  two  ends  of  any  one  coil  connect  to  adjacent  commutator  bars 
in  the  multiple-circuit  or  lap  winding.  In  Fig.  179,  for  example,  the  coil 
made  up  of  inductors  4  and  9  has  its  terminals  connected  to  bars  /  and  a, 


Fig.  180. — Another  elementary  winding  showing  the  coil  which  is  short-circuited  by  the 
brush;  this  coil  is  shown  in  the  heavy  lines. 


which  are  adjacent.  Suppose  the  armature  has  revolved  one-twelfth  of 
a  revolution  from  the  position  shown  in  Fig.  179  in  the  direction  indicated 
by  the  arrow;  the  brush.  A,  will  at  that  time  rest  half  on  segment  a  and 
half  on  segment  /.  Hence,  coil  4-9,  the  terminals  of  which  are  connected 
to  segments  a  and  /,  is  temporarily  short-circuited  by  the  brush.  At  the 
same  time,  brush  B  is  short-circuiting  coil  3-10. 

In  Fig.  180  i&  shown  another  elementary  bipolar  winding  with  seven 
coils.  With  the  armature  in  the  position  shown,  the  coil  4-11  is  short- 
circuited  by  the  negative  brush;  one-fourteenth  of  a  revolution  later,  in 
the  direction  indicated  by  the  arrow,  coil  3-10  will  be  short-circuited 
by  the  positive  brush,  and  so  on. 
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In  Fig.  181  is  shown  a  four-pole  machine  having  24  inductors  on  a  lap- 
wound  armature.  There  are  therefore  four  paths  and  four  brushes  are 
required.  (In  these  figures  of  armature  windings  the  brushes  are  shown 
on  the  inside  of  the  commutator  for  clearness  only.  Of  course  they  really 
bear  on  the  outside  surface.)  There  is  one  turn  per  coil,  and  so  twelve 
coils;  the  commutator  has  twelve  segments. 


Fig.  181. — A  four-pole  multiple-circuit  winding;  an  actual  winding  is  never  as  simple 

as  this  one. 


Figure  182  shows  a  four-pole  wave  winding,  there  being  22  inductors 
and  only  two  brushes  and  two  paths.  The  method  of  connecting  the  dif- 
ferent inductors  together  gives  the  wave  winding.  Instead  of  going 
from  9  to  12  and  then  back  to  7,  as  in  the  lap  winding  of  Fig.  181,  this 
wave  winding  continually  goes  forward,  i.e.,  from  9  to  14  and  then  to  19. 
If  the  winding  were  spread  out  on  a  flat  i<urface,  it  would  have  a  wave 
appearance. 

The  ends  of  a  coil  are  connected  to  two  commutator  bars  spaced  by  an 
angle  slightly  less  or  greater  than  the  angle  occupied  by  a  pair  of  poles. 

165.  Brush  Position  and  E-MJ*.  in  Short-circuited  Cofls.— If.  at  the 
time  a  coil  Ls  short-circuitod  by  a  bru.sh,  an  appreciable  e.m.f.  is  being 
generated  in  the  coil,  a  large  current  wiW  circulate  through  the  path  made 
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up  of  the  coil,  the  two-brush  contacts,  and  part  of  the  brush  itself.  This 
short-circuit  current,  as  it  is  called,  will  produce  disastrous  sparking  at  the 
brush  contact  if  it  is  large;  hence  the  brushes  must  be  so  placed  on  the  com- 
mutator that  the  coil  which  they  short  circuit  occupies  such  a  position  in  the 
magnetic  field  that  there  is  no  e.m.f.  induced  in  it  while  it  is  short-circuited. 
(This  statement  will  be  quahfied  later  when  discussing  commutation.) 
Evidently  the  position  of  the  brushes  shown  in  Figs.  179  to  182  satisfies 
this  requirement,  because  at  the  time  a  coil  is  short-circuited,  the  inductors 
are  moving  in  the  interpolar  space,  where  the  flux  is  practically  zero. 


Fig.  182. — This  is  a  wave,  or  two-circuit,  winding  for  a  four-pole  machine;  in  the  heavy 
lines  are  shown  the  two  coils,  connected  in  series,  which  are  short-circuited  by  the 
brush. 

166.  Commercial  Windings. — None  of  the  windings  given  so  far  rep- 
resent actual  practice.  In  a  slotted  armature  there  are  always  at  least 
two  inductors  per  slot  and  these  inductors  are  not  parts  of  the  same  coil; 
they  form  sides  of  two  different  coils.  A  winding  with  two  coil-sides  per 
slot  is  usually  called  a  two-layer  winding,  and  one  with  only  one  coil-side 
per  slot  is  called  a  single-layer  winding.  The  former  is  the  usual  type  of 
winding,  using  as  many  coils  as  there  are  slots. 

In  order  to  build  up  the  voltage  of  a  machine,  it  often  is  necessary  to 
use  more  than  one  turn  per  coil  (i.e.,  more  than  two  inductors  per  coil). 
All  the  turns  are  usually  taped  together  to  form  a  single  coil.  In  a  twp- 
Jayer  winding  there  are  then  two  coil-sides,  in  each  slot. 


COMMERCIAL  WINDINGS 
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Figure  183  represents  a  two-layer  lap  winding  of  more  than  one  turn 
per  coil.  It  will  be  seen  that  the  left-hand  coil-sides  (odd  numbered) 
form  the  upper  layer  and  the  right-hand  coil-sides  (even  numbered) 


Fig.  183. — Formed  coils  are  generally  so  shaped  that  one  side  of  a  coil  fite  in  the  bottom 
of  one  slot  and  the  other  coil  side  fits  in  the  top  of  a  slot  distant  from  the  first  by 
nearly  the  distance  between  poles.  The  ends  of  the  coils  are  so  formed  that  they 
fit  neatly  one  into  the  other. 
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Fia.  184. — Coib  generally  consist  of  more  than  one  turn;  (a)  shows  a  two-turn  coil  for  a 

lap-winding  and  {h)  shows  a  three-turn  coil  for  a  wave  winding. 

Fig.  185. — Showing  how  a  double  coil  is  connected  to  the  commutator  bars. 

the  lower  layer.    The  kinks  in  the  coils  are  for  the  purpose  of  allowing 
the  end  connections  to  pass  each  other  neatly  and  compactly. 

In  Fig.  184,  coils  of  .several  turns  per  coil  are  represented,  that  marked 
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(a)  showing  a  coil  of  2  turns  for  a  lap  winding,  and  that  marked  (6)  a  coil 
of  3  turns  for  a  series  or  wave  winding. 

If  there  are  as  many  coils  as  there  are  slots,  there  must  be  the  same 
number  of  commutator  bars.  Frequently,  however,  two  single  coils 
may  be  taped  together  to  form  a  double  coil  and  inserted  into  the  slots  as 
before.  Such  an  arrangement  requires  as  many  commutator  bars  as 
there  are  single  coils,  or  twice  the  number  of  slots,  as  represented  in 
Fig.  185. 

In  Fig.  186  is  shown  a  two-layer  multiple-circuit,  or  lap,  winding,  for 
a  four-pole  machine  having  24  slots  on  its  armature.    As  is  customary 


Fig.  186. — A  two-layer  multiple-circuit  winding  for  a  four-pole  machine.    One  short- 
circuited  turn  is  shown  in  heavy  lines. 

in  winding  diagrams,  only  one  turn  per  coil  is  shown  even  though  there 
are  more,  as  we  are  interested  only  in  the  end  connections  of  the  coils. 
It  is  evidently  a  lap  winding,  as  one  coil  "  laps  over  "  its  neighbor.  The 
proper  position  for  the  brushes  is  fixed  by  locating  a  coil  in  which  no  e.m.f. 
is  generated  and  then  placing  one  brush  on  the  two  adjacent  segments  to 
which  the  coil  ends  are  attached.  The  other  three  brushes  are  located 
symmetrically  with  respect  to  this  one. 
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In  Fig.  187  is  shown  a  two-layer  sicnci>,  or  wave,  winding  for  a  four-pole 
machine  having  31  slote.  In  this  diagram  the  armature  coil-sides  are 
shown  radially,  the  two  coil-sides  in  the  same  slot  being  represented  cloee 
together  and  the  lower  coil-sides  in  broken  lines.  This  winding  requires 
only  two  brushes,  90°  apart  Cshown  black),  as  may  be  seen  by  tracing  it 
through,  as  follows: 


Negative  bnwh  < 


42-27-12-59-44-2»-14-61-'46-31-16-l-4»-33- 
18-3-50-35-20-5-S2-37-22-7-64-39 

55-8-23-3»-53-6-21-36-51-4-l»-34-49-2-17- 
32^7-«2-15-30-45-60-13-28-43-5&-ll-26 


Positive  brush 


Fiu.  187. — A  two-layer  wave  winding  for  a  four-pole  machine,  in  a  commonly  used 

method  of  representation. 


It  will  further  be  seen  that  the  positive  brush  short-circuits  two  coils 
in  series,  namely,  41-56  and  9-24  (shown  heavy)  and  the  negative  brush 
short-circuits  coils  57-10  and  25-40. 

If  additional  brushes  are  put  on  the  machine,  they  can  be  placed  90® 
from  the  others,  as  indicated  in  outline.  The  two  positive  brushes  are 
separated  electrically  only  by  the  short-circuit^Kl  coils  41-56  and  9-24, 
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which,  lying  in  the  Interpolar  space,  are  generating  no  voltage.  Similarly, 
the  two  negative  brushes  are  joined  by  turn  25-40,  the  additional  negative 
brush  now  also  short-circuiting  turn  55-8.  The  two  positive  brushes  and 
the  two  negative  brushes  are  thus  practically  in  parallel  respectively. 

167.  Pitch. — The  term  pitch  is  frequently  used  in  connection  with 
armature  windings.  The  pitch  of  a  coil  is  measured  by  the  number  of 
inductors  passed  over  between  coil-sides;  the  pitch  so  determined  is  called 
the  back  pitch  (referring  to  the  back  of  the  armature).  Thus,  in  Fig.  181 
inductors  1  and  6  form  a  coil,  and  the  back  pitch  is  5,  that  number  of 
inductors  having  been  counted  over  in  connecting  inductors  1  and  6. 


•J L L_^L. 
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Fig.  188. — A  so-called  developed  winding;  this  shows  about  the  appearance  the  winding 
of  Fig.  181  would  have  if  it  were  stripped  off  from  the  armature  and  laid  out  flat. 


In  Fig.  182  the  back  pitch  is  5,  and  in  Fig.  186  it  is  9.  The  front  pitch 
(or  pitch  at  the  commutator  end)  is  formed  by  the  number  of  inductors 
counted  over  between  the  two  connected  to  the  same  commutator  bar. 
In  Fig.  181  the  front  pitch  is  3;  in  Fig.  182  it  is  5;  and  in  Fig.  186  it  is  7. 
The  average  pitch  is  the  average  of  the  front  and  back  pitches  and, 
in  any  winding,  may  be  equal  to,  or  slightly  less  than,  the  number  of 
inductors  between  centers  of  adjacent  poles.  When  the  average  pitch 
is  thus  equal  to  the  total  inductors  on  the  armature  divided  by  the 
number  of  poles,  the  winding  is  said  to  be  a  full-pitch  winding.  If  this 
is  not  the  case,  there  will  very  likely  be  sotne  inductors  in  every  path  which 
generate  an  e.m.f.  opposite  to  that  generated  by  the  rest  of  the  inductors 
in  the  path.  While  this  is  a  disadvantage,  there  is  an  advantage  gained 
by  having  short  end  connections  when  the  pitch  is  less  than  the  number  of 
inductors  between  pole  centers,  and  so  this  fractional  pitch,  as  it  is  called, 
is  generally  used.  If  the  number  of  inductors  between  the  centers  of 
consecutive  poles  is  12,  a  suitable  average  pitch  would  be  10,  the  front 
pitch  being  9  and  the  back  pitch  11. 
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168.  Developed  Windings. — Iiisteatl  of  representing  an  armature 
winding  tis  we  have  done  in  Figs.  181,  182,  186  and  187,  a  so-called  flet^eU 
oped  winding  inay  be  given.     In  such  a  diagram,  the  winding  of  ttic 
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Fig.  189. — The  winding  of  Fig.  182  shown  in  developed  form. 

armature  is  represented  in  a  plane  surface,  just  as  though  the  winding 
had  been  peeled  off  from  the  armature  and  laid  on  a  flat  surface;  the 
poles  are   represented   in   their  proper  positions  and   the  commutator 


Fio.  190. — .\  developed  four-pole  multiple-circuit  winding  similar  to  that  shown  in  Fig. 
186;  in  this  winding,  however,  the  back  pitch  is  11  and  front  pitch  is  9. 

is  shown  in  developed  form  also.     The  windings  of  Figs.  181,  182  and  187 
are  shown  in  deveIope<l  fonii  in  Figs.  188,  189  and  191. 

169.  Equalizer    Connections   or   Equipotential  Connections. — It  has 
been  shown  that  in  multiple  circuit  windings  there  are  as  many  paths  in 
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13     6     7 


10    12    14 


Fig.  191. — The  winding  of  Fig.  187  shown  in  developed  form. 


U-^^-~J 


FiQ.  192. — Equalizer  connections  are  frequently  put  on  armatures  fitted  with  multiple 
circuit  windings;  they  serve  to  distribute  the  current  equally  between  the  different 
paths. 


EQUALIZER  CONNECTIONS  OR  EQUIPOTEKTIAL  CONNECTIONS  IdO 

parallel  as  there  are  brushes,  and  further,  that  each  circuit  is  always  under 
the  influence  of  the  same  pole.  In  accordance  with  Kirchhoflf's  laws,  if 
each  circuit  is  to  carry  its  proportionate  share  of  the  total  armature  cur- 
rent, it  must  at  all  times  generate  the  same  e.m.f.  and  have  the  same 


Via.  193. — This  is  a  500-kw.  1200-voIt  generator  equipped  with  many  equalizer  con- 
nectioas  which  may  be  seen  below  the  ends  of  the  annature  coils.  This  machine 
is  also  equipped  with  compensating  windings  in  the  pole  faces,  referred  to  in 
8ecti(Hi205. 


resistance  as  all  the  other  paths.  If,  with  no  external  load  on  the  arma- 
ture, one  path  were  to  generate  more  e.m.f.  than  another,  an  equalizing 
current  would  flow  through  them  over  the  connecting  brushes,  resulting 
in  unnecessary  heating  of  the  winding  and  sparking  at  the  brushes.  With 
load  on  the  armature,  the  external  current  will  di\'ide  unequally  between 
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brushes  of  the  same  polarity  and  also  between  the  parallel  paths  of  the 
armature  winding.  Unequal  distribution  of  current  between  brushes 
of  the  same  polarity  will  overload  some  of  them,  thus  limiting  the  possible 
output  of  the  machine,  and  may  also  result  in  sparking. 

Unequal  generated  e.m.fs.  in  the  parallel  paths  of  the  armature  wind- 
ing may  be  due  to  various  causes:  (1)  Slight  inequalities  in  the  air  gap, 
caused  by  irregularities  in  construction  or  by  wear  of  the  bearings;  such 


Fig.  194. — Formed  coils  of  single  turns  (bar  winding)  for  a  multiple-circuit  winding. 
The  extra  insulation  put  around  the  coils-sides  where  they  fit  into  the  armature 
slots  is  easily  seen.  It  is  to  be  noticed  that  two  bars  in  parallel  are  used  in  the 
coil,  instead  of  one  bar  only;  this  to  make  the  coil  more  flexible. 


irregularities  in  the  air  gap  cause  some  of  the  poles  to  carry  more  flux 
than  others.  (2)  If  the  various  parallel  magnetic  paths  of  the  machine 
are  not  all  alike  in  construction,  even  though  the  air  gaps  are  identical, 
the  flux  per  pole  will  be  different;  such  inequalities  may  be  caused  by  poor 
joints  between  the  pole  cores  and  the  yoke  or,  in  large  machines,  by  poor 
joints  between  the  upper  and  lower  portions  of  the  yoke. 

By  careful  workmanship,  the  effects  of  constructional  defects  may  be 
minimized,  but  to  overcome  the  effect  of  unequal  current  distribution 
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between  brushes,  eqiuUizer  connediona  or  equipoterUial  connections  are 
used.  These  ooneist  of  low-resistance  ring-shaped  conductors,  which  are 
tapped  into  the  winding  at  points  which  are  theoretically  at  the  same 
potential.  If  the  {x)ints  are  not  actually  at  the  same  potential,  equal- 
izing currents  will  flow  over  the  equalizer  connections  from  one  armature 
circuit  to  another  and  thus  balance  the  currents  carried  by  the  brushes.  In 
Fig.  192  is  shown  a  ring  winding  for  a  si.x-pole  machine,  with  three  equalizer 
connections. 


Fig. 


195. — Bar  winding  coils  for  a  series,  or  wave,  winding;  note  the  different  form  of 
ends  on  these  coils  compared  to  those  of  Fig.  194. 


EquaUzer  connections  may  be  placed  either  at  the  back  of  the  arma- 
ture, as  shown  in  Fig.  193,  or  under  the  end  connections  of  the  winding 
between  the  core  and  the  commutator.  In  large  machines  the  equalizer 
connections  are  sometimes  referred  to  as  equalizer  rings. 

In  series  w^indings,  no  equalizer  connections  are  necessary,  since  each 
of  the  two  parallel  paths  through  the  armature  is  acted  upon  by  all  of  the 
poles. 

170.  Current  Capacity  of  a  Winding. — ^The  current  capacity  of  an 
armature  is  fixed  by  the  safe  allowable  ri.se  in  temperature,  just  as  the  safe 
current  for  a  field  coil  is  fixed.  The  armature  is  much  better  ventilated 
than  the  field  coils,  however,  because  the  fan  action  of  the  armature 
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comes  into  play  as  it  revolves.  It  has  been  found  that  the  safe  current- 
density  allowable  in  armature  conductors  is  reached  by  providing  between 
600  and  900  circular  mils  cross-section  of  conductor  per  ampere,  the  lower 
figure  to  be  taken  for  the  machine  having  the  better  ventilation.  If  an 
armature  winding  is  made  up  ol  four  paths,  and  the  conductor  comprising 
each  path  is  No.  10  B.  &  S.  wire,  the  safe  current  capacity  per  path  is 
between  11.1  amperes  and  16.7  amperes — say  14  amperes.  As  there  are 
four  paths  in  parallel  on  the  armature,  and  as  each  path  can  safely  carry 
14  amperes,  the  armature  may  safely  furnish  56  amperes  to  the  external 
circuit.     If  the  sam.e  sized  wire  was  used  for  a  wave  winding,  in  which 


Fig.  196 

Fig.  196. — This  coil  is  for  a  multiple-circuit  winding,  and  has  several  turns;  the  end 

connections  of  the  coil  are  brought  out  close  together. 

Fig.  197. — This  coil  is  for  a  scries  winding,  as  may  be  seen  from  the  separated  end 

connections;  there  arc  several  turns  in  this  coil. 

there  would  be  only  two  paths,  the  safe  capacity  of  the  armature  would  be 
28  amperes. 

171.  Formed  Coils. — So  far  we  have  said  nothing  about  the  actual 
process  of  winding  the  armature.  The  older  machines  were  all  hand-wound, 
but  practically  all  modern  machines  are  wound  with  foittied  coils.  Sup- 
pose that  an  armature  is  to  be  wound  with  a  coil  pitch  (i.e.,  back  pitch) 
of  10  slots,  and  that  there  are  to  be  six  turns  per  coil.  Instead  of  actually 
winding  six  turns  of  suitably  insulated  wire  in  the  proper  slots  (hand 
winding)  the  wire  may  first  be  wound  upon  a  wooden  form,  shaped  in  such 
a  fashion  that  when  the  formed  coil  is  taken  off  this  wooden  form  it  is  of 
the  right  shape  and  size  to  be  slipped,  complete,  into  the  proper  slots. 

Formed  coils  for  use  on  c.c.  machines  are  shown  in  Figs.  194  to  197. 
In  Figs.  194  and  195,  single-turn  coils  are  shown;  these  are  usually  of 
copper  bars,  and  the  winding  formed  by  them  is  often  spoken  of  as  a  bar 
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winding.  In  Figs.  196  and  197  there  are  several  turns  per  coil.  The  ends 
of  the  coils  are  so  bent  that  those  of  neighboring  coils  fit  snugly  against 
each  other  when  they  are  assembled  on  the  armature  core. 

In  Figs.  194  and  196  the  front  connections  of  the  coil  are  so  formed 
that  they  lie  close  together;  such  coils  are  used  for  lap  windings  in  which 
the  two  ends  connect  generally  to  adjacent  commutator  bars.  The  front 
connections  of  the  coils  shown  in  Figs.  195  and  197  are  bent  widely  apart, 
these  coils  being  designed  for  wave  windings. 


Fio.  199. — In  the  left-hand  side  of  this  armature,  partly  wound  with  formed  coils,  can 
be  seen  the  heavy  paper  linings  put  into  the  slots  before  the  coils  are  forced  into 
place.  Notice  how  the  ends  of  the  coils,  having  a  peculiar  twist  at  the  ends, 
fit  snugly  together. 


172.  Insulation  of  Armature  Windings. — After  the  wire  coil  is  taken 
from  the  wooden  form,  it  is  taped  tightly  with  insulating  tape,  the  ends 
are  cut  to  the  proper  length  for  connecting  to  the  commutator  and  aip 
properly  bent,  so  that  when  it  is  placed  on  the  armature  the  front  pitcli 
will  be  the  desired  amount.  The  amount  of  insulation  put  on  these 
formed  coils  before  they  are  ready  for  use  on  the  armature  depends  upon 
the  voltage  for  which  the  winding  is  designed.     In  a  high-voltage  machine 
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eevend  layers  of  cotton  tape  and  oiled  cambric  are  bound  tightly  around 
the  coil  and  then  the  coil  is  impregnated,  by  the  vacuum  process,  with 
some  good  insulating  compound. 

Figure  198  shows  several  sets  of  such  coils  after  they  have  been  taken 
from  the  impregnating  tank;  some  impregnated  field  coils  may  be  seen 
also.  Fig.  199  shows  an  annature  core  which  is  partially  wound  with 
these  formed  coils.  In  Fig.  199  can  also  be  seen  the  method  of  preparing 
the  slots  before  the  coil  is  forced  into  place.  A  sheet  of  tough  paper  (fiber 
or  fish-board)  is  bent  into  the  form  of  a  trough  and  pushed  into  the  slot, 
and  the  formed  coil  is  pushed  and  hammered  down  into  the  slot  inside 


FiQ.  200. — A  cross-section  through  a  slot,  showing  how  the  coils  fit  in  place,  how  they 
are  insulated,  an<f  how  the  wooden  wedges  keep  them  tight. 


this  paper  trough.  This  insulating  trough  extends  beyond  the  ends  of 
the  armature  core,  so  that  as  the  formed  coil  is  hammered  into  place 
there  may  be  no  risk  of  sharp  edges  on  the  iron  core  cutting  through  the 
insulation  of  the  coil  and  so  grounding  it  on  the  armature  core. 

173.  Shape  of  Conductor. — In  small  machines,  the  armature  con- 
ductor is  generally  a  round  wire,  which  can  easily  be  bent  and  shaped  in 
sizes  up  to  about  No.  4  B.  &  S ;  if  it  is  necessary  to  use  larger  cross-section 
that  No.  4,  several  smaller  wires  may  be  used  in  parallel.  If  the  cross- 
section  necessary  were  larger  than  that  of  a  No.  4  wire,  a  specially  shaped 
conductor  would  probably  be  used.  A  round  wire  does  not  use  the  space 
in  a  slot  ver>'  economically,  and  so  a  rectangular  shaped  conductor  is  gen- 
erally used  on  large  machines.  Fig.  200  represents  a  cross-section  through 
the  slot  of  a  high-voltage  machine,  showing  how  such  copper  bars  fit  into 
a  slot,  with  the  insulation  around  them,  and  a  wooden  wedge  fitting  tightly 
into  grooves  in  the  si'los  of  the  slot  near  the  top;  this  serves  to  hold  the 
winding  in  place  and  prevent  it  throwing  out  as  the  armature  revolver. 
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On  small  machines  no  wooden  wedge  is  used;   after  the  coil  sides  have 

been  hammered  snugly  into  place, 
a  strip  of  stiff,  insulating  material 
is  slipped  into  the  top  of  the  slot 
and  then  binding  wires  are  wound 
around  the  armature  periphery. 
Several  bands  of  such  binding 
wire  are  generally  used,  as  shown 
by  Fig.  201,  which  represents  the 
armature  of  a  small  c.c.  gener- 
ator. 

As  the  coils  are  being  placed  on 
the  armature,  each  end  is  made  fast 
to  its  proper  commutator  bar  and, 
when  all  the  coils  have  been  put  in 
the  slots,  the  end  connections  are 
hammered  snugly  into  their  proper 
places.  They  are  then  soldered  to 
the  commutator  bars  and  the  arma- 
ture is  completed. 


Fig.  201. — A  completely  finished  armature 
ready  to  be  fitted  on  its  shaft;  the  wind- 
ings are  held  tightly  in  place  by  the 
binding  wires,  several  bands  of  which 
can  be  seen.  Two  ventilating  ducts 
can  be  seen  in  the  core. 


PROBLEMS 

1.  An  armature  core  is  in  the  form  of  a  hollow  rvlinder  of  10  inches  inside  diam- 
eter and  18  inches  outside.  Its  axial  length  is  20  inches.  If  used  in  a  four-pole 
field  and  revolved  900  r.p.m.,  the  flux  density  in  the  air  gap  being  10,000  gausses, 
what  is  the  probable  hysteresis  loss  in  ergs  per  second,  and  in  watts?  See  section  59 
for  data  on  hysteresis  loss. 

2.  If  the  speed  of  the  above  machine  is  increased  100  per  cent  and  the  flux 
density  is  cut  down  50  per  cent,  the  voltage  generated  by  the  armature  will  be  the 
same.     By  what  percentage  is  the  hysteresis  changed?     Increased  or  decreased? 

3.  The  loss  in  the  armature  of  a  certain  turbo-generator  is  7500  watts.  If  the 
temperature  of  the  ventilating  air  at  input  is  20°  C.  and  uj)on  emission  is  55°  C, 
how  many  cubic  feet  of  air  per  minute  must  be  supplied  to  the  core? 

4.  A  110-volt,  500-kw.  generator  has  six  sets  of  brushes.  What  must  be  the 
contact  area  of  one  set? 

5.  A  bipolar  machine,  similar  to  that  shown  in  Fig.  167,  is  to  have  1,900,000 
lines  through  the  armature  core.  The  leakage  factor  is  1.21.  The  cross-section 
of  the  yoke  is  280  sq;  cm.,  of  poles  175  sq.  cm.,  of  air  gap  190  sq.  cm.,  and  of  arma- 
ture core  180  sq.  cm.  Yoke  and  poles  are  of  cast  steel  and  armature  of  sheet  steel. 
Length  of  yoke  is  30  cm.,  of  each  pole  28  cm.,  of  each  air  gap  0.15  inch,  and  of  arma- 
ture core  26  cm.     How  many  ampere-turns  are  required  per  coil? 

6.  In  a  magnetic  circuit  similar  to  that  given  in  Fig.  169,  the  leakage  factor  is 
1.26,  and  the  flux  rcciuired  tiirough  the  core  is  1.2X10'''  lines.    Anuaturc  core  au^. 
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poles  are  sheet  steel;  yoke  is  cast  steel.  Core  is  8  inches  long  and  22  square 
inch  in  cro88-section;  teeth  are  0.6  inch  long  and  useful  cross  section  is  12  square 
inches.  Air  gap  is  0.18  inch  long  and  18  square  inches  cross-section;  poles  are 
5  inches  long  and  14  square  inches  cross-section;  yoke  is  24  inches  long  and  12 
square  inches  actual  cross-section.     How  nmny  ampere-turns  are  required  per  pole? 

7.  Using  a  machine  similar  to  that  shown  in  Fig.  170,  the  magnetic  calculations 
of  which  are  there  given  in  the  accompanying  text,  how  many  ampere-turns  would 
be  required  per  pole,  if  the  retjuired  air-gap  flux  per  pole  were  9.6X10*  lines? 

8.  If  the  average  length  of  turn  for  the  machine  of  Problem  6  above  is  22  inches, 
and  the  voltage  available  for  field  excitation  is  95  volts,  what  size  wire  should  be 
used  and  how  many  turns  of  it  are  required  per  pole? 

9.  The  machine  of  Problem  7  above  is  a  275-volt  generator.  If  the  field  rheo- 
stat is  allowed  15  per  cent  of  the  armature  voltage,  and  the  average  length  per  turn 
of  the  field  winding  is  58  inches,  what  size  wire  should  be  used,  and  how  many  turns 
of  it  must  be  used  per  pole?    What  is  the  power  lost  in  the  field  circuit? 

10.  Figure  the  probable  hysteresis  loss  in  the  armature  core  of  Che  machine 
worked  out  in  the  text  on  page  180. 

11.  If  the  increase  in  field  called  for  in  Problem  7,  over  that  worked  out  for 
the  machine  in  the  text,  is  to  be  supplied  by  a  series  field,  how  maoy  series  turns 
are  required  per  pole?  (The  rating  given,  300  kw.  and  275  volt«,  really  gives  the 
full-load  current  available  for  the  series  turns.)  What  cross-seotioo  should  the 
series  turns  have?  If  the  series  winding  is  made  of  copper  strap  }  inch  thick,  how 
wide  should  it  be? 

12.  What  would  be  the  full-load  /*/?  loss  in  the  series  field,  if  the  average  length 
per  turn  wert'  the  same  as  that  of  the  shunt  field? 

13.  If  there  are  six  paths  in  parallel  in  the  machine  of  Problem  7  above,  what 
should  lie  the  size  of  wire  used  for  the  armature  coils? 

14.  Give  the  winding  diagram  for  the  armature  of  a  four-pole  machine,  multiple^ 
circuit  winding,  with  36  inductions  and  18  commutator  bars. 

16.  Give  vNnnding  diagram  ff>r  the  armature  of  a  four-f>ole  machine,  series  wind- 
ing, with  r>4  inductors  and  13  commutator  bars.  (In  thl«i,  as  well  as  in  the  previous 
problem,  the  number  of  bars  has  purposelv  l)oen  made  too  small  for  a  commercial 
winding,  in  order  to  simplify  the  winding  diagram.) 


CHAPTER  VIII 
THE  CONTINUOUS-CURRENT  GENERATOR 

174.  E.M.F.  of  a  C.C.  Generator. — In  calculating  the  voltage  gen- 
erated by  any  machine,  we  start  from  the  fundamental  rule  that  if  a  con- 
ductor cuts  a  magnetic  field  at  the  rate  of  10^  lines  per  second,  it  generates 
one  volt  of  e.m.f.  Therefore,  to  find  the  e.m.f.  generated  by  any  machine 
it  is  only  necessary  to  calculate  how  much  flux  the  armature  winding  cuts 
per  second.  First,  a  single  coil  armature  will  be  considered,  and  then  the 
more  complicated  windings  will  be  taken  up. 

175.  E.M.F.  Form  for  an  Elementary  Generator. — Consider  a  ring- 
wound  armature  with  only  one  coil,  the  two  ends  of  the  coil  being  con- 


FiQ.  202. — Conventional  representation  of  a  single  coil  on  a  ring  armature,  revolving 
in  a  bi-polar  field  of  practically  uniform  density. 


nected  to  two  slip  rings,  as  in  Fig.  202.  These  rings  are  represented  one 
inside  the  other;  really  they  would  be  of  the  same  size  and  would  be  placed 
side  by  side  on  the  armature  shaft.  As  the  coil  moves  from  ^  to  B  it  is 
cutting  the  magnetic  field,  and  as  the  field  is  supposed  to  be  of  uniform 
density  under  the  pole  face,  the  e.m.f.  generated  will  be  constant  during 
this  time.  In  moving  from  B  to  C  no  flux  is  cut,  hence  no  e.m.f.  is  gen- 
erated. From  C  to  D  the  coil  is  again  cutting  flux,  but  now  the  e.m.f. 
will  be  in  the  opposite  direction  to  the  e.m.f.  generated  when  the  coil  was 
moving  from  A  to  B,  because  the  flux  is  in  the  same  direction  as  it  was 
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before,  but  the  motion  is  in  the  opposite  direction, 
moves  from  D  to  A,  no  e.m.f.  is  generated. 


Then,  as  the  coil 


iw 


3r 


Ht 


Fio.  203. — The  coil  shown  in  Fig.  202  would  generate  an  e.m.f.  wave  of  about  the  form 
shown  here;  actually,  however,  the  comenj  of  the  wave  would  not  be  so  sharp, 
as  it  Is  impossible  tu  make  the  flux  in  the  air  gap  change  from  a  high  value  to  zero 
value  so  abruptly. 

If  the  e.m.f.  wave  be  represented  by  using  the  position  of  the  coil  for 
the  X  axis  and  the  magnitude  of  the  generated  e.m.f.  for  the  Y  axis,  a 


^  s/^ff/c  Con^May»r  on  a  ">»< 


6o  Cyc/e  effrtnf 


Flu.  201. — An  ost'illograin  of  the  voltage  generated  by  a  single  conductor  on  a  siiKx>tb- 
core  armature  in  a  bipolar  field.  If  the  armature  had  been  slotted  there  would 
have  been  ripplf^  on  the  wave  as  may  be  seen  from  Fig.  235,  which  gives  a  wave 
similar  to  that  above,  using  however  a  slottcd-core  armature. 

curve  will  be  obtained,  such  as  is  shown  in  Fig.  2()3.  Calling  the  position 
zero  when  the  coil  is  at  A,  it  is  evident  that  when  the  coil  has  revolvetl 
180**  the  negative  part  of  the  e.m.f.  l)egins;   and,  of  course,  when  the 
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coil  has  rotated  360°  (i.e.,  back  to  A)  the  cycle  of  events  begins  over  again. 
It  is  to  be  noted  that  since  the  flux  in  Fig.  202  is  practically  uniform  in  the 
air  gap,  the  e.ni.f.  wave  is  flat  topped. 

Such  a  machine  gives,  then,  an  e.m.f,  which  alternates  in  direction 
once  every  time  the  coil  moves  by  a  pole;  and,  if  an  external  circuit 
(such  as  a  load  of  lamps)  were  connected  to  the  brushes,  an  alter- 
nating current  of  the  same  shape  as  the  e.m.f.  wave  of  Fig.  203  would 
flow  in  it.  An  oscillogram  of  the  e.m.f.  of  such  a  one-coil  winding  is  given 
in  Fig.  204;  it  is  seen  to  be  approximately  the  same  shape  as  given  in 
Fig.  203. 

176.  Action  of  Commutator  .—To  make  the  simple  machine  of  Fig.  202 
give  a  current  which,  in  the  external  circuit,  is  uni-direclional,  it  is  neces- 


2n-  37r 


Fig.  205.^If  the  e.m.f.  wave  of  Fig.  203,  were  reversed  in  polarity  every  other  alterna- 
tion, the  e.m.f.  would  be  uni-directional,  but  not  uniform;  the  coil  of  Fig.  102, 
connected  to  a  two-part  commutator,  would  give,  on  the  line,  a  voltage  of  about 
the  form  shown  here. 

sary  to  connect  the  ends  of  the  coil  to  the  two  segments  of  a  two-part  com- 
mutator and  to  so  place  the  brushes  on  the  commutator  (dian  etricLlly 
opposite  to  each  other)  that,  at  the  same  time  that  the  e.m.f.  of  the  coil  reverses, 
the  connection  cf  the  coil  to  the  external  circuit  reverses.  When  this  is  done, 
a  pulsating,  uni-directional  current,  as  shown  in  Fig.  205,  flows  in  the 
external  circuit. 

The  commutator  and  proper  position  of  the  brushes  to  give  such  a 
current  in  the  external  circuit  are  shown  in  Fig.  206,  where  the  brushes  are 
shown  inside  the  commutator  for  clearness  of  representation.  They  really 
bear  on  the  outside  surface  of  the  commutator.  It  will  be  seen  that  as 
the  coil  passes  from  a  position  under  the  north  pole  to  a  position  under 
the  south  pole,  its  connections  with  respect  to  the  brushes  are  reversed. 

A  single  coil  does  not  form  a  closed  winding  and  would  never  be  used. 
If  another  coil  is  wound  on  the  armature  in  the  same  direction  as  the  first, 
and  if  the  coils  are  connected  as  in  Fig.  207,  we  have  a  two-coil,  closed- 
circuit  winding.  The  direction  of  the  induced  e.m.f.  is  marked  on  both  coils 
by  arrows,  and  it  is  seen  that  the  e.m.f.  of  both  coils  acts  in  the  same  direc- 
tion OS  far  as  the  outside  circuit  is  concerned,  but  that  the  two  e.m.fs.  oppose 
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each  other  in  the  local  circuit  made  up  of  the  two  coils  only.  In  this  two- 
circuit  winding  the  e.m.f.  of  the  generator  is  evidently  the  same  <u  the  e.m.f. 
per  path,  but  the  current  capacity  of  the  machine  is  equal  to  twice  the  current 
capacity  'per  path.    The  e.m.f.  wave  form  of  the  armature,  shown  in  Fig. 


FiQ.  206. — The  connection  of  the  coil  of  Fig.  202  to  a  two-part  commutator  is  shown 
here;  brashes,  180  degrees  apart,  rest  on  the  commutator  and  serve  to  connect  the 
rotating  coil  to  the  outside  circuit. 

207,  would  be  exactly  the  same  as  that  shown  in  Fig.  205,  which  was  for 
a  single-coil  armature. 

The  e.m.f.  wave  of  Fig.  205  is  not  suited  for  ordinary  purposes  of 
lighting,  running  motors,  etc.    A  uniform,  non-pulsating  e.m.f.  is  desired, 


Fig.  20.. — If  two  coils  were  used  with  ft  two-part  commutator,  they  would  be  con- 
neeted  as  shown  here;  being  in  parallel  for  delivering  current  to  the  bnishes. 


and  this  is  the  purpose  of  making  an  armature  with  many  coils  and  many 
commutator  bars.  Consider  a  four-coil,  closed-circuit  armatiu^  with  a 
four-part  commutator,  connected  as  shown  in  Fig.  208.  As  the  arma- 
ture revolves  it  is  evident  that  every  coil  will  generate  a  wave  of  e.m.f. 
of  the  same  shape  and  magnitude  as  that  of  any  other  coil,  but  that  these 
waves  will  be  behind  one  another,  a  time  equal  to  that  required  for  one- 
quarter  of  a  revolution  of  the  armature.    Moreover  the  e.m.f.  of  the 
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machine  is  obtained  at  any  time  by  adding  together  the  e.m.fs.  of  the  two 
coils  that  are  in  series  with  each  other  at  that  time  in  the  path  considered. 

In  Fig.  208,  for  the  instant  shown,  coils 

1  and  4  are  in  series  to  form  one  path 
through  the  armature  winding,  and  coils 

2  and  3  are  in  series  to  form  the  second 
path;  the  two  paths  are  obviously  in 
parallel. 

177.  E.M.F.  Form  of  a  Multi-coil 
Armature. — The  e.m.fs.  of  the  different 
coils  are  shown  in  Fig.  209  (a) ,  the  curves 
being  numbered  to  correspond  with  the 
coils.  Thus  at  time  =  0  (Fig.  208)  coils 
1  and  3  are  generating  zero  voltage, 
while  coil  2,  moving  under  the  north  pole, 
and  coil  4,  moving  under  the  south  pole, 
generate  voltages  which  are  in  the  same 
direction  with  respect  to  the  external 
circuit.  An  eighth  of  a  revolution  later,  as  indicated  in  Fig.  210,  coil  1 
moves  under  the  north  pole  and  coil  3  moves  under  the  south  pole.     It 


Fig.  208. — A  four-coil  winding  would 
require  a  four-part  commutator, 
and  there  would  be  two  coils  in 
series  in  each  path  of  the  arma- 
ture winding. 


E.M.F.  of 
Coils  1  and  3 


27r 

C6) 


37r 
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Fig.  209.— The  four-coil,  four-part  commutator,  armature  gives  on  theextornal  circuit 
a  voltage  more  nearly  uniform  than  that  delivered  by  the  two-coil  armature. 

will    now    be  seen  that  coils  1  and  2  are  both   generating   an   e.m.f. 
in  the  same  direction  and  that  they  are  in  series  to  form   one   path 
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between    brushes,    the   line  voltage  being  the  sum  of   the   two  cofl 
voltages. 

The  e.m.f.  generated  by  the  other  half  of  the  armature  winding  is 
obtained  by  considering  coils  3  and  4,  of  Fig.  210.  It  will  be  found 
that  they  give,  between  the  brushes, 
Hu  e.m.f.  exactly  equal  to  that  given  - 
by  coils  1  and  2  and  in  the  same 
iiredion  with  respect  to  the  external 
.  ircuit.  The  line  e.m.f.,  obtained  by 
adding  the  coil  e.m.fs.,  is  shown  in 
Fig.  209  (6).  It  is  seen  that  although  N 
the  line  e.m.f.  is  not  yet  regular,  it 
never  goes  to  zero  value  as  with  the 
<me  coil  winding  (Fig.  205)  and  that 
the  fluctuation  is  only  50  per  cent  of 
the  maximum  value. 

By  conisidering  in  the  same  way 
an  8-coil  armature  with  an  eight-part 
ommutator,  it  will  be  found  that,  as 
the  number  of  coils  is  increased,  the 
pulsation  in  the  line  e.m.f.  continually 
decreases,  and,  on  an  ordinary  com- 
mercial machine  ha\'ing  perhaps  20 
roils  between  brushes,  the  variation 
is  scarcely  perceptible  and  can  only  be  detected  by  some  sensitive 
instrument  like  the  telephone.  Besides  getting  smaller  in  magnitude  as 
the  number  of  coils  is  increased,  the  fluctuations  of  e.m.f.  also  increase  in 
rapidity  until  on  commercial  generators  they  are  in  the  neighborhood  of 
1000  or  more  per  second. 

We  see,  then,  that  a  multiple-coil  armalure,  equipped  with  a  multiple- 
part  commutator,  mil  produce  a  uni-diredional  line  e.m.f.  of  practically  con- 
stant magnitude;  the  machine  is  therefore  called  a  continuous-current  or 
direct-current  generator.  The  e.m.f.  in  the  individual  coils  is  alternating 
in  direction;  the  commutator  cannot  change  this,  but  it  does  so  change 
the  connection  of  the  coil  to  the  line  that  what  is,  in  the  coil,  an  alter- 
nating e.m.f.  becomes  uni-directional  on  the  line. 

178.  Method  for  Calculating  the  E.M.F.  of  a  Generator.— In  deter- 
mining the  e.m.f.  of  a  generator  it  is  only  necessary  to  calculate  the  rate 
at  which  flux  is  being  cut  by  all  the  conductors  connected  in  series  in  one 
path  of  the  winding.  We  shall  use  the  term  active  indudors  to  indicate 
those  conductors  on  the  armature  which  are  cutting  flux  at  the  time  con- 
sidered. Evidently  all  the  inductors  on  an  armature  are  not  active, 
because  while  some  of  them  lie  under  the  pole  face,  generating  an  e.m.f., 


Fia.  210. — At  the  time  shown  in  Fig. 
208,  only  one  coil  is  generating  voltage 
in  either  path  of  the  winding,  the 
other  coil  in  each  path  being  in  the 
inter-polar  space  and  so  generating 
no  voltage;  after  the  armature  has 
rotated  a  little,  as  shon-n  here,  both 
coils  in  either  path  are  active  in  gener- 
ating voltage. 
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others  must  be  situated  in  the  interpolar  space  where  there  is  no  flux  to  be 
cut  and  hence  they  can  generate  no  e.m.f.  Generally,  60  to  70  per  cent 
of  the  inductors  of  a  machine  are  active  at  any  one  instant. 

Also,  we  have  to  consider  the  fact  that  some  of  the  active  inductors  lie 
in  a  weaker  field  than  others.  The  field  may  be  considered  in  two  parts; 
that  directly  under  the  pole  face  where  the  field  has  normal  density,  and 
that  near  the  edge  of  the  pole  or  pole  shoe,  where  the  density  of  the  field 
is  less  than  normal.  This  part  of  the  field  is  called  the  pole  fringe.  If  the 
voltage  of  the  machine  is  obtained  by  calculating  the  e.m.f.  generated  by 
each  of  the  inductors  in  a  path,  and  then  adding  these  e.m.fs.  together,  it 
is  necessary  to  find  the  voltage  generated,  (a)  by  inductors  under  the  pole 
face  and,  (6)  by  inductors  in  the  pole  fringe,  and  then  to  add  the  two 
voltages  so  obtained. 

179.  Example  of  E.M.F.  Calculation  for  a  Bipolar  Generator. — We 
shall  first  consider  a  bipolar  machine  wound  with  44  coils  of  8  turns  each  of 
No.  13  wire.  The  total  length  per  turn  is  2  feet,  of  which  1  foot  is  active. 
Assume  that  the  peripheral  speed  of  the  armature  is  3000  feet  per  minute, 
that  60  per  cent  of  the  inductors  are  active  (i.e.,  lie  under  the  pole  face  at 
the  same  time),  and  that  the  flux  density  in  the  air  gap  is  10,000  lines  per 
square  centimeter,  the  pole  fringe  not  considered.  It  is  desired  to  find: 
(1)  the  generated  e.m.f.;  (2)  the  safe  current  capacity;  (3)  the  armature 
resistance;  (4)  the  full  load  terminal  voltage. 

The  first  thing  to  determine  is  the  active  length  of  inductor  per  path. 
This  must  be  a  two-path  winding,  hence  we  have : 

Coils  per  path  =  22; 
Turns  per  path  =  176; 

Length  of  inductor  per  path=  176X1  =  176  ft.; 

As  the  flux  density  is  given  in  lines  per  squai^e  centimeter  we  shall  work 

in  the  metric  system ; 
Length  of  inductor  per  path  =  5370  cm.; 

Active  length  of  inductor  per  path 

=  5370X60  per  cent  =  3220  cm.; 

The  velocity  of  the  inductors  is  3000  feet  per  minute 

=  1525  cm.  per  sec; 

Flux  density  =  10,000  hues  per  sq.  cm.; 

Flux  cut  per  second  =  3220  X 1525  X  10,000 

=491X10Mine.s. 
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Hence  the  generated  voltage  per  path  =>  491  volts,  and  this  is  the 
generated  e.m.f.  of  the  machine. 

A  fomiula  in  the  derivation  of  which  the  voltage  is  considered  from 
the  standpoint  of  average  voltage  of  an  inductor,  rather  than  its  instan- 
taneous value,  is  easier  to  apply  than  the  method  suggested  in  section  178; 
in  this  method  the  electromotive  force  of  a  generator  is  derived  as  follows: 

Let  Z= total  number  of  conductors  on  armature; 

p  =  number  of  field  poles; 
m  =  numljer  of  parallel  paths  in  armature  winding; 

^  =  total  flux  per  pole,  entering  armature; 
N  =  revolutions  per  minute  of  armature. 

There  are  evidently  Z/m  conductors  in  series,  per  path.  Then  flux 
cut  by  one  conductor  in  one  revolution  =  p<f>. 

Flux  cut  per  second  by  one  conductor  =  ^^r-. 

Average  voltage  generated  by  one  conductor = ^     ^ .    .     (100) 

v<bN       Z 
Voltage  generated  per  path  =  ^3  ins X  — • 

As  the  voltage  per  path  is  the  voltage  of  the  machine  we  have  the 
formula: 

E.m.f.  of  p:onerator  =  —§^— —revolts.       .     .     .     (101) 

In  many  cases  the  data  for  a  problem  are  given  in  such  a  way  that  this 
formula  is  more  convenient  in  obtaining  an  answer  than  the  method  used 
in  the  previous  problem. 

180.  Allowable  Current — In  a  well-ventilated  armature  it  is  safe  to 
allow  one  ampere  per  000  circular  mils  cross-section  of  the  armature  con- 
ductor. As  a  No.  13  wire  is  5178  cir.  mils  in  section,  the  safe  current  to 
allow  is  about  8.63  amperes  per  path.  As  there  are  two  paths  in  parallel 
in  this  armature,  and  as  each  can  safely  earn.'  8.63  amperes,  the  armature 
can  cany-  about  17.3  amperes.  If  we  hat!  supposed  a  poorly  ventilated 
armature  and  allowed  900  circular  mils  per  ampere,  the  safe  current  would 
have  lxK»n  1 1.6  amperes. 

181.  Calculation  of  Armature  Resistance. — The  resistance  of  the 
armature  is  obtained  by  calculating  the  resistance  per  path  and  then 
dividing  by  the  number  of  paths  in  parallel  in  the  armature.  In  the 
machine  above  there  are  in  each  path  22  coil.s  of  8  turns  each  and  each  turn 
is  2  feet  long.    The  length  of  wire  per  path  is  therefore  352  feet.    The 
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resistance  of  352  feet  of  No.  13  wire  (at  50°  C.)  =  0.786  ohm.     As  there 
are  two  paths  in  parallel  the  armature  resistance  is    '        or  0.393  ohm. 

182.  Calculation  of  Terminal  Voltage. — The  full  load  IR  drop  in  the 
windings  is  therefore 

0.393 X  17.3  =  6.8  volts  (say  7  volts). 

The  drop  at  the  brush  contacts  (carbon  brushes)  assumed 

=  2  volts. 

Therefore  the  total  drop  in  the  armature  with  full  load  current 

=  7+2  =  9  volts. 

The  full-load  terminal  voltage  (voltage  at  brushes) 

=  491  volts  (generated)  —  9  volts  (IR  drop) 
=  482  volts. 

183.  Calculations  for  a  Multipolar  Generator. — Next  consider  a  12-pole, 
lap-wound  generator  having  240  coils  on  the  armature,  4  turns  per  coil, 
each  turn  consisting  of  two  No.  8  wires  in  parallel.  The  length  per  turn 
is  4  feet  and  the  length  of  inductor  per  turn  is  20  inches.  The  armature  is 
4  feet  in  diameter  and  makes  200  r.p.m.  Fifty  per  cent  of  the  inductors 
lie  in  a  field  of  9000  lines  per  square  centimeter,  and  20  per  cent  of  them 
lie  in  the  pole  fringe  where  the  average  flux  density  is  5000  lines  per  square 
centimeter.     Find  the  same  quantities  as  in  previous  problem. 

To  calculate  the  generated  e.m.f.,  the  method  of  procedure  is  to  find: 
(1)  the  length  of  inductor  in  the  denser  field  (A)  and  calculate  the  e.m.f, 
generated  by  it;  (2)  the  length  of  inductor  in  the  weak  field  (B)  and  cal- 
culate the  e.m.f.  generated  by  it.  The  sum  of  the  voltages  generated  by 
inductors  (A)  and  (B)  gives  the  total  generated  voltage. 

As  the  machine  is  lap  wound  and  has  12  poles,  there  must  be  20  coils 
per  path. 

The  length  of  inductor  per  path 

=  20X4X20X2.54  =  4070  cm.; 

The  length  of  inductor  in  the  dense  field 

=  4070  X  50  per  cent  =  2035  cm .  (i4 ) ; 
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The  length  of  inductor  in  the  pole  fringe 

=4070X20  per  cent  =  814  cm.  (B); 

Tu         •  u      ^         A             4X200X2.54X12XT     ,__.  . 

I  he  ponphom!  ^p^^^  = ^ =  1275  cm.  /sec. 

K.iii.f.  griuT!itc<l  l>y  inductors  (A) 

=  1275 X 2035 X9000X10"«  =  233  volts. 
E.m.f.  generated  by  inductors  (B) 

=  1275X814X5000X10~8  =  52  volts. 


Total  e.m.f.  per  path  =  285  volts 

The  conductor  of  which  the  winding  is  formed  is  a  double  No.  8,  and 
so  has  a  cross-section  of  33,020  circular  mils. 

Allowing  600  circular  mils  per  ampere  gives  a  capacity  per  path  of  55 
amperes.  As  there  are  12  paths  in  parallel  and  each  can  carry  55  amperes, 
the  whole  armature  has  a  capacity  of  12X55  =  660  amperes.  The  length 
per  turn  is  4  feet,  therefore  the  length  per  coil  is  16  feet.  There  are  20 
coils  in  series  in  one  path,  therefore  the  length  per  path  =  320  feet. 

The  resistance  of  320  feet  of  No.  8  wire  is  (at  50*^  C.)  0.224  ohm. 
The  resistance  of  320  feet  of  double  No.  8  is  therefore  0.1 12  ohm. 
Hence  the  armature  resistance  is  0.1 12,  12  =  0.00934  ohm; 

Full  load  IR  drop  =  660  X  .00934  =  6.16  volts. 

Allowing  in  this  case  3  volts  for  the  drop  at  the  brush  contacts  gives  a  full 
load  IR  drop  in  the  armature  of  about  9  volts,  so  that  the  full  load  terminal 
voltage  =  285-9  =  276  volts. 

In  these  two  sample  problems  the  data  were  not  taken  from  actual 
machines.  The  voltages  obtained  are  not  those  of  commercial  machines; 
certain  voltages  have  been  more  or  less  standardized,  by  usage,  for  cer- 
tain classes  of  service.  The  voltages  ordinarily  used  are  110-125  and 
220-250  volts  for  lighting  generators,  and  for  railway  generators  550-600 
volts.  Very  special  machines  may  be  built  for  voltages  as  high  as  10,000 
volts,  but  these  are  seldom  used.  Generators  intended  for  electroplating 
are  generally  built  for  10  volts  or  less. 

184.  Commutation. — The  function  of  the  commutator  and  its  con- 
struction have  been  taken  up  in  previous  paragraphs,  and  mention  has 
been  made  of  the  fact  that  there  may  be  sparking  at  the  contact  surface 
of  the  brush  and  commutator.  The  reasons  for  this  sparking  will  now  be 
given,  the  superiority  of  the  carbon  brush  over  the  copper  bnish  will  be 
shown,  and  the  purpose  of  the  commutating  poles  will  be  discussed. 
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Fig.  211. — By  inspection  of  this  diagram,  giving  the 
direction  of  current  flow  for  coils  on  both  sides  of  the 
brush,  it  is  evident  that  the  current  in  any  one  coil 
must  reverse  its  direction  as  it  passes  the  brush. 


The  direction  of  the  current  through  any  coil  is  reversed  as  the  com- 
mutator bars,  to  which  the  coil  ends  are  attached,  move  under  the  brush. 
This  must  be  so,  because  before  the  coil  reaches  the  brush,  as  at  (A)  Fig. 

211,  the  current  is  in  one 
"^    Z     '^  direction  and  when  the 

.A      ...=,^,'=N-,«^      B/  coil  is  at  (B)  the  current 

is  in  the  opposite  direc- 
tion in  the  coil.  This 
reversal  of  current  takes 
place  just  as  the  coil 
is  short-circuited  by  the 
brush,  as  in  position  C, 
Fig.  211.  The  revers- 
ing of  the  direction  of 
current  in  the  coil  as 
the  coil  moves  under  the 
brush  is  called  com- 
mutation. If  this  re- 
versal takes  place  with 
no  visible  sparking  at 
the  brush  contact,  the 
machine  is  said  to  have   black,  or  sparkless,  commutation. 

185.  Effect  of  Self-induction  on  Commutation. — The  time  in  which 
this  reversal  of  current  has  to  take  place  is  very  short,  so  that  the  rate  of 
change  of  current  as  the  coil  is  commutated  is  very  high,  especially  when 
the  machine  is  canying  much  load.  As  the  coil  possesses  self-induction, 
this  rapid  reversal  of  current  sets  up  an  e.m.f.  of  self-induction  which  tends 
to  maintain  the  current  in  its  original  direction.  When  this  e.m.f.  of 
self-induction  is  high  it  is  almost  impossible  to  obtain  sparkless  commu- 
tation, and  because  of  this  fact  armature  coils  must  be  made  with  low  self- 
induction.  The  low  coefficient  of  self-induction  is  obtained  by  winding 
but  few  turns  per  coil  and  by  placing  the  coil  in  an  open  or  semi-closed  slot. 
An  armature  wound  in  closed  slots  would  not  commutate  well  at  all,  because 
of  the  high  self-induction  of  its  coils. 

186.  Rate  of  Current  Change  During  Commutation. — The  time  during 
which  the  coil  is  short-circuited  is  easily  calculated.  Suppose  a  com- 
mutator having  90  segments  is  making  1800  r.p.m.  and  that  the  brush  has 
a  width  equal  to  two  commutator  bars.  Any  two  adjacent  bars  have  a 
coil  connected  between  them,  so  that  the  coil  is  short-circuited  during  the 
time  required  for  the  mica  insulation  between  the  two  bars  to  move  the 
width  of  the  brush  contact. 

In  the  above  case,  this  is  equal  to  2/90X60/1800=  1/1350  of  a  second. 
If  the  armature  is  carrj^ing  10  amperes  per  path,  the  rate  of  change  of  the 
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current  during  commutation  w  al)Out  27,000  amperes  per  second.  The 
e.ni.f.  of  st»lf-induction  is  etjual  to  the  coefficient  of  self-induction  for  the 
coil,  L,  multiplied  by  the  rate  of  change  of  current,  and  as  this  latter  term 
is  80  high,  L  must  necessarily  be  kept  low.  For  a  given  brush  width  and 
commutator  speed,  the  rate  of  current  change  during  commutation  increases 
directly  with  the  current  the  armature  is  carrjing.  This  rate  is  very 
lai^  on  big  machines,  and  therefore  the  coefficient  of  self-induction  must 
be  kept  correspondingly  low.  It  will  l)e  noticed  that  on  large  armatures 
the  coils  have  ver>*  few  turns:  sometimes  only  one  turn  per  coil  is  used. 

187.  Methods  for  Getting  Sparkless  Commutation. — As  the  coil  moves 
under  the  brush,  the  variation  of  the  contact  resistance  between  the  carbon 
brush  and  the  two  segments  to  which  the  coil  is  attached,  tends  to  make  the 
current  in  the  coil  reverse.  In  low-voltage,  slow-speed  machines  this 
effect  can  be  made  great  enough  to  produce  sparkless  commutation,  so 
that  it  is  not  necessary  to  introduce  into  the  short-circuited  coil  an  e.m.f. 
to  overcome  that  of  self-induction.  Commutation  which  depends  only 
upon  this  resistance  effect  to  eliminate  sparking  is  sometimes  called 
resistance  commutation.  If  some  means  is  employed  to  generate  in  the 
short-circuiteil  coil  an  e.m.f.  equal  and  opposite  to  that  of  self-induction, 
the  machine  is  said  to  have  e.m.f.  commutation.  Of  course,  even  if  a 
machine  employs  e.m.f.  commutation,  since  carbon  brushes  aie  always 
used,  the  resi-stance  effect  is  also  present,  helping  the  e.m.f.  effect. 

188.  Resistance  Commutation. — The  idea  of  resistance  commutation 
may  l>e  understoo*!  by  studying  the  variation  of  the  contact  resistance  as 
the  commutator  bars  move  under  a  brush.  Consider  only  a  few  coils  of 
the  armature  shown  in  Fig.  211;  the  coil  undergoing  commutation  and  a 
few  on  each  side  of  it  are  shown  in  Fig.  212,  where  B  is  the  coil  about  to  Ixj 
commutated. 

Position  (1)  shows  coil  B  before  it  begins  to  be  commutated,  when  all 
the  current,  i,  flowing  through  the  left  side  of  the  annature  hiis  to  go  t  hrough 
coil  B  and  lea<l  c  to  reach  the  brush  end  so  the  external  circuit.  When 
the  bru-sh  is  in  position  2,  this  current  from  the  left  side  of  the  armature 
has  two  paths  by  which  to  reach  the  external  circuit ;  through  coil  B  and  lead 
c  as  before,  or  else  not  through  coil  B  at  all  but  directly  through  the  lead  a. 
The  division  of  the  current  lx»tween  these  two  paths  depends  upon  their  rel- 
ative resistances,  and  in  the  ca.se  of  carbon  brushes  practically  all  the  resist- 
ance of  either  path  is  in  the  brush  contact.  In  position  2,  three-quarters  of  the 
bnish  Ls  represented  as  in  contact  with  segment  g,  and  one-quarter  in  contact 
with  segment/.  If  brush-contact  resistance  is  assumed  as  varying  inversely 
as  area  of  contact,  we  should  expect  the  current  flowing  from  segment  g 
to  the  brush  to  be  three  times  that  flowing  from  segment/  to  the  brush. 
All  the  current,  i,  from  the  right  side  of  the  armature  must  flow  down 
Vad  d,  so  that  the  current  from  the  left  side  must  divide,  one-half,  1/2, 
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passing  directly  to  the  brush  through  segment  /  and  the  other  haK  r/2, 

continuing,  as  before,  through  coil 
B  and  lead  c  and  flowing  to  the 
ry^   brush  through  segment  g. 

As  the  armature   continues  to 


Direction  of  Motion  of  Armature 

>- 

A 


© 


_rm^ture 
\CoilsV 

i  i         move,   it  will    be    seen    that    the 
'^''u^ds"^    contact    area    between    the  brush 

1 and  segment  /  increases  and  that 

between  the  brush  and  segment  g 
decreases.  In  position  3  they  are 
represented  as  equal,  and  it  would 
be  expected  that  all  the  current 
from  the  left  side  of  the  armature 
would  enter  the  brush  through 
segment  /,  and  that  from  the  right 
side  through  segment  g.  Accord- 
ingly, there  would  be  no  current 
through  coil  B. 

In  position  4,  the  contact  area 
between  the  brush  and  segment  / 
is  represented  as  three  times  that 
between  the  brush  and  segment  g. 
If,  therefore,  the  current  flowing 
to  the  brush  from  segment  /  is  to 
be  three  times  that  from  segment 
(jf,  it  is  necessary  that  one-half  the 
current,  2/2,  from  the  right  side  of 
the  armature  flow  to  the  brush 
through  lead  d  and  segment  g  and 
the  other  half,  i,2,  flow  through 
coil  B  and  down  lead  6,  uniting 
with  the  current,  i,  from  the  left 
side  in  segment/. 

As  the  armature   continues   to 
move,  the  resistance  of  the  path 
through  segment  g  becomes  higher 
as  the  area  of  brush   contact   on 
Fig.  212. — A  detailed  study  of  the  condi-  this    segment   becomes  smaller,   so 
tions  which  must  exist  in  any  one  coil,  that  more  and  more  of  the  current 
during  the  time  it  is  short-circuited  by  ^^^^  ^^^  ^^^  ^jj^  ^^  ^^^  armature 
the  brush;  the  current  must  die  down  to       .     ,.  .,  ,    ,       ,      , 

zero  and  build  up  to  an  equal  value  in  ^»"^^»"S  eomes  through  leads  d  and 
the  opposite  direction  during  the  short-  «,  through  coil  B,  and  then  through 
circuit  period.  h  and  /  to  the  brush.     Finally,  in 
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position  5,  the  brush  and  segment  separate,  and  all  of  the  current  from 
the  right  side  of  the  armature  must  pass  through  coil  B  to  get  to  the 
brush. 

Thus  toe  see  that  the  variation  of  hrush-corUad  resistance  first  tends  to  stop 
the  original  current  through  B  (poifitions  1  to  3)  and  then  tends  to  build  it  up 
in  the  opposite  direction  (positions  3  to  5). 

189.  Current  During  Commutation. — If  this  resistance  commutation 
is  to  work  successfully,  the  current  through  B  must  have  reversed  and 
built  up  to  the  same  value  of  current  as  that  flowing  in  coil  C,  before  seg- 
ment g  leaves  the  brush.    If  this  condition  is  not  satisfied,  there  will  be  more 


Fia.  213. — If,  during  the  short-circuit  period,  here  shown  as  0.001  second,  the  current 
follows  the  fuU^ine  curve,  the  commutation  will  be  satisfactory;  no  sparking  at  the 
brushes  will  occur.  If  the  current  follows  the  dotted  line  curve,  sparking  will 
occur  at  the  trailing  tip  of  the  brush. 


or  less  sparking.  The  variation  of  current  in  coil  B,  as  it  is  being  com- 
mutated,  may  be  well  shown  by  a  curve,  as  in  Fig.  213.  If  the  current  is 
10  amperes  in  each  side  of  the  armature,  and  the  time  during  which  the 
coil  is  short-circuited  is  0.001  second,  and  if  the  current  in  B  completely 
reverses  during  this  time,  the  current  curve  has  the  form  shown  by  the 
full  lines  in  Fig.  213. 

As  was  said  before,  an  armature  coil  possesses  some  self-induction. 
During  the  first  part  of  the  commutation  of  coil  B,  when  the  current 
through  it  decreases,  a  counter  e.m.f.  must  be  generated  because  of  its 
self-induction,  which  has  the  same  direction  as  the  decreasing  current, 
since  the  c.e.m.f.  tends  to  oppose  the  decrease.  This  c.e.m.f.  is  repre- 
sented in  Fig.  212  by  the  dotted  arrows.  When  the  current  through  B 
increases  in  the  opposite  direction,  the  c.e.m.f.  of  self-induction  acts  to 
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oppose  the  increase  of  current.  Its  direction  must  then  be  opposite  to 
the  growing  current,  or  the  same  as  it  was  when  the  current  was  decreas- 
ing. In  other  words,  the  direction  of  the  c.e.m.f.  of  self-induction  is  always 
the  same  during  commutation,  provided  the  current  always  changes  in  the  same 
direction. 

The  effect  of  the  c.e.m.f.  of  self-induction  must  then  be  to  delay  the 
reversal  of  the  current  in  the  coil  being  commutated.  In  position  3  of 
Fig.  212,  for  example,  some  current  will  still  be  flowing  through  coil  B  from 
left  to  right;  it  will  not  have  reached  zero  as  was  supposed  when  discussing 
that  figure. 

Now  suppose  that  the  effect  of  vaiying  the  brush  contact  resistance 
is  not  great  enough  to  reverse  completely  the  current  in  B  during  0.001 
second.  The  current  curve  then  might  have  the  form  shown  by  the  dotted 
curve  of  Fig.  213.  In  this  case,  at  the  time  when  segment  g  leaves  the 
brush,  the  current  B  is  only  2  amperes  (negative) ;  it  should  be  10  amperes 
(negative).  But  if  the  current  flowing  in  the  right-hand  part  of  the 
armature  cannot  reach  the  external  circuit  through  segment  g,  it  must  go 
through  coil  B,  and  this  means  that  at  the  instant  the  brush  and  segment 
g  separate,  the  current  in  B  must  suddenly  change  from  2  amperes  to  10 
amperes.  The  rate  of  change  of  current  in  B  is  very  large  at  this  instant 
and  so  a  large  counter  e.m.f.  of  self-induction  is  set  up  in  B. 

190.  Cause  of  Sparking. — The  current  from  C  has  then  two  possible 
paths;  it  may  force  its  way  through  B  against  the  high  counter  e.m.f.  of  B, 

or  it  may  form  an  arc  over  the  mica 
insulation  and  get  to  the  brush  without 
going  through  coil  B.  This  condition  is 
indicated  in  Fig.  214.  The  formation 
of  this  small  arc  depends  upon  the  high 
counter  e.m.f.  of  coil  B  and  this  in  turn 
depends  upon  the  rapid  change  in  cur- 
rent through  B  when  segment  g  leaves 
the  brush.  This  excessively  rapid  change 
of  current  is  necessary  because  during 
the  time  of  short  circuit  the  resistance 
variation  has  not  been  sufficient  to  re- 
verse completely  the  current  in  B  (dot- 
ted line.  Fig.  213). 

The  practical  result  of  sparking  at 

the  commutator  is  to  cause  wearing  of 

the  receding  edges  of  the  connnutator 

bars  and  the  trailing  brush  tips.     This 

is  represented  in  exaggerated  form  in  Fig.   215.     It  will  be  seen  that 

^his  wear  of  the  trailing  brush  tip  materially  decreases  the  area  of  brush 


Fig.  214.  —  The  sparking  which 
occurs  as  indicated  here,  rapidly 
consumes  the  tip  of  the  brush 
and  also  burns  the  commutator, 
causing  a  rough,  blackened  sur- 
face, which  serves  to  augment 
the  sparking  and  so  make  condi- 
tions worse. 


CONDITION  POH  M'AHKLESS  COMMUTATION 


223 


contact  and  8o  tends  to  produce  overheating,  due  to  excessive  current 
density,  as  well  as  due  to  the  sparking  itself;  it  also  amounts  practically 
to  a  slight  shift  of  the  brushes. 

191.  CoQdition  for  Sparkless  Commutation. — If  the  current  in  B  was 
compleioly  reverstnl  during  the  short-circuit  interval  (as  in  the  full  line  of 
Fig.  213)  there  would  be  no  change 
of  current  in  B,  as  segment  g  left  the 
brush,  and  hence  no  counter  e.m.f.  of 
self-induction  to  overcome.  In  this 
case  there  would  be  no  tendency  of 
the  current  from  C  to  arc  over  the 
commutator,  as  segment  g  left  the 
brush,  and  there  would  be  no  spark- 
ing. In  fact,  commutation  is  always 
sparkless  when  the  current  in  the  coil 
undergoing  commutation  is  completely 
reversed  during  the  time  the  coil  is 
short-circuited  by  the  brush. 

192.  E.M.F.  Commutation.— 
E.m.f.  commutation  is  used  on  nciriy 

all  modern  machines.  With  high  commutator  speeds  the  resistance  varia- 
tion is  never  sufhcient  to  reverse  completely  the  current  in  the  coil  short- 
circuited.     If,  as  was  mentioned  before,  some  means  were  employed  to 


Fio.  215. — Bad  sparking  at  the  brush 
cauMcs  the  commutator  and  brush  to 
sjwume  this  shape.  Really  the  surface 
of  the  commutator  should  l)e  a  smooth 
cyUnder,  and  the  brush  should  be  in 
intimate  contact  with  this  cylinder 
over  its  whole  cross-section. 


Fig.  216. — By  advancing  the  brush  the  short-circuited  coil  may  be  caused  to  lie  on 

the  pole  fringe. 


generate,  in  the  short-circuited  coil,  an  e.m.f.  equal  and  opposite  to  the 
the  c.e.m.f.  of  self-induction,  then  resistance  commutation  could  be 
depended  on  to  accomplish  the  desired  reversal  of  the  current.  This  gen- 
erated e.m.f.,  which  we  shall  call  the  commutation  e.m.f.,  may  be  induced  by 
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the  pole  fringe  or  by  separate  poles  intended  especially  for  this  purpose, 
called  commutating  poles.  If  the  pole  fringe  is  employed,  the  brushes 
are  advanced  on  the  commutator  so  that  the  short-circuited  coil  lies  in  the 
edge  of  the  magnetic  field  under  the  leading  pole  tips,  as  shown  in  Fig.  216. 
(In  case  the  machine  is  a  motor  and  not  a  generator,  this  brush  shift  must  be 
backward,  not  forward,  as  in  Fig.  216). 

In  Fig.  212  commutation  for  a  generator  was  considered,  and  it  was 
shown  that  the  direction  of  the  c.e.m.f.  of  self-induction  was  opposite  to 
the  final  direction  of  the  current  in  the  short-circuited  coil  B,  that  is, 
opposite  to  the  direction  of  the  e.m.f.  generated  by  the  coils  to  the  right 
of  coil  B  which  are  moving  under  the  pole.  So  by  moving  the  brushes 
forward  a  proper  amount,  as  in  Fig.  216,  causing  the  short-circuited  coil  B 
to  move  in  the  pole  fringe,  we  can  generate  a  voltage  in  the  coil  during  com- 
mutation, which,  if  equal  and  opposite  to  the  c.e.m.f.  of  seK-induction, 
should  cause  the  current  in  the  short-circuited  coil  to  reverse  according  to 
the  full  line  curve  of  Fig.  213. 

193.  Current  Form  in  Short-circuited  Coil. — The  action  of  the  com- 
mutation e.m.f.,  in  assisting  the  current  to  reverse  in  the  short-circuited 
coil,  may  well  be  considered  from  another  viewpoint. 

Suppose  that  in  Fig.  216,  with  the  brushes  shifted  as  indicated,  no 
current  is  drawn  from  the  generator.     With  no  current  to  be  commutated, 

no  c.e.m.f.  of  self-induction  will  exist  in  the 
short-circuited  coil.  Therefore,  the  com- 
mutation e.m.f.,  or  voltage  induced  in  coil 
B  while  moving  within  the  pole  fringe, 
will  tend  to  set  up  a  current,  which,  as 
indicated  in  Fig.  217,  flows  through  the 
coil  B,  down  lead  b,  through  /,  the  brush, 
segment  g,  and  up  c.  As  the  coil  B,  during 
the  period  of  commutation,  is  continually 
moving  into  a  stronger  and  stronger  field, 
this  current  increases  in  magnitude  as 
shown  in  Fig.  218  by  the  line  DE.  At  the 
end  of  the  short-circuit  period,  i.e.,  when 
the  brush  and  bar  g  (Fig.  217)  separate, 
this  current  is  ruptured,  resulting  in  a 
spark. 

If    current    is    now    taken    from    the 
generator  with  its  brushes  shifted  forward, 
as  in  Fig.  216,  we  may  consider  the  actual 
current  as  the  resultant  of  two  components,  the  sum  of  which  at  any 
instant  represents  the  actual  current  flowing  at  that  time.     One  compo- 
nent will  be  the  decaying  current,  shown  in  Fig.  213  and  the  other,  the 


Fig.  217. — If  we  imagine  an 
armature  rotating,  carrying  no 
load  current,  with  the  brush  so 
advanced  that  the  short-cir- 
cuited coil  lies  in  the  pole  fringe, 
a  current  will  flow  through  the 
coil,  commutator  bars,  and 
brush,  as  shown  here. 


CURRENT  FORM  IN  bUORT-CIRCUITED  COIL 
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current  produced  in  the  short-circuited  coil  by  the  e.m.f.  induced  in  it  by 
the  pole  fringe,  as  was  shown  in  Fig.  218.  It  is  supposed  that  resistance 
commutation  is  not  suffi- 
cient and  that  the  cur- 
rent in  B  at  the  end  of 
the  short-i'ircuit  period 
is  shown  at  A,  Fig.  219, 
whereas  it  should  be  at 
B.  The  current  pro- 
duced in  the  short-cir- 
cuited coil  by  the  in- 
duced e.m.f,  is  shown  by 
the  line  DE,  and  the 
total  current  in  the 
short-circuited  coil  is  the 

sum  of  the  two  component  currents,  CA  and  DE,  shown  by  CFB. 
is  evidently  the  current  required  for  sparkless  commutation. 

If  the  load  on  the  machine  changes  so  that  the  current  per  path  is  20 
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Fig.  218. — The  form  of  the  short-circuit  current  set  up 
in  the  coil  as  indicated  in  Fig.  217,  will  Ik;  about  as 
shown  in  the  heavy  dashed  curve  above. 
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Fia.  -219. — The  position  of  the  coil  in  the  pole  fringe,  which  gives  successful  commuta- 
tion for  one  load,  will  not  be  suitable  for  another;  the  strength  of  field  in  which 
the  short-circuited  coil  lies,  should  vary  in  proportion  to. the  load  carried  by  the 
machine. 


amperes  instead  of  10  amperes,  the  e.m.f.  required  for  sparkless  commu- 
tation is  much  greater  than  l)efore.  If  the  short-circuited  coil  still  lies  in 
the  same  field  strength  as  before,  the  current  in  B  during  short  circuit 
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follows  the  curve  C'G.  The  resistance  variation,  as  explained  above,  gives 
the  current  C'A'  and  the  addition  of  the  short-circuit  current,  DE  (the 
same  as  before  because  the  e.m.f.  producing  it  is  the  same)  gives  the  cur- 
rent C'G.  At  the  end  of  the  short-circuit  period  the  current  in  coil  B 
should  be  at  B'  (negative),  and  it  really  is  at  G  (positive). 

194.  Necessity  of  Shifting  the  Brushes  with  Load  Variation. — If  the 
brush  is  advanced  more,  so  that  coil  5  is  in  a  denser  field  than  before,  a 
greater  e.m.f.  is  induced  in  it  while  it  is  short-circuited  and  the  short- 
circuit  current  becomes  DE'.  Now  DE'  added  to  C'A'  gives  the  current 
C'F'B',  which  is  just  right  for  sparkless  commutation. 

If  the  load  on  the  generator  again  changes,  so  that  the  current  per 
path  becomes  10  amperes  as  before,  with  the  brushes  shifted  to  give  spark- 
less  commutation  for  a  current  per  path  of  20  amperes,  the  current  in  B, 
during  short  circuit  (in  so  far  as  resistance  commutation  is  concerned) 
.  follows  the  curve  CA.  The  addition  of  the  current  DE',  produced  l)y  the 
the  commutation  e.m.f.,  gives  the  current  CH,  or  a  final  value  of  about 
30  amperes.  But  when  the  short-circuit  period  is  over,  the  current  in  the 
coil  must  be  10  amperes;  it  is  evident  that  this  sudden  change  of  current 
from  30  to  10  amperes  will  produce  sparking  at  the  commutator,  so  that 
the  brushes  must  again  be  shifted  backward. 

When  the  conditions  are  such  that  the  c.e.m.f.  of  self-induction  is  not 
opposed,  or  only  partially  neutralized,  by  a  commutation  e.m.f.,  the  com- 
mutation is  frequently  referred  to  as  "under-commutation^' ;  such  con- 
ditions are  indicated  in  Fig.  219  when  the  current  in  the  short-circuited 
coil  follows  curves  CA  or  C'G.  When  the  value  of  the  commutation  e.m.f. 
is  greater  than  that  required  to  neutralize  the  c.e.m.f.  of  self-induction, 
so  that  the  current  in  the  short-circuited  coil  "overshoots"  the  required 
final  value,  the  conditions  may  be  referred  to  as  *' over-commutation." 
This  condition  was  indicated  in  Fig.  219  by  the  curve  CH. 

In  Fig.  220  are  given  three  oscillograms  of  current  in  one  coil  of 
a  generator,  under  full-load,  light-load,  and  no-load  conditions.  The 
brushes  were  advanced  sufficiently  to  produce  sparkless  commutation 
at  full  load,  and  left  in  this  position  for  the  other  loads.  It  will  be  seen 
that  the  e.m.f.  induced  in  the  short-circuited  coil  is  just  right  to  completely 
reverse  the  current  at  full  load  but  that  at  light  load  the  current  "  over- 
shoots "  and  at  no  load  there  is  a  large  current  (almost  equal  to  full  load 
current)  in  the  coil  while  it  is  short-circuited  by  the  brush.  For  light  foad 
and  no  load  vicious  sparking  occurred  at  the  brush  contact. 

It  follows,  then,  that  by  means  of  brush  shifting,  sparkless  commutation 
may  be  obtained;  but  the  amount  of  shift  required  varies  with  the  load, 
so  that  if  brush  shifting  is  used  the  operator  has  to  change  the  position  of 
\he  brushes  (by  moving  the  brush-holder  yoke)  as  the  load  changes.  The 
amount  of  brush  shift  necessary  depends  upon  the  design  of  the  machine. 
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A  iiKxlern  well-<le«gne<l  machine  operates  fairly  well  with  no  brush  shift 
at  all.  The  bnishos  are  placed  somewhere  l)etween  the  proper  no-load 
|M)8ition  and  pr()|M>r  full  load  position  and  are  left  there  no  matter  what 
the  load  may  l>e. 

196.  Use  of  Commutating  Poles. — When  the  brushes  of  a  machine 
are  shifted,  the  short-circuited  coil  is  moved  to  find  its  proper  commu- 
tating flux,  in  the  pole  fringe.  When  commutating  poles  are  used,  brush 
shifting  is  unnecessary,  the  proper  commutating  flux  being  brought  to  the 


Fui.  '220. — An  oscillunrain  <»f  the  current  in  one  coil  of  a  bi[M)Iar  generator;  the  brush 
position  waM  advanceil  sufficiently  to  give  8|)arkleaB  commutation  at  full  load  and 
left  in  that  |X)8ition.  It  will  Ix*  .seen  that  the  e.m.f.  induced  in  the  .short -<-in-uit<Hl 
coil  gave  a  current  ju.st  sufficient  to  commutate  full  load  properly,  but  that  thi.s 
commutation  current  was  too  great  for  light  load,  and  of  course,  correspondingly 
HTorse  for  no  load. 

short-circuited  coil.  Small  poles,  wound  with  a  series  winding,  are  placed 
midway  between  the  main  poles,  and  the  flux  produced  by  them  act«  in  the 
same  way  as  does  the  pole  fringe  just  di.^cussed.  The  brushes  short-cir- 
cuit the  coil  lying  directly  under  the  conunutating  pole  and  are  left  fixed 
in  this  position;  the  brushes  on  a  comnmtating  pole  machine  must  never 
be  8hifte<l  after  correct  adjustment  has  once  been  made. 

To  determine  the  proper  polarity  for  a  connnutatinp-p(»lc.  it  is  only 
necessary  to  remember  that  in  a  generator  without  sue  h  [xh  -.  th<'  brushes 
are  shifted  forward  to  place  the  shortK*ircuited  coil  in  the  fringe  of  the 
flux  from  the  next  pole.  As  the  commutating  pole  is  to  produce  the  same 
result,  the  polarity  of  a  commutating  pole  must  be  the  same  as  that  of  the 
next  pole,  in  the  direction  the  armature  is  moving,  (As  explained  later,  in 
a  motor  the  brushes  are  shiftetl  backwards  as  load  comes  on,  therefore  the 
polarity  of  a  commutating  pole  is  the  same  as  that  of  the  main  pole  just 
preceding  it,  in  the  direction  of  rotation.) 

As  these  poles  are  equipped  with  a  series  winding  (shown  in  Fig.  221) 
the  strength  of  field  produced  by  them  (and  hence  the  magnitude  of  the  e.m.f. 
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induced  in  the  short-circuited  coil)  is  proportional  to  the  load;  the  magni- 
tude of  the  short-circuit  current  will  then  be  proportional  to  the  load,  and, 
as  was  shown  in  the  discussion  of  Fig.  219,  this  is  the  necessary  condition 
for  maintaining  "  black  "  commutation  as  the  load  varies.  The  use  of 
commutating  poles  (sometimes  called  interpoles)  has  become  almost 
universal  on  c.c.  motors  and  generators,  especially  on  adjustable-speed 
motors  in  which  the  speed  variation  is  obtained  by  field  weakening.     With- 


C,  D,  Main  Poles 

A,  B,  Commutating  Petes 


Fig.  221. — In  practically  all  modern  machines  commutating  poles  are  us§d;  the  wind- 
ings of  these  poles,  being  in  series  with  the  load,  automatically  adjust  the  strength 
of  the  commutating  field  in  accordance  with  the  load. 


out  the  use  of  commutating  poles,  the  adjustable-speed  motors  could 
not  be  built  to  operate  satisfactorily. 

The  field  frame  of  a  machine  equipped  with  commutating  poles  is 
shown  in  Fig.  144,  page  153.  The  armature  has  been  removed  to  permit 
a  clear  view  of  the  field  construction.  The  comnmtating  poles  are  made 
very  narrow;  generally  they  reach  over  only  two  teeth  (and  the  included 
slot)  of  the  armature  core. 

When  full-pitch  armature  windings  are  used,  only  one  commutating 
pole  per  pair  of  main  poles  is  required,  the  entire  commutating  e.m.f. 
per  coil  being  induced  in  one  coil-side.  This  is  done,  however,  only  in  the 
case  of  small  cheap  machines;  most  machines  have  as  many  commutating 
poles  as  main  poles. 

196.  Armature  Reaction. — When  the  armature  of  a  dynamo- electric 
machine  is  carrying  current,  the  armature  acts  like  an  electromagnet. 
The  current  in  the  armature  conductors  sets  up  a  m.m.f.  independent  of 
the  main  field  windings  which  aUers  both  the  distribution  and  the  magnitude 
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of  the  fidd  which  would  he  produced  by  the  field  winding8  alone;  this  action 
of  the  m.m.f.  set  up  by  the  armature  wiiuliriKs  is  called  armature  reaction. 
It  may  be  a  distorting  action  only,  in  which  case  the  magnetic  field  of  the 
machine  is  not  directly  strengthened  or  weakened  by  the  armature  reaction, 
but  Is  merely  twLste<I  out  of  its  normal  position.  In  other  cases  the 
armature  m.m.f.  may  not  only  distort  the  main  field  but  may  either  mag- 
netize (strengthen)  it  or  demagnetize  (weaken)  it. 

When  the  main  field  is  both  twisted  out  of  its  normal  position  and  either 
strengthened  or  weakened,  the  action  of  the  armature  m.m.f.  may  be 
resolved  into  two  component  actions,  a  distorting  or  cross-^iagnetizing 
action  which  causes  the  twisting  of  the  main  field,  and  a  magnetizing  or 
demagnetizing  action  as  the  case  may  l^e,  which  alters  the  magnitude  of 
he  main  field. 

197.  Distortion  of  Field  by  Armature  M.MJF.— In  Fig.  222  is  shown 
the  field  pro<iu(eil  by  the  main  field  coils  alone.     This  depends  upon  the 
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Pig.  222  Fio.  223 

Fio.  222. — The  field  windini^s  of  a  bipolar  machine  tend  to  give  a  S3rmmetrical  field 

of  practically  uniform  strength. 

Fio.  223. — The  armature  windings,  when  carrj-ing  current,  tend  to  give  a  fairly  uniform 

field,  perpendicular  to  the  direction  of  the  main  field. 

excitation  due  to  the  field  winding  and  upon  the  shape  and  materials  of 
the  magnetic  circuit.  If  the  air  gap  is  of  uniform  length,  the  flux  density 
in  the  air  gap  will  also  be  uniform. 

In  Fig.  223  the  main  field  excitation  has  been  removed  and  current  is 
being  passed  through  the  armature  from  an  external  source  in  the  same 
direction  as  it  would  have  if  the  generator  were  supplying  current  to  a 
load  of  some  kind,  resulting  in  a  magnetic  field  distribution  approximately 
as  shown.  In  this  figure  a  plus  sign  (tail-end  of  an  arrow)  in  the  conductor 
cross-section,  signifies  that  the  current  is  flowing  away  from  the  observer, 
and  those  conductors  with  a  dot  (head-end  of  an  arrow)  are  carrying 
current  toward  the  observer. 

That  the  armature  winding  does  give  such  a  field  as  is  shown  in  Fig. 
223  may  be  seen  by  supposing  conductors  1  and  2  to  form  one  turn  of  a 
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solenoid;  conductors  40  and  3  to  form  another  turn,  etc.  Thus,  each  con- 
ductor may  be  imagined  as  connected  with  one  on  the  opposite  side  of  the 
armature,  and  the  turns  so  formed  all  give  an  m.m.f .  in  the  direction  shown 
by  the  field  in  Fig.  223. 

When  the  generator  is  supplying  current,  the  armature  and  field  m.m.fs. 
exist  simultaneously,  and  the  resultant  field  distribution  will  be  the  result- 
ant of  these  two  m.m.fs.  We  may,  however,  consider  the  resultant 
field  distribution  as  approximately  the  combination  of  the  two  fields  shown 
separately  in  Figs.  222  and  223,  as  indicated  in  Fig.  224.  That  the  main 
field  is  twisted  in  the  direction  of  rotation  of  the  armature,  as  shown  in 

Fig.  224,  may  be  determined  by  noting 
in  Figs.  222  and  223,  that  under  the 
upper  north  and  lower  south  pole  tips, 
the  main  and  armature  fields  are  in 
opposite  directions,  so  that  we  expect 
a  weaker  field  in  these  regions  than 
when  the  armature  is  not  carrying 
current.  Under  the  lower  north  and 
upper  south  pole  tips,  the  two  fields 
are  acting  in  the  same  direction,  so 
that  a  stronger  field  should  exist  under 
these  pole  tips  than  in  Fig.  222. 

In  case  the  machine  is  a  motor, 
the  armature  currents  in  Fig.  223,  for 
the  direction  of  rotation  assumed, 
would  have  to  be  in  the  opposite  direc- 
tion to  that  shown.  As  a  result,  the 
twist  of  the  main  field  is  in  the  direc- 
tion opposite  to  that  of  rotation  of  the 
armature.     (See  Fig.  274.) 

198.  Distortion  Proportional  to  Load. — As  this  twisting  action  is  pro- 
duced by  the  m.m.f  of  the  armature  windings,  it  must  be  proportional  to 
the  current  flowing  through  the  armature,  i.e.,  to  the  load  on  the  machine. 
At  no  load  there  is  no  current  in  the  armature  windings,  and  hence  no 
armature  reaction.  The  twisting  effect  is  a  maximum  when  the  machine 
is  carrying  full  load  or  overload. 

199.  Effect  of  Distortion  on  Commutating  Plane. — The  most  important 
effect  of  this  armature  reaction  is  the  shift  it  produces  in  the  commutating 
plane.  If  no  armature  reaction  were  present,  the  coil  which  is  short-cir- 
cuited by  the  brushes  should  be  in  the  plane  AB,  Fig.  224  (provided  that 
the  necessity  of  moving  the  short-circuited  coil  under  the  pole  fringe 
for  e.m.f.  commutation  is  temporarily  neglected).  Now  the  coil  in  the 
plane  AB,  Fig.  224,  lies  in  a  magnetic  field,  due  to  the  distortion  produced 


Fig.  224. — When  both  armature 
ampere-turns  and  field  ampere- 
turns  are  acting  together,  the  re- 
sultant field  produced  is  an  asym- 
metrical one;  it  seems  to  be  twisted 
in  the  direction  of  rotation  of  the 
armature.  This  twisting,  or  skew- 
ing, of  the  field  is  due  to  armature 
reaction. 
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by  the  armature  reaction,  and  so  has  an  e.m.f.  bduced  in  it.  This  e.m.f. 
is,  moreover,  in  the  wrong  direction  to  produce  sparkless  commutation. 
The  brushes  must,  therefore,  be  changed  in  position  from  the  plane  AB 
to  the  plane  .4'^'.  If  the  necessity  of  moving  the  brushes  under  the  pole 
fringe  for  e.m.f.  commutation  is  considered,  it  will  be  seen  that  the  plane 
A'B'  must  l)e  still  further  advanced,  in  fact,  must  lie  under  the  pole  tip, 
as  in  Fig.  22'). 

200.  Effect  of  Brush  Shift — This  change  in  brush  position  changes 
somewhat  the  current  distribution  in  the  armature  conductors.  Some 
conductors  which,  before  the  brush 
shift,  were  carr>ing  negative  current 
will  now  carr>'  positive  current,  and 
vice  versa.  Figure  225  shows  this 
new  distribution  of  current  after  the 
brushes  have  l^een  moved  through 
the  angle  a;  conductors  38,  39,  40, 
and  1,  which,  when  the  brushes  were 
in  plane  AB,  were  carrying  current 
towards  us  (.)»  are  now  carrying  cur- 
rent away  from  us  (-f ),  and  conductors 
20,  19,  18,  17,   which  previously  were  Fio.  225.— The  armature  ampere-turns, 


with  brushes  shifted  forwards  from 
the  mid-position  A-B,  to  position 
A'-B',  for  commutation  purposes, 
may  be  di\nded  into  two  groups, 
called  the  de-magnetizing  turns  and 
the  croe»-magnetizing  turns. 


carrying  current  away  from  us  (+), 
now  carr>-  current   towards  us  (.)• 

201.  Demagnetizing  Turns  and 
Cross-magnetizing  Turns. — The  arma- 
ture conductors  may  now  be  con- 
sidered in  two  groups.     Considering 

conductors  38  and  24  as  one  turn,  conductors  39  and  23  as  another  turn, 
etc.,  we  find  that  the  armature  conductors  in  the  angle  A'OC,  combined 
with  those  in  the  angle  DOB',  make  up  a  set  of  turns  whose  m.m.f.  is  in 
direct  opposition  to  that  of  the  main  field;  these  are  called  the  demagnetizing 
turms.  Those  conductors  included  in  the  angle  COB',  combined  with 
those  in  the  angle  A'OD,  give  a  m.m.f.  perpendicular  to  that  of  the  main 
field ;  they  constitute  the  cros»-magnetizing  turns. 

The  field  m.m.f.  is  shown  in  Fig.  225  by  OE,  the  armature  m.m.f.  by 
OF.  The  resultant  m.m.f.  (which  actually  produces  the  magnetic  field 
through  the  armature)  is  obtained  by  adding  OE  and  OF  vectorially;  it  is 
shown  by  OK.  The  armature  m.m.f.  may  be  divide*!  into  its  two  com- 
ponents,'Of/,  the  cross-magnetizing  force  and,  OG,  the  demagnetizing  force. 
It  is  seen  that  this  demagnetizing  force  is  produced  by  all  conductors  in 
an  angle  equal  to  tvnce  that  through  which  the  brushes  have  been  j=hifted. 

It  will  he  evident  from  Fig.  225  that  if  the  brushes  of  a  generator  were 
shifted  backwards,  the  armature  mjn.f.  would  tend  to  strengthen  the  field; 
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that  is,  the  demagnetizing  turns  become  magnetizing  turns.  This  would, 
however,  result  in  vicious  sparking  at  the  commutator,  as  the  commu- 
tation e.m.f.  generated  in  the  short-circuited  coil  would  be  in  the  same 
direction  as  the  c.e.m.f.  of  self-induction. 

202.  Reduction  of  Field  Distortion. — The  amount  that  the  main  field 
actually  twists  under  the  influence  of  the  armature  reaction  depends  upon 
the  ratio  of  armature  m.m.f .  to  field  m.m.f .,  the  degree  of  saturation  of  the 
pole  tips,  the  length  of  the  air  gap,  and  other  factors.  If,  without  any 
distortion  at  all,  the  trailing  pole  tips  are  saturated,  then  the  field  flux 
cannot  crowd  any  more  into  these  pole  tips  even  if  the  cross  m.m.f,  is  very 
large.    Laminated  pole  pieces  are  generally  constructed  with  the  lamina- 


Fia.  226. — To  limit  the  amount  of  twisting  of  the  main  field  caused  by  armature 
reaction,  the  pole  tips  are  sometimes  made  with  half  as  many  laminations  as  the 
main  pole;  this  construction  tends  to  stiffen  the  field,  as  the  pole  tips  easily  become 
saturated. 

tions  so  shaped  that  only  every  other  one  extends  into  the  pole  tips,  so 
that  there  are  in  the  pole  tip  only  half  as  many  laminations  as  there  are 
in  the  pole  itself;  such  a  construction  is  shown  in  Fig.  226.  This  con- 
struction tends  to  give  saturated  pole  tips  and  consequently  a  field  that 
is  not  easily  distorted;  such  a  field  is  said  to  be  a  "stiff"  field. 

203.  Flux  Distribution  Curves. — The  distribution  of  the  flux  at  the 
surface  of  the  armature  may  conveniently  be  indicated  by  flux  distribution 
curves,  in  which  the  surface  of  the  armature  is  represented  as  a  horizontal 
plane,  as  though  the  surface  had  been  peeled  off  the  armature  and  laid  out 
flat.  In  Fig.  227,  the  flux  distribution  for  a  generator  at  no  load  is  indi- 
cated; any  abscissa,  OX,  represents  the  distance  of  a  point  on  the  arma- 
ture (measured  around  the  circumference  of  the  armature)  from  a  point 
midway  between  a  north  and' a  south  pole,  and  the  ordinate  XY  is  pro- 
portional to  the  flux  density  ih' the  air  gap  at  the  point  considered.    The 
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flux  leaves'  the  armature  under  a  south  pole  and  enters  it  under  a  north 
pole.    Figure  227  thus  represents  the  same  conditions  as  Fig.  222. 


Fig.  227. — Indicating  the  field  di.stribution  due  to  the  field  ampere-turns  artinj;  alone. 

The  flux  conditions  existing  when  current  flows  only  through  the 
armature  of  a  generator  (no  field  current),  with  its  brushes  in  the  geomet- 


y"'^\^® 

. 

Fio.  228. — The  field  distribution  which  would  be  produced  by  the  armature  ampem- 
tums  acting  alone.  The  dip  in  the  curve  at  the  brush  positions  is  caused  by  the 
comparatively  high  reluctance  for  the  flux  in  this  part  of  the  magnetic  circuit, 
there  being  a  ver>'  long  air  gap  opposite  this  part  of  the  armature. 

rical  neutral  plane  AB  oi  Fig.  224,  are  shown  in  Fig.  228.    The  armature 
conductors  under  the  left-hand  pole  (south  in  Fig.  227)  must  all  be  carrying 
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current  towards  us  (Fleming's  right-hand  rule)  and  under  the  right-hand 
pole  (north  in  Fig.  227)  the  conductors  carry  current  away  from  us,  pro- 
ducing the  flux  distribution  as  shown  in  Fig.  228.  The  hollows  in  the 
curve  over  the  brushes  are  caused  by  the  interpolar  spaces,  as  may  be  seen 
from  Fig.  223;  although  the  flux  due  to  armature  m.m.f.  is  actuaUy  very 
small  at  these  points,  the  armature  m.m.f.  is  actually  a  maximum  in  these 
regions.  The  high  reluctance  of  the  magnetic  circuit  for  the  flux  set  up  by 
the  armature  in  these  positions,  accounts  for  the  low  values  of  flux  density. 
If,  with  the  field  excited,  the  armature  carries  current,  the  brushes  still 


^  .  u    A 


Fig.  229. — The  flux  distribution  produced  by  the  simultaneous  action  of  field  ampere- 
turns  and  armature  ampere-turns.  (This  resultant  curve  has  been  obtained  by 
merely  adding  the  two  component  curves,  a  procedure  pernassible  only  when  the 
permeability  of  the  path  is  practically  independent  of  the  flu.v  density.)  The 
position  of  zero  field  is  shifted  ahead  from  X-X  to  Y-Y,  by  the  effect  of  the  arma- 
ture reaction. 


being  left  on  the  geometrical  neutral,  a  flux  distribution  as  shown  in  Fig. 
229  results,  being  obtained  by  adding  the  curves  of  Figs.  227  and  228. 
It  is  to  be  remembered  here  that  problems  of  this  kind  must  generally  be 
solved  by  super-imposing  m.m.fs.,  getting  the  resultant  m.m.f.  and  then  the 
flux  produced  by  this  m.m.f.  Fluxes  can  be  superimposed,  and  the  result- 
ant thus  obtained,  only  uhen  the  relation  between  flux  and  m.m.f.  is  linear, 
i.e.,  permeability  is  constant.  It  will  be  seen  that  the  resultant  flux 
obtained  by  adding  the  two  component  fluxes  is  distorted  in  the  direction  of 
rotation,  that  the  neutral  point  has  shifted  from  the  position  XX  to  the 
position  YY.  In  order  to  generate  a  commutation  e.m.f.  of  the  proper 
direction,  the  brushes  would  have  to  be  shifted  still  further  in  the  direc- 
tion of  rotation,  to  a  position  ZZ,  beyond  YY. 


DETERMINATION*  OF  FUX  niSTHIIMTIOX  (M'KVF.S  23") 

204.  Experimental  Determination  of  Flux  Distribution  Curves.— 
Flux  distribution  curves  arc  readily  dct<»nnincd  cxiM'rinicntally  cither  by 
means  of  two  narrow  auxiliar>'  brushes,  or  by  the  oscillograph. 

It  will  lie  noted  that  in  Fig.  227,  if  any  onlinatc  reprcsent.s  the  flux 

density  in  the  air  gap,  the  voltage  generated  by  a  conductor  on  the  anua- 

ture  at  the  point  correspondirtg  will  also  Ix*  proportional  U)  the  ordinate, 

provided  the  armature  is  rotating  at  con.stant  spee<l.     In  one  scheme  for 

getting  flux  distribution,  two  narrow  brushes,  bb,  iasulated  from  each  other 

and  separated  by  a  distance  equal  to  one  commutator  bar,  are  mounted 

in  suitable  rigging,  so  that  they  may 

be  placed  in  any  position  with  respect  C^^^^F^\ 

to  the  main  brushes,  as  indicated  in  ^"^^^^^vAlt-^ 

Fig.   230.     A   low-reading    voltmeter  ^^TTLIITT^^  .^. 

(with  a  small  conden^r  across  it  to    ^KCV^""^  ^"^^C//^ 

increase  and  steady  the  readings)  is     ^yX^  ^N: 

connected    across    the    brushes;     its  ^      ^„     ^        ^        ,          .       ^ 

,.            .,,    ,                     .•        1    A      xi-  Fio.  230. — One  scheme  for  setting  the 

readmg   will   be    proportional   to  the  «  ij   i  ♦  i    .       i                 r     i  ♦ 

^                       I'     f                             ^  jjpIjj  clistribution  hv  a  pair  of  pilot 

average    flux    den.sity    over    the   dis-         brashes,  spa.-ed  from  each  other  hy 

tance  on  the  armature  surface  corre-        the  width  of  one  commutator  bar. 

spending  to  the  distance  between  the 

pilot  brushes.     By  taking  a  series   of  voltmeter  readings  for  successive 

positions  of  the  pilot  brushes,  and  plotting  them    against  the  distance 

of  the  pilot  brushes  from  one  main  brush,  a  flux  distribution  cur\'e  is 

obtained. 

A  set  of  flux  distribution  curves  taken  by  means  of  two  such  pilot 
brushes  is  shown  in  Fi^.  231.  The  machine  tested  was  operated  as  a 
generator  at  no  load  and  at  full  load,  and  also  as  a  motor  at  full  load. 
In  each  run  the  speed  and  the  field  current  were  the  same,  and  the 
amiature  current  the  same  in  both  load  runs;  the  distortion  of  the  field 
is  evident. 

Flux  distribution  curves  can  be  determined  by  means  of  the  oscillo- 
graph, by  inserting  a  single  fine  wire  into  one  of  the  slots  and  connecting 
it  to  suitable  slip  rings  at  either  end  of  the  armature.  The  voltage  wave 
generated  by  this  test  wire  will  be  a  measure  of  the  flux  distribution  of  the 
machine. 

It  is  to  be  noticed  that  this  scheme,  using  only  one  conductor  does  give 
the  flux  distribution  actually  existing  in  the  machine,  whereas  the  method"" 
using  the  two  pilot  brushes  does  not.  The  brushes,  66,  of  Fig.  230,  evi- 
dently connect  across  one  coil  of  the  armature;  the  coil  has  two  sides,  one 
under  one  pole  and  the  other  under  an  adjacent  pole.  If  the  coil  has  full 
pitch,  the  voltage  on  brushes  66  will  result  from  the  average  density  of  flux 
in  two  corresponding  points  under  adjacent  poles,  and  if  the  coil  is  not  full 
pitch  the  curve  of  flux  density  obtained  in  the  test  is  likely  to  be  mis- 
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leading.     It  represents  the  average  flux  density  at  two  differently  placed 
points,  under  adjacent  poles. 

205.  Compensation  of  Armature  Reaction. — The  magnetizing  effect  of 
the  armature  coils  may  be  neutralized  by  a  compensating  winding.  This 
consists  of  a  winding  imbedded  in  slots  in  the  pole  faces,  the  winding  having 
one-half  as  many  turns  as  there  are  turns  on  the  armature.  These  con- 
ductors in  the  pole  faces  are  put  in  series  with  the  armature,  so  that  they 
carry  the  same  current  as  the  armature;   but  the  connection  is  so  made 
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Fig.  231. — Actual  field  distribution  of  a  bipolar  machine  obtained  by  the  double  pilot 
brush  scheme  of  Fig.  230;  the  field  had  a  uniform  distribution  when  the  machine 
was  not  loaded  but  when  loaded  the  field  was  distorted,  due  to  armature  reaction. 
In  the  case  of  the  generator  the  field  is  pulled  ahead  in  the  direction  of  rotation 
and  in  the  case  of  the  motor,  against  the  direction  of  rotation.  The  average 
voltage  of  a  coil  is  considerably  higher  when  acting  as  a  motor  because  of  the 
reversed  effect  of  the  IR  drop  in  the  coil.  Note  the  shift  in  commutating  plane 
as  machine  changes  from  generator  to  motor. 

that  every  conductor  in  the  compensating  winding  carries  current  in  the 
opposite  direction  to  an  adjacent  conductor  on  the  armature.  Figure 
232  shows  how  these  conductors  are  placed  in  the  pole  face,  and  the  rela- 
tive direction  of  the  current  in  the  armature  and  the  compensating  wind- 
ing. The  compensating  winding  is  not  used  in  the  average  machine 
because  it  makes  a  machine  costly  to  build;  it  is  only  in  high-speed,  high- 
capacity,  high-voltage  generators  that  it  is  found  necessary  to  supplement 
the   commutating   poles   with   the   compensating   winding.     A   modern 
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500  kw.  1200-volt  generator,  equipped  with  a  compensating  winding,  is 
shown  in  Fig.  193. 

206.  Efifect  of  Armature  Reaction  on  Ccmmutating  Poles. — The  com- 
mutating  poles  must  be  designed  with  turns  enough  so  that  the  armature 
croes-m.m.f.  is  neutralized  under  the  face  of  the  commtUating  pole  and, 


Fig.  232  Fio.  233 

Fig.  232. — To  neutralize  the  effect  of  armature  reaction  a  compensating  winding, 

connected  in  series  with  the  load,  is  sometimes  wound  in  slots  provided  for  it  in 

the  pole  faces. 
Fig.  233. — Approximate  distribution  of  field   flux  in  a  bipolar,  commutating  pole 

machine.     The  flux  density  in  the  armature  core,  under  the  commutating  poles, 

at  full  load  in  about  one  quarter  that  under  the  main  poles. 

in  addition,  the  proper  amount  of  flux  required  for  sparkless  commutation 
i.<  forced  into  the  annatiu^  core  around  the  coil  being  commutated.  The 
magnetic  circuit  of  a  two»pole  generator  equipped  with  commutating  poles 
is  shown  m  Fig.  233.  It  may  be  seen  that  the  commutating  poles  do  not 
prevent  the  flux  from  crowding  into  the  tips  of  the  main  field  poles.  But 
this  does  comparatively  little  harm;  the  principal  thing  to  obtain  is  the 
proper  field  for  e.m.f.  commutation  at  the  two  points  A  and  B. 

207.  Flux  Distribution  Curve  with  Commutating  Poles. — A  theoretical 
flux  distribution  cur\e  for  a  generator  equipped  with  commutating  poles 
may  be  constructed  in  the  same  way  as  was  done  for  Fig.  229.  In  Fig.  234, 
curves  F  and  A  represent  the  field  and  armature  fluxes  separate^,  and  C 
the  commutating  pole  flux  which  would  exist  at  full  load.  When  combined 
at  full  load  these  fluxes  form  the  resultant  flux  curve,  R.  It  will  be  noted 
that  there  still  remains  sufficient  flux  of  the  proper  polarity  at  the  geo- 
metrical neutral  for  e.m.f.  commutation. 

In  Fig.  235  is  given  an  oscillogram  of  the  flux  distribution  curve  of  a 
small  generator  equipped  with  commutating  poles,  operated  at  no  load; 
Fig.  236  represents  the  flux  distribution  in  the  same  machine  at  half  load 
and  full  load.  It  will  be  seen  that  the  main  field  is  twisted  in  the  direc- 
tion of  rotation,  the  amount  of  twist  being  greater  with  heavier  loads.    The 
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commutating  poles  prevent  the  building  up  of  flux  in  the  commutating 
plane  due  to  armature  reaction,  and,  in  addition,  give  the  small  amount  of 
flux  required  for  commutation. 

Some  flux  distribution  curves  for  a  commutating  pole  motor  are  given 
in  Figs.  293  to  295. 


Fia.  234. — Field  distribution  in  the  air  gap  of  a  commutating-pole  machine  carrjing 
load;  the  commutating  pole,  besides  neutralizing  the  effect  of  the  armature  m.m.f., 
at  the  brush  position,  provides  a  proper  flux  density  for  black  commutation.  This 
curve  is  a  theoretical  one,  the  actual  field  distribution  not  showing  the  effect  of 
the  commutating  poles  as  definitely  as  it  is  shown  here. 


208.  Field  Excitation. — The  field  current  of  any  generator,  whether 
CO.  or  a.c,  must  be  continuous;  the  poles  must  be  continuously  excited 
in  the  same  direction.  The  field  coils  of  a  c.c.  dynamo-electric  machine 
may  be  supplied  with  current  from  the  armature  of  the  machine  itself, 
in  which  case  it  is  called  a  self-excited  machine;  or  the  power  for  the  field 
coils  may  be  furnished  from  some  other  electric  circuit,  in  which  case  the 
machine  is  said  to  be  separately  excited.  In  general,  we  may  say  that 
all  c.c.  generators  use  self-excitation  while  practically  all  alternating  cur- 
rent generators  have  to  be  separately  excited. 

209.  Different  Field  Windings. — As  was  pointed  out  in  the  last  chap- 
ter, the  recjuircd  numl)er  of  ampere-turns  may  be  supplied  by  using  a  large 
number  of  tui  r.s  and  a  small  current,  or  a  few  turns  with  a  large  current. 
The  field  winding  may  be  connected  in  parallel  with  the  armature  of  the 
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Fig.  235. 


-Flux  distribution  of  a  commutating  |>ole  generator  when  carrj'ing  no  load, 
obtained  by  the  oscillograph. 


e4mmn/k/i4f  yt/ti 


Td/Sr/Toh 


t^rm  om*y/»f  Am/A  A»^ 


^^4f  4lf/a/f-i<6tc/ibh  ^ 


i  ici.  230. — Flux  di.stributiun  of  the  same  iiiachine  a.s  was  utied  in  obtaining  Fig.  235, 
when  the  machine  wjis  rarrying  half  load  and  full  loatl,  a«  noted  on  the  two  plates. 
The  terminal  voltage  wa.s  the  8ame  for  l)oth  curves  and  the  .scale  of  the  two  films 
was  the  same.  It  is  .seen  therefore  that  the  volts  per  l»ar  (maximum)  is  much 
grcat<>r  at  full  load  than  at  half,  or  no  load,  although  the  terminal  voltage  and 
number  of  commutator  bars  is  the  same  for  both  coses. 
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machine;  the  coils  are  then  wound  with  many  turns  of  comparatively 
:  fine  wire,  possibly  as  large  as  No.  12  on  large  machines,  while  small  machines 
^might  be  wound  with  No.  20  or  smaller.  When  the  field  of  a  c.c.  generator 
[Is  so  connected  across  the  armature  terminals,  i.e.,  in  shunt,  or  parallel, 
with  the  external  circuit,  the  machine  is  said  to  have  shunt  excitation,  and 
the  winding  is  called  a  shunt  field. 

When  but  a  few  turns  of  heavy  wire  are  put  in  the  field  coils,  the 
field  winding  is  connected  in  series  with  the  external  circuit  and  the  field 
is  called  a  series  field. 


Ca)  (5)  (c) 

Fig.  237. — Various  connection  schemes  for  magnetizing  the  field  of  a  self-excited 

generator. 

In  most  c.c.  generators,  the  field  coil  is  wound  in  two  parts.  The 
larger  part  of  the  coil  is  made  up  of  comparatively  small  wire  and  forms 
the  shunt  field,  and  the  smaller  part  of  the  coil  is  wound  of  a  few  turns  of 
large  wire  or  copper  ribbon  and  forms  a  series  winding  for  the  generator. 
Such  a  generator,  having  the  two  kinds  of  field  coils,  is  said  to  be  com- 
pound wound. 

Diagrams  of  the  three  kinds  of  windings  are  shown  in  Fig.  237;  (a) 
being  the  shunt,  (6)  the  series,  and  (c)  the  compound  winding.  In  the 
compound  winding,  the  shunt  field  may  be  connected  directly  across  the 
armature  as  in  the  full  fines  of  Fig.  237  (c),  or  it  may  be  connected  across 
the  armature  and  series  field  both,  as  shown  in  the  dotted  lines  in  the  same 
figure.  The  first  connection  is  called  a  short  shunt,  while  the  second  (the 
one  in  dotted  lines)  is  called  a  long  shunt.  A  coil  for  a  compound  wound 
generator  was  shown  in  Fig.  174,  page  184.  It  is  seen  that  the  coil  is 
made  in  two  parts.  The  outside  coil  of  few  turns  is  the  series  field;  it 
will  be  noticed  that  the  terminals  which  lead  the  current  in  and  out  of 
this  coil  are  heavily  constructed  so  as  to  carry  a  large  current  safely. 
The  current  through  a  series  coil  may  be  several  hundred  amperes  on  a 
large  machine. 

210.  Field  Rheostats. — In  series  with  the  shunt  field  of  any  generator 
is  generally  placed  a  variable  resistance  (see  Fig.  238),  made  of  sone 
high-resistance  material  imbedded  in  enamel,  porcelain,  or  other  heat- 
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resisting  body.  The  amount  of  resistance  can  be  varied  by  a  movable 
shoe  (carried  on  an  arm  that  rotates)  which  makes  contact  with  any  one 
of  many  tape  on  the  resistance.  This  adjustable  resistance  is  called  a 
field  rheostat.  A  diagram  of  the  conne^^tions  of  the  movable  contact 
and  the  taps  on  the  resistance  is  shown  in  Fig.  239.  Figs.  240  and  241 
show  the  external  appearance  of  the  rheostat,  the  connections  of  which 
are  given  in  Fig.  239.  The  cast-iron  plate  serves  as  a  mechanical  support 
for  the  enamel  and  resistance  wire,  and  also  serves  to  radiate  the  heat 
generated  in  the  resistance  wire. 


Bbeostat 

FlO.  238 


0        o 

Terminals 


Fig.  239 


Fia.  238. — A  shunt-wound  generator  is  always  equipped  with  a  variable  resistance, 

called  the  field  rheostat,  in  series  with  the  field  winding. 
Fio.  239. — Connections  of  a  field  rheostat;  the  wire  of  the  first  steps  of  the  rheostat 

can  generally  carry  safely^  about  twice  aa  much  current  as  can  that  used  for  the 

last  stepe. 


The  size  of  wire  used  in  a  field  rheostat  is  "tapered";  the  wire  is  much 
larger  on  one  end  than  on  the  other.  If  the  rheostat  is  connected  in 
series  with  a  shunt  field  (as  in  Fig.  238)  and  the  amount  of  resistance  in 
the  rheostat  is  varied,  evidently  the  current  through  the  rheostat  and  field 
winding  will  vary.  As  the  rheostat  is  "  cut  out "  (i.e.,  as  its  resistance  is 
lowered)  the  current  in  the  circuit  increases;  for  this  reason  the  rheostat 
wire  is  made  larger  on  the  first  steps  than  on  the  last  steps.  The  amount 
of  taper  is  generally  2:1,  i.e.,  the  rheostat  can  safely  carrj'  twice  as  much 
current  on  one  end  as  on  the  other. 

211.  Rating  a  Rheostat. — A  certain  field  rheostat  might  be  rated  on 
its  name  plate :  Resistance  35  ohms,  maximum  current  8  amperes,  minimum 
current  4  amperes.  This  rating  signifies  that  the  total  resistance  of  the 
rhefxtAt  is  35  ohms,  that  it  will  safely  carry  4  amperes  through  all  of  its 
resistance  and  that  the  first  step  will  safely  carry  8  amperes.  Such  a  rheo- 
stat would  be  suitable  for  a  field  having  28  ohms  resistance,  connected  to 
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Fig.  240. — The  cast-iron  plate  which  forms 
the  supporting  structure  for  the  rheostat 
has  several  ribs  over  that  part  which  is 
close  to  the  resistance  wires;  the  ribs 
increase  the  heat  dissipating  ability  of  the 
plate. 


not  be  sufficient.  The  field  rhe- 
ostat to  be  used  with  any  gen- 
erator must  be  properly  designed 
for  the  field  circuit  of  that  gener- 
ator. A  rheostat  suitable  for  one 
field  will  not  be  at  all  suitable  for 
another.  In  general,  the  rheostat 
should  have  about  the  same 
resistance  as  the  field  winding 
itself,  and  the  current  capacity 
of  the  rheostat  in  the  first  steps 
should  be  equal  to  the  rated 
voltage  of  the  machine  divided  by 
the  resistance  of  the  shunt  field 
winding. 

213.  Shunting  the  Series  Field. 
— It  is  impossible  to  design  the 
series  field  of  a  compound  gen- 
erator with  exactly  the  right 
number  of  turns;  these  field  coils 
are  therefore  always  "  over-de- 
signed."    By  this  is  meant  that 


a  220-volt  source  of  supply. 
When  the  rheostat  was  "all  in/' 
the  current  would  be  somewhat 
less  than  4  amperes,  and  when 
only  the  last  step  of  the  rheostat 
was  connected  in  the  circuit  the 
current  would  be  about  8 
amperes. 

212.  Relation  of  Rheostat  to 
Field  Resistance. — If  this  rhe- 
ostat were  used  to  regulate  the 
field  of  a  small  generator  (say 
One  having  200  ohms  resistance 
in  the  shunt  field)  it  would  not 
have  much  effect.  The  change 
in  field  circuit  resistance  from 
the  "  all  in  "  position  of  the 
rheostat  to  the  "  all  out " 
position  would  be  from  235  to 
200  ohms  and  quite  probably 
this   amount    of   change   would 


Fig.  241. — The  resistance  wires  of  the  rhe- 
ostat are  completely  enclosed  in  a  vitreous 
enamel,  as  can  be  seen  from  this  reverse 
view  of  the  rheostat  shown  in  Fig.  240; 
the  contact  buttons  project  through  the 
enamel,  are  ground  off  smooth,  and  thus 
serve  to  permit  connection  of  the  wire 
with  the  sliding  shoe. 
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the  coil  is  wound  with  more  turns  than  are  really  necessary  to  give 
the  retjuired  number  of  series  field  ainpere-tums,  when  all  of  the  generator 
output  current  is  flowing  through  them. 

The  action  of  this  series  field  is  weakened  by  putting  a  shunt  across  the 
terminals  of  the  series  field.  This  shunt,  or  diverter,  generally  made  of 
German  silver,  riblwn-shaped  conductor,  serves  as  a  by-pass  for  part  of 
the  load  current.  The  division  of  the  load  current  between  the  series 
field  and  the  series-field  shunt  depends  upon  their  relative  resistances. 
By  atljusting  the  resistance  of  the  shunt,  the  number  of  ampere-turns  in 
the  series  field  (for  any  given  load)  may  be  changed  as  desired.  After 
this  shunt  has  once  been  adjusted  it  is  not  necessary  to  change  it,  and 
therefore  it  is  not  made  adjustable;  in  this  respect,  it  is  <lifTorpnt  from  the 
shunt-field  rheostat. 

214.  Characteristic  Curves  of  Generators. — If  the  load  of  a  generator 
is  incniasetl  (spcHnl.  etc.,  Ix'ing  kept  constant),  the  terminal  voltage  of  the 
generator  decreases  because  of  the  eflfects  of  armature  resistance  and 
annature  reaction.  The  cur\'e  showing  how  the  terminal  voltage  changes 
with  increase  in  load  is  called  the  external  characteristic  of  the  gene- 
rator. If  the  terminal  voltage  is  kept  constant  by  increasing  the  field 
current  (thus  increasing  the  generated  e.m.f.)  as  the  load  increases,  and 
a  curve  is  plotted  to  show  how  the  field  current  varies  with  the  load,  the 
curve  is  called  the  armature  characteristic  (or  field  compounding  curve) 
of  the  generator.  Many  other  curves  of  similar  nature  may  be  con- 
structed, and  they  are  all  grouped  under  the  general  name  of  charac- 
teristic cun'ts.  By  inspection  of  these  curves  it  may  easily  be  seen  how 
one  quantity  varies  with  respect  to  another,  the  rest  of  the  variables 
involved  in  the  operation  of  the  machine  being  maintained  constant. 

The  most  important  curves  of  a  generator  are  the  external  character- 
istic, the  efficiency,  and  the  magnetization  ain>es.  The  first  two  are  plotted 
with  terminal  volts  and  efficiency  respectively,  as  ordinates,  and  load 
current  as  abscissa'  in  l)oth  cases. 

The  efficiency  cur\'e  of  a  generator  will  not  l>e  taken  up  here,  as  Chap- 
ter X  will  treat  this  subject  in  detail. 

215.  Magnetization  Curve. — The  magnetization  curve  is  plotted 
iH'twetm  tenninal  volts  an<l  field  current,  the  machine  Ix^ing  operated  at 
no  load  and  normal  speed  while  the  data  for  the  curve  are  being  obtained, 
and  the  field  being  generally  separately  excited.  When  there  is  no  load 
on  a  generator,  the  terminal  volt«  and  generate<l  e.m.f.  are  the  same. 
The  generatetl  e.m.f.  is  directly  proportional  to  the  flux  through  the  arma- 
ture, if  the  speed  is  held  constant;  the  curve  plotted  l)etween  no-load  ter- 
minal volts  and  field  current  shows,  therefore,  the  relation  Ix'tween  the 
field  current  and  the  flux  which  this  field  current  produces;  hence  it$ 
name  of  magnetization  curve. 
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If  the  reluctance  of  the  complete  magnetic  circuit  of  the  machine  were 
constant,  no  matter  how  much  the  flux  might  be,  the  magnetization  curve 
would  be  a  straight  line.  The  reluctance  of  the  air  gap  (which,  as  shown 
before,  constitutes  the  principal  reluctance  of  the  magnetic  circuit)  is 
independent  of  flux  density;  the  reluctance  of  the  iron  part  of  the  path, 
however,  increases  as  the  flux  density  increases,  especially  at  the  higher 
densities.  Hence  the  magnetization  curve  of  a  machine  is  nearly  a  straight 
line,  but  tends  to  bend  over  slightly  at  the  higher  values  of  the  field  cur- 
.  rent.  The  amount  of  bending  shows  how  nearly  the  iron  part  of  the  mag- 
netic circuit  is  saturated.    In  a  well-designed  machine,  normal  voltage  is 
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Fig.  242. — Magnetization  curve  of  a  generator;  the  normal  operating  density  is  just 

below  the  knee  of  the  curve. 


obtained  with  that  value  of  field  current  which  gives  a  voltage  some- 
where near  the  knee  of  the  magnetization  curve,  as  it  is  called;  this  point 
is  shown  at  C  in  Fig.  242.  It  will  be  seen  that  for  an  increase  in  field  cur- 
rent over  the  normal  field,  OB,  the  increase  in  generated  e.m.f.  (hence 
in  flux)  becomes  smaller  and  smaller.  This  condition  indicates  that  the 
magnetic  circuit  is  becoming  saturated. 

216.  Residual  Magnetism. — When  the  field  current  is  zero,  the  gen- 
erated e.m.f.  is  not  zero  but  has  some  small  value,  perhaps  3  per  cent  of 
the  normal  voltage;  this  is  due  to  the  residual  magnetism  of  the  machine. 
After  the  field  of  a  generator  has  once  been  magnetized,  the  iron  pole 
pieces  and  yoke  stay  magnetized  to  a  slight  extent,  and  this  magnetism 
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which  stays  in  the  frame  after  the  magnetizing  current  has  been  reduced 
to  zero  is  called  the  residual  magnetism  of  the  machine.  The  amount  of 
this  magnetism  depends  upon  the  quality  of  iron  used  in  the  magnetic 
circuit;  if  all  the  iron  of  the  magnetic  path,  poles,  and  yoke,  as  well  as  that 
of  the  armature  core,  was  soft  and  well  annealed,  there  would  be  practically 
no  residual  magnetism. 

217.  Separately-Excited  Generator. — ^The  terminal  voltage  of  any 
machine  can  be  obtained  for  any  load,  by  subtracting  the  armature  IR 
drop  from  the  generated  voltage  at  that  same  load.  It  has  been  shown 
that  the  armature  of  a  generator  exerts  a  demagnetizing  effect  on  the  main 
field;   thus,  even  though  the  field  current  of  a  generator  is  maintained 


Fig.  243. — Connection  scheme  for  getting  the  external  characteristic,  or  armature 
characteristic,  of  a  separately-excited  generator. 

constant,  as  the  machine  is  loaded  the  generated  voltage  falls,  because  of 
the  field  weakening  due  to  the  armature  reaction. 

Consider  a  generator  with  its  field  separately  excited,  as  in  Fig.  243, 
the  field  resistance,  R,  being  adjusted  to  give  the  machine  a  field  current 
OA  in  Fig.  244.  From  the  magnetization  curve,  the  machine  will  generate 
a  no-load  voltage  equal  to  AD  =  OB.  As  load  is  added  to  the  generator 
(its  field  current  and  speed  being  maintained  constant),  its  generated 
voltage  falls,  on  account  of  armature  reaction ;  this  relation  between  gene- 
rated voltage  and  load  current  is  represented  by  the  curve  BC. 

If  the  armature  IR  drop  corresponding  to  each  load  current  is  sub- 
tracted from  the  curve  of  generated  voltage,  the  curve  BG  results;  this 
represents  the  relation  between  terminal  voltage  and  load  current,  and  is 
the  external  characteristic  of  the  separately-excited  generator. 

The  terminal  voltage  of  a  separately-excited  generator  with  constant 
field  current,  therefore,  falls  as  its  load  is  increased.  If  constant  voltage 
with  increasing  load  is  desired,  it  is  accomplished  by  adjustment  of  the 
field  rheostat,  permitting  sufficient  increase  in  the  field  current  to  bring 
up  the  generated  voltage.  If  the  generated  voltage  is  maintained  greater 
than  the  terminal  voltage,  by  an  amount  equal  to  the  armature  IR  drop, 
the  terminal  voltage  remains  constant. 

218.  Series  Generator. — In  the  series  generator,  field  and  armature 
are  in  series  and  carrv  the  same  current,  as  represented  in  Fig.  245.    The 
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m.m.f.  of  the  field  is  directly  proportional  to  the  load  current,  and  so  the 
generated  voltage  is  nearly  proportional  to  the  load.  Where  a  load  cur- 
rent, as  OA  in  Fig.  246,  is  flowing,  we  should  expect  the  generated  voltage 
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Fig.  244. — External  characteristic,  and  curve  of  generated  voltage,  of  a  separately- 
excited  generator. 

to  be  equal  to  AD,  The  demagnetizing  effect  of  the  armature  reaction 
reduces  the  generated  voltage  to  the  value  AC)  subtracting  the  armature 
and  series  field  IR  drops  gives  the  terminal  voltage  corresponding  to  a 
load  current  of  OA^  as  AG. 


Fia.  245. — Connection   scheme   for   getting    the   external    chariU'toristio    ot    a   series 

generator. 

The  demagnetizing  effect  of  the  armature  really  neutralizes  a  part 
of  the  field  m.m.f.  If  the  strength  of  this  armature  m.m.f.  is  taken  as 
equal  to  AB^  the  effective  current  in  the  series  field,  in  so  far  as  its  magnet- 
izing effect  is  concerned,  is  really  OB  and   not   OA.    The  current  OB 
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gives  a  voltage  in  the  magnetization  curve  of  BF^  and  AC  \a  equal  to  BF. 
Therefore,  C  is  one  point  on  the  curve  of  generated  c.ni.f.,  and  other  points 
can  be  found  in  a  similar  manner.  The  armature  demagnetizing  effect 
{AB)  is  of  course  proportional  to  the  load. 

The  series  generator,  having  a  different  terminal  voltage  for  each  load, 
finds  no  application  as  such.     Its  only  use  at  present  is  as  a  series  booster 
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FiQ.  246. — Elxtemal  characteristic,  and  curve  of  generated  voltage,  of  a  series  generator. 

(to  be  describe  later)  and  in  modified  form  for  train  and  automobile 
lighting. 

219.  Self-Excitation. — Shunt  and  compound  generators  are  self- 
excited  machines;  both  have  shunt  fields  connected  across  the  armature, 
which  therefore  supplies  the  shunt-field  current.  When  such  a  machine 
is  starting,  there  is  no  voltage  developed  in  its  armature,  but  as  the  speed 
increases,  the  residual  magnetism  (which  plays  a  very  important  part  in 
the  operation  of  a  self-excited  generator)  gives  a  small  e.m.f.  in  the  arma- 
ture. Ai  the  shunt  field  is  connected  across  the  armature,  this  small  e.m.f, 
produces  a  small  current  through  the  shunt  field  of  the  machine  and  eveb 
though  this  current  is  small,  it  increases  somewhat  the  field  strength  ot 
the  machine.  As  a  result,  the  e.m.f.  generated  in  the  armature  increases 
and  hence  more  current  flows  in  the  shunt-field  circuit. 

220.  "  Building  Up." — This  action  and  reaction  between  the  armature 
and  shunt  field  is  called  the  "  building  up  "  of  the  generator;  it  con- 
tinues until  the  generator  is  operating  at  normal  voltage.  It  is  evident 
that  if  there  were  no  residual  magnetism  in  the  field  this  "  building  up  " 
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operation  could  not  take  place;  it  would  be  necessary  to  excite  the  fields 
from  some  outside  source  every  time  the  generator  was  started,  and  this 
would  complicate  the  operation  of  a  generating  station. 


Fig.  247. — Conditions  which  may  possibly  l)o  encountered  when  a  shunt-wound  gener- 
ator is  supposedly  connected  properly  for  "building  up."  The  polarities  indicated 
on  the  poles  are  those  of  the  residual  magnetism,  not  those  set  up  by  the  current 
in  the  windings. 

The  successful  building  up  of  a  given  self-excited  generator,  and  the 
polarity  with  which  it  builds  up,  depend  on  three  conditions;  the  polarity 
and  magnitude  of  the  residual  magnetism,  the  resistance  of  the  field  cir- 
cuit and  the  order  of  the  connections  of  the  field  winding  to  the  armature 
terminals,  and  the  direction  of  rotation. 
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In  Fig.  247a,  a  shunt-wuund  generator  is  represented  as  rotAting 
clockwise,  itfi  re«idual  nutgnetism  being  such  as  to  make  its  upF)er  pole  a 
north  pole.  As  socm  as  the  armature  starts  to  rotate,  current  is  induced 
as  indicated,  flowing  out  from  the  right-hand  brush  and  through  the  field 
coils  as  shown;  its  direction  is  evidently  such  as  to  assist  the  residual 
magnetism,  and  the  machine  will  tend  to  build  up  with  polarity  as 
indicatetl. 

If  the  residual  magnetism  had  been  reversed,  as  in  Fig.  2476,  the  upper 
pole  lx>ing  now  south,  the  current  induced  in  the  armature  would  also  be 
reversed,  and  the  machine  would  tend  to  build  up,  but  with  polarity  oppo- 
site to  that  in  Fig.  247a. 

It  may  happen  that  the  direction  of  the  residual  magnetism,  or  the 
connection  of  the  field  to  the  arm&lure,  is  such  that  what  small  current  is 
sent  tlux)ugh  the  field  circuit  by  the  voltage  due  to  residual  magnetism 
tends  to  decrease,  instead  of  increase,  the  field  magnetism.  In  this  case 
the  machine  cannot  build  up  as  may  be  seen  from  Fig.  247c.  By  reversing 
the  order  of  conne<'tion  of  the  field  to  the  armature,  or,  as  it  is  generally 
stated,  reversing  the  field,  we  come  back  to  the  connections  of  Fig.  247a, 
which  are  satisfactory-.  We  may,  however,  also  make  the  machine  build 
up  by  reversing  the  direction  of  rotation  from  clockwise  in  Fig.  247c, 
to  counter-clockwise,  as  in  Fig.  247rf. 

If  a  shunt  generator,  by  some  chance,  loses  its  residual  magnetism 
(the  jarring  it  receives  during  shipment  might  possibly  effect  such  a  result) 
it  is  necessar>'  to  connect  its  field  circuit  to  some  source  of  electric  power, 
ami  so  re-establish  the  residual  magnetism. 

If  the  residual  magnetism  of  a  generator  should  become  reversed  for 
any  reason,  it  will  build  up  with  reversed  polarity  if  the  field  is  properly 
connected  to  the  annature  terminals.  This  condition  of  reversed  polar- 
ity may  be  permissible  in  the  laboratory;  but  if  it  happened  on  a  railway 
generator,  for  example,  the  station  meters  would  all  deflect  backward, 
and  the  polarity  of  trolley  and  ground  would  he  reversed.  In  practice, 
it  is  therefore  necessar>'  to  reverse  the  residual  magnetism  by  supplying 
( iirrent  in  the  right  direction  to  the  field  coils  from  some  outside 
source. 

If  a  generator  having  residual  magnetism  refuses  to  build  up,  the 
difficulty  probably  lies  with  the  connections  of  the  field  to  the  armature. 
If  these  are  reversed  the  machine  should  build  up.  Certain  other  reasons 
why  a  generator  will  not  build  up  are  outUncd  below,  as  well  as  in  Chapter 
XIII. 

221.  Why  a  Generator  Builds  Up. — The  current  which  flows  through 
a  shunt  field  is 

''-idn, ("«> 
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where  E= impressed  voltage; 

/?/=  resistance  of  field  coils; 
i2r= resistance  of  field  rheostat. 

Now  suppose  the  magnetization  curve  of  the  machine  is  as  given  in 
Fig.  248.  If  a  line  AO  is  drawn  through  the  origin,  making  an  angle  <t>i 
with  the  horizontal,  it  is  evident  that,  since 


E 
tan  <t>i  =  -f  =  Rf-\-Rr 


(103) 


D        H  I 

Field  current  in  amperes 


it  must  represent  some  definite  value  of  field  resistance.     (The  same  scale 
is  supposedly  used  for  both  volts  and  amperes.     If  not,  a  proper  change 

must  be  introduced  in  the  value  of  tan 
01.)  Any  other  line,  say  KO,  making  a 
smaller  angle,  ^2,  represents  some  other 
smaller  value  of  field  resistance;  if  afield 
current  OD  is  desired  through  this  resist- 
ance, a  voltage  BD  must  be  impressed 
upon  it;  for  a  current  OH,  the  impressed 
voltage  must  be  HF,  etc. 

With  the  resistance  of  the  field  circuit 
equal  to  tan  <^i,  it  is  apparent  that  at  no 
value  of  the  field  current  (except  possibly 
at  very  low  values)  does  the  armature 
generate  enough  voltage  to  force  through 
the  field  circuit  enough  current  to  excite 
the  field  sufficiently  to  produce  in  the 
armature  the  voltage  required.  Hence, 
with  this  value  for  the  field-circuit  resist- 
ance, the  generator  could  not  build  up. 

But  suppose  that  the  field  rheostat  is 
cut  down,  so  that  the  resistance  of  the 
field  circuit  becomes  equal  to  tan  </>2. 
Now,  when  the  generator  has  a  field 
current  equal  to  OD,  it  generates  a 
voltage  DE]  but  to  force  the  current  OD 
through  the  field  circuit  requires  only  the  voltage  DB.  Hence,  the 
voltage  .  DE  forces  through  the  field  circuit  a  current  OH,  which  in 
turn  makes  the  armature  generate  the  voltage  HG,  which  again  increases 
the  field  current.  This  process  continues  until  the  point  K  is  reached, 
where  the  generated  voltage  is  just  sufficient  to  force  through  the  field 
circuit  the  current  01. 

Therefore,  in  starting  a  shunt  generator,  it  is  necessary  to  properly 


Fig.  248. — This  diagram  shows, 
graphically,  the  conditions  re- 
quired for  a  shunt-wound  gen- 
erator to  excite  itself;  the 
tangent  of  the  straight  line, 
equal  to  the  resistance  of  the 
field  circuit  (including  the 
resistance  of  the  rheostat)  must 
be  sufficiently  low  to  make  the 
straight  line  lie  below  the 
straight  part  of  the  magnet- 
ization curve. 
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adjust  the  resistance  in  the  field  rheostat.     To  obtain  voltages  higher 
th&n  /A',  inon^  of  the  field  rheostat  must  be  cut  out. 

222.  Shunt  Generator. — The  shunt-wound  generator  has  an  external 
characteristic  that  falls  off  more  rapidly  than  does  that  of  the  separatel}'- 


FWdRbaoatat 


SM 


Fig.  249. — CoDnections  for  getting  the  external  characteristic  of  a  aelf-excited,  shunt- 
wound,  generator. 


excited  machine,  because  in  the  shunt  generator  there  are  three  effects 
tending  to  make  the  terminal  voltage  fall  as  the  load  is  increased.  We 
have  the  armature  reaction  and  the  armature  re.«iistance  drop,  and,  in 


FieU  Current 
Lo*d  Current 

Fio.  250. — External  characteristic,  and  curve  of  generated  voltage,  of  a  shunt-wound 
generator.  Rated  full-load  current  is  shown  by  OA  and  rated  full-load  voltage 
hy  AG. 

addition,  the  shunt-field  current  falls  as  the  load  is  increased  because  of  the 
lowered  terminal  voltage.  The  shunt-field  current  is  evidently  proportional 
to  the  terminal  voltage,  as  may  be  seen  from  Fig.  249,  and  so  decreases 
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with  load  increase.  The  external  characteristic  of  a  shunt  generator  i.s 
shown  in  Fig.  250. 

If  the  resistance  of  the  external  circuit  of  a  shunt  generator  is  con- 
tinually decreased,  the  external  characteristic  doubles  back  because  of 
the  decreased  field  current.  From  B  to  F  (Fig.  250)  the  machine  is  stable, 
and  this  is  the  working  part  of  the  external  characteristic.  The  part  of 
the  curve  from  G  to  H  is  generally  difficult  to  obtain,  as  the  machine  does 
not  definitely  maintain  any  special  load  on  that  part  of  the  curve. 

That  the  external  characteristic  of  a  shunt  generator  bends  back  on 
itself,  may  be  seen  if  we  consider  the  equations 

Et  =  E-IaRa,     . (104) 

and 

lie 

where  ^r  =  terminal  voltage; 
Eg  =  generated  voltage; 

la  =  armature  current; 
Ra  =  armature  resistance ; 

7z  =  load  or  external  current; 
/?e= resistance  of  load  or  external  circuit. 

Both  Re  and  Et  are  decreasing  quantities  throughout  the  determination 
of  the  external  characteristic;  the  operator  causes  Re  to  decrease  as  he 
chooses,  by  adding  load  to  the  machine,  but  the  rate  of  decrease  of  Et  is 
fixed  by  Eq.  (104),  the  magnitude  of  armature  reaction,  and  the  shape 
of  the  magnetization  curve.  Whether  the  external  current  Ii,  increases 
or  decreases,  depends  upon  the  relative  rates  of  decrease  of  Re  and  Ei. 
At  first,  as  Re  is  decreased,  Et  does  not  decrease  relatively  as  much,  and 
the  load  current  increases.  The  relative  rate  of  decrease  of  Et,  however, 
increases  and  when  the  machine  reaches  the  straight  portion  of  its  mag- 
netization curve,  Et  decreases  relatively  faster  than  Re,  and  h  begins  to 
decrease. 

Even  when  the  terminal  voltage  is  zero  (E,  Fig.  250)  there  will  be  some 
current  circulating  through  the  armature.  The  field  coils  can  produce  no 
magnetic  field  because  they  have  no  current  (the  terminal  voltage  being 
zero),  but  there  is  some  residual  magnetism  to  give  the  armature  e.m.f, 
which  produces  the  short-circuit  current  OE.  At  this  point  the  external 
circuit  has  zero  resistance,  and  the  machine  is  short-circuited. 

The  difference  between  the  no-load  terminal  voltage  and  full-load 
terminal  voltage  (field  excitation  and  speed  constant)  expressed  in  per- 
centage of  the  full-load  voltage,  is  called  the  regulation  of  a  generator. 
Thus,  a  machine  having  no-load  voltage  of  121  and  full-load  voltage  of 
110  would  have  a  regulation  of  10  per  cent. 
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The  alx)ve  analysis  is  for  machines  having  no  commutating  poles. 
Machines  etiuippcd  with  commutating  poles,  even  if  the  brushes  are  set 
ilirectly  under  the  center  of  these  poles,  show  a  certain  compounding 
action  which  makes  the  external  characteristic  droop  less  rapidly  than 
that  shown  in  Fig.  250. 

B<H;ause  of  \t»  ixx)r  regulation,  the  shunt  generator  is  used  but  very 
Uttle  in  practice.  It  is  well  adapted  for  charging  storage  batteries,  because 
of  its  drooping  characteristic;  as  the  batteries  become  charged  their 
voltage  rises,  and  the  charging  current  is  thereby  reduced.  Such  installa- 
tions are  rare,  however. 

223.  Armature  Characteristic  of  a  Shunt  Generator. — If  constant 
tcrnniial  voltage  is  desired  from  a  shunt  generator,  with  increasing  load, 
it  is  necessar}'  to  increase  the  shunt- 
field  current  by  adjustment  of  the 
shunt^field  rheostat.  This  manipula- 
tion compensates  for  the  armature 
IR  drop  and  the  effect  of  armature 
reaction,  and  results  in  an  increasing 
field  current  w^ith  increase  of  load; 
the  curve  expressing  their  relation  is 
called  the  armature  characteristic. 
Such  a  curve  is  shown  in  Fig.  251; 
it  is  usually  concave  upward,  because 
the  increase  in  flux,  per  unit  increase 
of  the  shunt-field  current,  decreases 
as  the  magnetic  circuit  approaches 
saturation,  as  shown  by  the  mag- 
netization curve. 

The  increase  in  the  field  ampere- 
turns  required  to  compensate  for  the 
armature  IR  drop  and  armature  re- 
action, may  be  determined  from  this 
curve,  being  equal  to  the  increase  in 

shunt^field  current  from  no  load  to  full  load,  nmltiplied  by  the  number 
of  shunt-field  turns;    the  latter  is,  of  course,  constant. 

224.  Compound  Generator. — A  very  simple  way  of  causing  the  neces- 
sar\'  increase  in  the  field  ampere-turns,  to  compensate  for  armature  IR 
drop  and  armature  reaction,  is  to  employ  the  external  current  (which  causes 
the  terminal  voltage  to  fall),  by  passing  it  through  the  series-field  winding, 
which  consists  of  several  turns  of  large  wire  and  is  therefore  of  low  resist- 
ance. A  machine  in  which  this  has  been  done  is  called  a  compound  gener- 
ator; its  connections  are  indicated  in  Fig.  252.  The  shunt  field  provides 
the  correct  no-load  flux  of  the  machine,  while  the  aeries  field,  carrying 
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Fu;.  251. — Armature  characteristic,  or 
field  compounding  curve,  of  a  shunt- 
wound   Kcncrator. 
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all,  or  a  fixed  percentage  of  the  external  current,  increases  the  flux  by  a 
predetermined  amount. 

If  the  series  field  provides  more  flux  than  is  required  to  compensate  for 
all  the  losses  of  e.m.f.,  then  the  terminal  e.m.f.  will  rise  with  increase  of 
load  and  the  generator  is  said  to  be  over-compounded.  If  the  series  field 
provides  just  enough  increase  in  flux  to  make  the  terminal  voltage  at  full 
load  the  same  as  at  no  load,  the  machine  is  said  to  be  fiat-compounded. 
If  there  are  not  enough  turns  in  the  series  field  to  keep  the  terminal  voltage 
from  dropping  as  the  load  increases,  the  machine  is  said  to  be  under-com- 
pounded. 

In  an  over-compounded  generator,  the  shunt-field  current  increases 
somewhat  with  increase  of  load,  because  of  the  increase  in  terminal  voltage 
brought  about  by  the  series-field  winding. 


Field  Rheostat 


Series  Field  Shant 
or  "Diverter" 


Fig.  252. — Connections  for  getting  the  external  characteristic  of  a  compound-wound 

generator. 


In  Fig.  253,  the  external,  or  compound,  characteristic  of  an  over-com- 
pounded generator  is  shown  by  the  curve  BG.  The  curve  of  generated 
voltage,  BC  is  seen  to  rise  as  the  load  increases. 

225.  Calculation  of  Series-field  Turns. — The  number  of  series-field 
coil  turns  required  to  convert  a  given  shunt  generator  into  a  compound 
generator  may  be  determined  from  the  armature  characteristic  of  the 
shunt  generator. 

Consider  that  the  armature  characteristic  of  Fig.  251  is  that  for  a  7.5 
kw.  shunt  generator  the  voltage  of  which  was  maintained  constant  at  110 
volts  from  no  load  to  full  load.     The  shunt-field  current  at  no  load  was 


4  amperes,  and  with  a  full-load  current  of 


/7500^ 
\  110 


68.2  amperes,  it  was 


4.7  amperes.  If  there  are  1500  turns  per  pole  in  the  shunt-field  winding, 
the  increase  in  field  ampere-turns  was  (4.7— 4.0)  X 1500=  1050.  Neglect- 
ing the  IR  drop  in  the  series  field,  the  minimum  number  of  series  turns 

necessary  is  therefore  ^^-;r-  =  15.4  per  pole.    More  turns  per  pole  than  this 
bo. 2 
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would  be  added,  say  23,  and  a  German  silver  shunt  or  diverter,  adjusted 


across  the  series  field.     Its  resistance  would  be  such  as  to  allow 


1050 
25 


,  or 


42.0  amperes  to  pass  through  the  field  and  divert  26.2  amperes.  Con- 
sidering that  there  will  be  a  small  IR  drop  in  the  series  field  to  be  com- 
nensated,  the  resistance  of  the  diverter  would  have  to  be  slightly  higher 
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Fig.  253. — External  characteristic,  and  curve  of  generated  voltage,  of  a  compound- 
wound  generator. 


than  this  value  so  as  to  make  the  series-field  current  somewhat  greater 
rhan  42  amperes. 

If  the  armature  characteristic  of  Fig.  251  had  been  determined  with 
the  voltage  increasing  uniformly  with  load  increase,  from  110  volts  at  no 
load  to  125  volts  with  a  full-load  current  of  68.2  amperes,  the  calculation 
would  be  altered  by  the  fact  that  when  the  machine  is  converted  into 
an  over-compounded  generator,  the  shunt^field  current  will  automatically 
increase  with  load. 

Suppose  the  no-load  shunt-field  current  in  this  case  to  have  increased 
from  4.0  to  5.35  amperes,  increasing  the  shunt-field  ampere-turns  by  1.35 
X 1500=  2025.    As  a  compound  generator,  the  no-load  shunt-field  current 

will  be  4.0  amperes,  and  the  shunt-field  circuit  resistance  —  =  27.5  ohms. 

At  full  load  (again  neglecting  the  IR  drop  in  the  series  field)  the  voltage 
impressed  on  the  field  circuit  will  have  risen  to  125  volts,  so  that  the 
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125 
shunt-field  current  becomes  ,r=-— =4.55  amperes,  increasing  the  ampere- 

27.5 

turns  provided  by  the  shunt  field  when  operating  as  a  compound  gener- 
ator, from  4X1500  to  4.55X1500  or  an  increase  of  0.55X1500  =  825 
per  pole. 

The  series  field  to  be  added  in  this  case  need  therefore  furnish  only 
2025  —  825=1200  ampere-turns  per  pole,  which  can  be  done  with  a  min- 
imum of  ^—^=17.6  turns  per  pole. 
d8.  2 

226.  Use  of  the  Compound  Generator. — Practically  all  machines  used 
in  lighting  or  railway  service  are  over-compounded.  In  such  work  the 
characteristic  to  be  obtained  is  a  constant  voltage  at  the  load,  not  at  the 
generator.  The  life  and  efficiency  of  an  incandescent  lamp  are  both 
greatly  affected  if  the  voltage  of  the  line  to  which  it  is  connected  goes 
either  above  or  below  the  voltage  at  which  the  lamp  is  rated.  Now,  if 
the  terminal  voltage  of  the  generator  should  remain  constant,  the  voltage 
of  points  on  the  distributing  system  must  fall  as  the  load  is  increased 
because  of  increased  IR  drop  in  the  wires  of  the  distributing  system. 

In  Fig.  254  this  point  is  illus- 
trated.   A  group  of  lamps  is  con- 
nected to  a  center  of  distribution  B; 
the  generator  is  located  at  A.   If  the 
voltage  at  A  remains  constant  as 
the  load  increases,  it  is  evident  that 
the  voltage  at  B  must  fall  because 
Fig.  254.— In  electrical  distribution  sys-     it  is  always  equal  to  the  voltage  at 
terns  it  is  customary  to  keep  the  volt-     A  minus  the  drop  in  the  line  AB. 
age  constant  at  some  distant  feeding     ^^^  jf  ^^le  increase  in  voltage  at  A, 
point,  such  as  pomt  B  of  the  diagram;      ^^^^   ^^  j^^^   ^^  ^^jj  j^ 

this  requires  an  increase  m  the  termi-  i       m    i  •        An      i 

nal  voltage  of  the  generator  propor-  equal  to  the  IR  drop  m  AB  when 
tional  to  the  load  current,  to  offset  the  full-load  current  is  flowing,  then 
IR  drop  in  the  feeder  between  A  and  B.      the  voltage  at  B  will  be  the  same 

at  full  load  as  it  is  at  no  load.  At 
intermediate  loads,  the  voltage  at  B  will  be  somewhat  above  normal; 
the  external  characteristic  of  a  generator  is  always  more  or  less  curved 
(because  of  the  variable  reluctance  of  the  magnetic  circuit)  so  that  if  the 
machine  is  properly  compounded  at  full  load  it  is  always  somewhat  over- 
compounded  at  half  load.  This  effect  is  not  great  enough  to  cause  any 
trouble  on  the  system. 

The  amount  of  over-compounding  used  in  practice  depends  upon  the 
service  for  which  the  machine  is  intended.  For  isolated  plants  in  single 
oflfice  buildings,  it  may  be  as  low  as  3  per  cent  or  as  high  as  10  per  cent, 
while  with  railway  generators  it  will  generally  be  10  per  cent,  the  voltage 
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rising  in  the  latter  case  from  550  volt«  at  no  load  to  600  volts  at  full  load. 
I'ndor-i'oiii pounded  generators  are  never  used  in  practice. 

227.  The  Three-wire  Generator. — A  great  many  electric  light  installa- 
tions are   equipped    with   a   three-anre  distribution  system.     In   such   a 
s>'8tem  three  wires  are  used 
for    carr>'ing    the    current 
from  the  generator  to  the 
lamps.     A  diagram  of  the. 
scheme  of  connections  for 
such  an  installation  is  given 
in  Fig.   255;    the  voltages 
given  here  are  those  gen- 
erally used  for  incandescent 
lamp  circuits. 

The  generator  which  supplies  such  a  three-wire  s>'stem  must  evidently 
have  three  wires  connected  to  it;  the  extra  wire  is  called  the  neutral. 
Between  each  outside  wire  and  the  neutral,  the  lamps  are  connected,  so 
that  there  is  on  the  lamps  an  e.m.f.  which  is  just  one-half  that  between 
the  outside  wires. 

The  ordinarj'  generator  has  only  two  sots  of  bnishes;  the  special  fea- 
ture in  the  three-wire  generator  is  the  arrangement  for  connecting  the 


Fia.  255. — A  thrw^-wire  network  connected  to  a 
three-wire  Renerutor;  the  neutral  wire  generally 
carries  a  much  smaller  current  than  cither  of  the 
two  mit.sido  wires. 


V\i..  _'."»«>. — Two  sohenics  for  connecting  the  neutral  wire  to  the  armature  winding  of 

a  generator. 


third  wire  (the  neutral)  to  the  armature  windings.  This  is  always  done  by 
connecting  an  inductance  coil  between  two  diametrical  taps  on  the 
armature  winding  and  connecting  the  neutral  wire  to  the  center  of  this 
coil. 

The  inductance  coil  consists  merely  of  several  turns  of  insulated  wire 
wound  on  a  laminated  iron  core.    Sometimes  this  coil  is  built  right  into 
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the  armature  spider;   in  other  cases  it  is  not  in  the  armature  at  all  but 
located  behind  the  switchboard  or  other  convenient  place. 

Figure  256  illustrates  these  two  schemes.  In  (a)  the  coil  is  mounted 
in  the  armature  spider  and  its  center  point  is  connected  to  a  slip  ring,  A. 
The  neutral  wire  connects  to  the  brush  bearing  on  this  ring.  (In  Fig.  256 
the  commutator  has  been  omitted  and  the  two  ordinary  brushes  are  shown 
as  making  contact  on  the  periphery  of  the  armature.  This  is  done  merely 
to  keep  the  diagram  clear.)  In  the  scheme- shown  at  (6),  the  two  dia- 
metrical taps,  A  and  5,  connect  to  two  slip  rings,  and  so  through  brushes 
and  leads  to  the  outside  inductance. 


Fig.  257. — A  modern  three-wire  generator;  in  this  machine,  scheme  (6)  of  Fig.  256, 
is  to  be  used;  the  two  shp  rings  being  easily  seen  in  the  cut,  to  the  left  of  the 
commutator. 

A  three-wire  generator  with  slip  rings  for  connection  to  an  outside 
inductance,  is  shown  in  Fig.  257. 

228.  Boosters. — A  booster  is  a  generator  the  armature  of  which  is 
connected  in  series  with  a  circuit,  its  generated  voltage  being  added  to  or 
subtracted  from  that  of  the  circuit  to  increase  or  decrease  the  voltage  of 
the  line;  the  former  is  the  more  general  usage.  Boosters  may  be  driven 
by  any  type  of  prime  mover;  a  motor  taking  its  power  from  the  line  in 
which  the  booster  is  connected  is  generally  most  convenient. 

Boosters  are  much  used  for  the  control  of  the  charge  and  dischai^e  of 
storage  batteries  used  in  connection  with  generators  in  isolated  plants. 
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Fio.  258. —When  a  long 
feeder  is  supplied  from  the 
same  bus-bars  as  are  the 
short  ones  it  becomes 
necessary  to  use  a  booster 
to  offset  the  high  IR  drop 
in  the  long  feeder. 


In  such  installations  the  batteries  are  operated  in  parallel  with  the  gen- 
erators, taking  the  peak  loads,  but  generally  charging  during  the  day. 
When  the  load  is  light,  as  during  the  night,  the  generators  are  shut  down, 
and  the  battery  takes  the  entire  load.  The  boosters  used  may  have  their 
fields  wound  either  shunt,  series,  compound  or  differential;  in  the  last 
case  the  series  field  opposes  the  shunt  field. 

Series  boosters  are  much  used  for  compensating  for  the  IR  drop  in 
long,  heavily  loade<l  feeders.  In  Fig.  258  a  station  is  shown  supplying  a 
number  of  short  feeders  leading  to  distribution 
centers  nearby,  together  with  one  long  feeder. 
If  it  is  require<l  that  the  voltage  at  the  end 
of  this  long  feeder  be  maintained  constant, 
this  may  be  conveniently  done  by  means  of 
a  series  booster  connected  a.s  in  Fig.  259. 

The  field  current  of  the  booster  is  evi- 
dently the  load  current  of  the  feeder.  Since 
the  IR  drop  in  the  feeder  varies  directly  as  the 
load  current,  by  designing  the  booster  to 
operate  on  the  straight  portion  of  its  mag- 
netization rurs'e,  thereby  making  itvs  generated  voltage  proportional  to 
its  field  current,  the  IR  drop  in  the  feeder  may  be  exactly  compensated. 
Obviously,  the  polarity  of  the  booster,  i.e.,  whether  it  adds  its  voltage 
to  that  of  the  feeder,  or  subtracts  it  therefrom,  depends  upon  the  field 
connections.     By  reversing   the  field  of  a  booster  which  is  raising  the 

voltage  of  a  feeder,  the  polar- 
ity of  its  armature  will  be 
reversed  and  it  will  subtract 
its  voltage  from,  or  crush,  the 
voltage  of  the  feeder. 

In  Fig.  259,  the  booster 
is  shown  as  driven  by  a  shunt 
motor,  connected  on  the  sta- 
tion side  of  the  booster;  if  the 
voltage  on  the  station  side  of 
the  booster  is  substantially  con- 
stant, the  booster  will  be  driven 
at  practically  constant  speed. 
Another  common  use  of  the  series  booster  is  as  a  negative  booster.  In 
railway  work,  where  the  current  is  brought  back  to  the  power  house  by 
means  of  the  track  and  the  surrounding  earth,  there  is  danger  of  the 
current  leaking  from  the  track  and  following  gas  or  water  mains,  as  illus- 
trated in  Fig.  260.  This  leakage  current  causes  electrolytic  action, 
which  results  in  corrosion  of  the  pipes.     In  order  to  prevent  leakage  of 
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Fio.  269. — Connections  of  a  booster  and  its 
driving  motor. 
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Trolley  Wire 


current  to  water  and  gas  mains,  insulated  negative  feeders  are  placed  in 
parallel  with  the  track,  to  assist  in  bringing  the  return  current  back  to  the 
power  house.  Such  negative  feeders,  alone,  naturally  reduce  the  resistance 
of  the  return  circuit,  but  their  equivalent  resistance  may  be  further  reduced 
by  placing  a  series  booster  in  series  with  them,  as  shown  in  Fig.  261. 

With  a  properly  designed 
booster  so  connected,  most 
of  the  return  current  will  flow 
back  to  the  station  over  the 
feeder. 

229.  Constant-current, 
Variable-speed  Generators. 
— For  generators  designed  to 
charge  batteries  and  furnish 
power  for  lamps    on    auto- 
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Fig.  260. — In  some  electrical  networks,  especially 
trolley  systems  using  rail  return,  stray  cur- 
rents may  cause  serious  damage  to  water  and 
gas  mains  by  electrolytic  action. 
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mobiles  or  trains,  where  the  speed  may  vary  widely,  a  special  form  of  field 
excitation  must  be  employed ;  one  commonly  used  is  that  shown  in  Fig.  262, 
this  being  known  as  a  "  third-brush  "  generator.  The  field  is  excited  by 
the  voltage  between  brushes  C  and  B,  much  less  than  180°  apart.  Owing  to 
armature  reaction,  the  field  flux  is  twisted  in  the  direction  of  rotation,  as 
shown,  and  of  course  the  amount  of  twist  depends  directly  upon  the  mag- 
nitude of  current  flowing  in  the  armature.  With  increasing  twist,  less 
and  less  flux  is  available  for 
producing  c.m.f.  in  the  arma- 
ture conductors  between 
brushes  C  and  B,  and  this 
results  in  a  decreasing  field 
current  (if  speed  stays  con- 
stant.) 

The  peculiar  action  of  this 
third-brush  excitation  results 
in  a  nearly  constant  current 
delivered  to  the  load  circuit  of  the  generator,  even  though  the  speed 
varies  through  wide  limits.  The  action  of  the  coil  short-circuited,  by 
brush  B  further  complicates  the  action  of  the  machine,  actually  result- 
ing in  a  current  curve  (for  fixed  load- circuit  resistance)  which  increases  at 
first  with  increase  of  speed  and  then  decreases  as  the  speed  is  raised  still 
further. 

There  are  other  types  of  generators  designed  to  deliver  constant  cur- 
rent as  speed  is  varied,  but  the  third-brush  scheme  is  probably  usetl  more 
than  any  other,  especially  for  automoliilo  generators. 

230.  Factors  Limiting  the  Capacity  of-  a  Dynamo-electric  Machine. — 
The  capacity  of  a  generator  or  motor  is  limited  by  either  one  or  the  other 


Fig.  261. — The  use  of  a  negative  feeder  and 
booster  as  here  shown,  will  generally  get  rid 
of  trouble  from  electrolysis. 
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of  two  effects,  namely,  heating  or  coTntmttatioTi.  As  the  load  on  a  machine 
increjuses,  more  current  must  flow  through  its  annuture  (and  series  field 
if  the  machine  has  one),  and  the  heat  produced  in  these  circuits  is  propor- 
tional to  the  s<]uare  of  the  current. 

The  other  limit  to  the  capacity  of  a  machine  is  fixed  by  the  sparking 
at  the  commutator.  As  was  explained  in  the  discussion  of  commutation, 
the  current  in  any  coil  has  to  reverse  during  the  short  interval  of  time  dur- 
ing which  it  is  short-circuited  by  the  brush.  Now,  the  liability  to  spark 
at  the  commutator  was  shown  to  depend  upon  the  rate  of  change  of  current 
neces8ar>'  during  the  commutating  period.  As  the  time  during  which 
conunutatiou  has  to  take  place  is  constant  (for  a  given    peed),  the  rate 

To  b«tt«i7 


To  battery 

Fio.  262. — A  special  type  of  self-r^ulating  generator  which  will  deliver  to  a  storage 
ImtUTy  a  practically  con.stant  curn'nt  as  the  speed  varies  within  very  wide  limits; 
it  i.M  largelj'  used  in  automobile  equipments. 


of  change  of  current  depends  directly  upon  the  load  the  machine  is  carrying, 
and  so  the  liability  to  spark  depends  directly  upon  the  load.  It  has  been 
shown,  however,  how  the  commutating  pole,  producing  in  the  short-cir- 
cuited coil  an  e.m.f.  proportional  to  the  load,  overcomes  this  difficulty, 
hence,  in  properly  designed  commutating-pole  machines,  the  limit  of 
capacity  Is  set  by  heating  and  not  by  commutator  sparking. 

231.  Features  Limiting  Temperature  Rise. — The  temperature  to 
which  the  windings  of  a  motor  or  generator  will  rise  depends  uix)n  two 
factors,  the  rate  at  which  heat  is  produced,  and  the  rate  at  which  it  can  be 
radiated,  or  sent  off  into  the  surrounding  me<lium.  The  rate  at  which  heat 
is  radiated  from  any  Ixxiy  (e.g.,  an  annature)  depends  upon  the  difference 
in  temperature  between  it  and  the  surrounding  air  and  upon  the  amount 
of  air  that  is  carried  over  the  radiating  surface.    This  second  condition  is 
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really  involved  in  the  first,  because  if  but  little  air  is  supplied  it  soon  gets 
hot  and  so  reduces  the  temperature  difference,  whereas  if  much  air  is 
supplied,  as  in  forced  ventilation,  the  air  is  carried  away  from  the  radiating 
surface  before  it  has  time  to  get  hot. 

232.  Effect  of  Ventilation  upon  Capacity. — In  Fig.  263  are  shown  two 
sets  of  curves,  those  for  heat  radiation  and  that  for  heat  production. 
The  curve  OAB  gives  the  rate  of  heat  production  plotted  against  the  arma- 
ture current  as  abscissse.  The  three  lines  OC,  OD,  and  OE,  show  the 
rate  of  radiation  for  good,  medium  and  poor  ventilation ;  the  abscissse  for 

these  curves  are  the  difference 
between  the  armature  temperature 
and  room  temperature.  (It  is  sup- 
posed that  the  air  for  ventilation 
is  taken  directly  from  the  room 
and  is  therefore  at  the  same  tem- 
perature as  the  room.) 

The  highest  temperature  rise  of 
the  hottest  part  in  ordinary  ma- 
chines has  been  fixed  by  the 
A.I.E.E.  at  55°  C,  above  a  room 
temperature  of  40°  C,  hence  the 
line  KM  is  erected  (in  Fig.  263)  at 
this  value.  With  good  ventilation, 
the  rate  of  radiation  at  this  tem- 
perature is  equal  to  the  rate  of 
heat  production  by  the  current  OG,  and  so  we  say  the  safe  current,  in  so 
far  as  heating  is  concerned,  is  OG.  If  the  ventilation  is  medium,  the  safe 
current  is  OH;  and  if  the  ventilation  is  poor,  the  safe  current  is  01.  This 
diagram  shows  the  enormous  advantage  of  forced  ventilation  gained  by 
equipping  an  enclosed  machine  with  a  ventilating  fan  and  proper  air 
ducts.  By  this  means  it  is  possible  to  increase  its  safe  current  capacity 
by  200  per  cent  or  300  per  cent.  A  certain  railway  motor  for  example 
might  be  rated  as  75  h.p.  with  ordinary  ventilation,  and  by  suitable  ven- 
tilation its  rating  might  be  increased  to  perhaps  200  h.p.  Practically  all 
enclosed  machines  are  now  designed  with  the  idea  of  getting  the  best  ven- 
tilation possible. 

233.  Special  Insulation  Increases  Capacity. — There  is,  of  course,  one 
other  method  by  which  a  machine  of  given  size  may  have  its  rating  much 
increased,  and  that  is  by  using  only  insulating  materials  which  will  stand 
higher  temperatures.  The  limit  of  55°  C.  above  room  temperature  is 
proper  for  such  insulating  materials  as  cotton,  shellac,  oiled  cambric,  etc. 
If  a  machine  is  built  with  nothing  but  mica  and  asbestos  for  insulation, 
it  may  be  run  safely  up  to  temperatures  as  high  as  125°  C.    Asbestos  has 
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Fig.  263. — Curves  showing  the  factors 
which  determine  the  temperature  rise 
of  a  machine. 
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been  used  to  some  extent,  but  it  is  difiicult  to  work  this  iiuiterial  into  uni- 
form sheets  and  coverings  und,  also,  it  absorbs  moisture  readily.  If  some 
good  heat-resisting  insulator  could  be  discovered,  the  possible  output  of 
elet'tric  mat'hiner>'  could  l>e  nmch  increased. 

There  is  one  bad  feature  connected  with  this  high  temperature  of  oper- 
ation, however;  the  resistance  oi  the  windings  increases  quite  rapidly 
with  the  temperature,  and  so  results  in  an  increased  PR  loss  and  there- 
fore in  a  lower  efficiency, 

234.  Operation  of  CC.  Generators  in  Parallel. — A  c.c.  generating 
station  has  ortlinarily  several  generators,  all  of  which,  or  only  one  of  which, 
may  be  operated  to  supply  the  station  output. 

There  are  two  reasons  why  several  small-sized  generators  are  used  to 
supply  the  station  output,  instead  of  one  large  one;    these  reasons  are 
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Fio.  264. — Tvpioal  load  curve  for  a  small  station. 


reliability  and  efficiency.  Suppose  the  load  on  a  station  is  represented  in 
the  form  of  a  curve,  load  in  kilowatts  being  plotted  against  time.  An 
average  curve  would  be  as  shown  in  Fig.  264,  the  supposed  load  being  made 
up  of  railway  traffic,  lighting,  and  power  for  factories.  The  peak  load 
occurs  at  8  o'clock  in  the  evening,  and  is  about  5000  kw.  As  the  peak 
lasts  only  a  short  time,  one  generator  of  4000  kw.  rating  would  fit  the  needs 
of  the  station  in  so  far  as  quantity  of  power  was  concerned.  Such  a  gen- 
erator would  be  run  overload  for  a  short  time,  but  as  large  generators 
usually  are  able  to  carry  25  per  cent  overload  for  a  short  time,  no  harm 
would  result.  But  there  would  be  two  bad  features  about  such  a  station: 
First,  if  an  accident  should  happen  to  the  machine,  the  station  would  be 
without  power  of  any  sort  until  the  machine  was  repaired;  and  second, 
during  most  of  the  day  the  machine  would  l)e  operating  with  a  load  of  less 
than  50  per  cent  of  its  full-load  rating  and  consequently  the  efficiency 
would  be  rather  low.     (See  Chapter  X.) 

The  proper  installation  to  supply  a  load  curve  as  given  above,  would 
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consist  of  two  2500  kw.  machines  and  one  1000  kw.  machine.  Then, 
from  12  o'clock  until  6  o'clock  a.m.,  the  1000  kw.  machine  would  be  run- 
ning and  the  other  two  would  be  shut  down.  During  most  of  the  day, 
one  2500  kw.  machine  would  be  used,  and  during  the  two  hours  of  peak 
load  the  two  2500  kw.  machines  would  be  used;  or  one  2500  kw.  and  one 
1000  kw.  machine  would  do  for  the  very  short  time  the  overload  occurs. 

In  such  a  station  it  is  to  be  noticed,  first,  that  whatever  generators  are 
running  are  operated  at  practically  full  load,  under  which  condition  the 
efficiency  is  a  maximum  and  second,  any  two  generators  of  the  three  which 
are  installed  have  sufficient  capacity  to  carry  the  station  load.    Therefore, 
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Fig.  265. — Connection  of  shunt  machines  for  parallel  operation  on  common  bus-bars. 


continuity  of  service  is  guaranteed  and  the  station  operates  efficiently; 
of  course  the  first  cost  of  the  station  would  be  considerably  higher  for  the 
three-generator  equipment  than  for  the  one-generator  equipment. 

235.  Parallel  Connection  of  Generators. — In  a  c.c.  station,  only  one 
set  of  bus-bars  is  used,  no  matter  how  many  generators  there  may  be  in 
the  station.  Bus-bars  is  the  name  given  to  the  heavy  copper  bars  which 
run  the  length  of  the  switchboard  (behind  it)  and  to  which  all  generators 
and  feeders  are  connected.  The  positive  bus  connects  to  the  positive 
terminals  of  all  machines  in  operation,  and  all  negative  terminals  are  con- 
nected to  the  negative  bus.  Such  a  connection  is  called  a  parallel  con- 
nection of  generators;  all  generators  send  their  power  into  the  one  set 
of  bus-bars,  and  the  load,  supplied  by  various  feeders,  is  taken  from  them, 
as  shown  in  Fig.  265. 
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236.  Load  Division  with  Shunt  Generators  Operated  in  Parallel. — 
The  (juostion  luUurally  arises  jus  to  how  thost^  gencnitors  will  divide  the 
total  load.  Will  each  take  half,  or  what  will  the  division  be,  and  how  is  it 
determined?  We  have  said  that  motors  and  generators  are  reversible 
in  their  action,  and  it  may  Ix?  that  under  special  conditions  generator 
No.  2  may  not  be  a  generator  at  all  but  may  be  running  as  a  motor,  gen- 
erator No.  1  supplying  the  necessary  power  to  do  this,  besides  supplying 
all  of  the  power  required  by  the  load. 
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Fia.  266. — If  the  external  characteristics  of  the  two  shunt  generators  operating  in 
parallel  arc  not  the  same,  the  two  machines  will  not  maintain  an  equal  division 
of  load,  as  this  is  varied. 


In  the  case  of  shunt-wound  generators,  as  shown  in  Fig.  265,  the  divi- 
sion of  load  is  easily  regulated  and  may  be  shifted  from  one  machine  to 
the  other  by  simply  manipulating  the  field  rheostats.  If  the  external 
characteristics  of  the  two  machines  are  known,  the  division  of  load  may 
be  determined  at  once,  because  of  the  fact  that  the  terminal  voltage  of  both 
machines  must  be  the  same  as  they  both  connect  to  the  same  bud-bars. 

Figure  266  shows  the  external  characteristics  of  the  two  machines 
operating  at  constant  rated  speed;  it  is  supposed  that  at  no  load  the  two 
machines  generate  the  same  e.m.f.  This  is  brought  about  by  variation 
of  one  or  the  other  of  the  field  rheostats.    Machine  No.  2  is  supposed  to 
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have  an  external  characteristic  that  drops  with  load  increase  more  than 
that  of  No.  1.  When  the  load  is  140  amperes,  evidently  No.  1  must  be 
supplying  90  amperes  and  No.  2  supplying  50  amperes,  and  the  line 
e.m.f.  (i.e.,  the  terminal  voltage  of  the  two  machines)  is  105  volts. 

If  the  load  current  is  increased  until  the  bus-bar  voltage  falls  to  100 
volts,  machine  No.  1  must  be  carrying  130  amperes  and  No.  2  must  be 
carrying  80  amperes;  the  load  is  therefore  210  amperes. 

Equalization  of  Load. — Suppose  it  is  now  desired  to  equalize  this  load 
between  the  two  machines,  always  being  driven  at  their  rated  speeds,  so 
that  each  machime  carries  100  amperes.  This  may  be  done  either  by 
increasing  the  field  current  of  No.  2  (cutting  out  some  of  its  field  rheo- 
stat) or  by  decreasing  the  voltage  of  No.  1  (by  increasing  its  field-rheostat 
resistance).  Suppose  that  the  voltage  of  No.  2  is  increased  by  increasing 
its  field  current,  until  its  external  characteristic  crosses  that  of  No.  1  at 
100  amperes;  the  external  characteristic  of  No.  2  is  raised  throughout 
the  whole  range  of  the  curve  and  is  shown  by  the  dotted  line  ACB,  in 
Fig.  266.  When  the  load  is  200  amperes,  each  machine  will  take  one-half 
of  the  load,  but  at  lighter  loads  No.  2  will  now  take  more  current  than  No. 
1;  when  the  load  is  120  amperes,  for  example,  No.  2  takes  80  amperes  and 
No.  1  only  40  amperes. 

237.  Generators  of  Different  Capacities. — If  the  two  external  charac- 
teristics coincided  with  each  other  throughout  their  length  and  the  load 
was  once  equally  divided,  it  would  be  equally  divided  for  all  loads.  It 
may  be,  however,  that  the  two  machines  are  not  of  the  sam^  capacity; 
No.  1  may  have  a  full-load  capacity  of  100  amperes  and  No.  2  of  only 
50  amperes,  in  which  case  we  should  want  the  division  of  load  to  be  pro- 
portional to  the  capacities.  In  this  case  the  two  characteristics  must  be 
similar  in  shape,  and  the  no-load  and  full-load  voltages  of  the  two  machines 
must  be  the  same;  if  No.  1  gives  110  volts  at  no  load  and  105  volts  when 
carrying  100  amperes.  No.  2  should  give  110  volts  at  no  load  and  105  volts 
when  carrying  50  amperes.  With  such  external  characteristics,  No.  2 
would  always  carry  one-half  as  much  current  as  No.  1 

238.  Connecting  and  Disconnecting  a  Generator  from  the  Bus-bars. — 
When  it  is  necessary  to  connect  an  additional  generator  to  the  bus-bars, 
on  account  of  load  increase,  the  machine  is  first  brought  up  to  speed;  its 
terminal  voltage  is  then  made  equal  to  the  bus-bar  voltage  and  the  gene- 
rator switch  is  closed ;  the  machine  will  take  no  load  on  closing  the  switch, 
but  its  load  may  be  brought  to  any  desired  value  by  decreasing  the  resist- 
ance of  its  field  circuit.  If  it  is  desired  to  disconnect  one  generator  from 
the  bus-bars,  its  load  is  first  reduced  to  zero  by  increasing  the  resistance 
of  its  field  rheostat  until  its  generated  e.m.f.  is  the  same  as  the  bus-bar 
e.m.f.;  when  the  generated  and  terminal  e.m.fs.  of  a  machine  are  the  same, 
there  can  be  no  current  flowing  through  its  armature.    When  the  load  is 
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zero,  the  generator  switch  is  o{K>ne(J,  aiid  tlien  the  generator  may  be 
8toppe<l. 

239.  Load  Division  with  Compound  Generators. — When  over-com- 
pounded generators  are  operated  in  parallel,  it  is  necessarj'  to  install  an 
extra  bus-lmr,  called  the  equalizer  bius-bar.  The  diagram  of  two  com- 
pound generators,  connected  for  parallel  operation,  is  shown  in  Fig.  267. 

Without  this  equalizer  bus,  the  parallel  operation  of  two  compound 
generators  is  unstable;  they  will  not  divide  the  load  equally,  but,  on  the 
contrary,  one  machine  will  stop  furnishing  load  altogether  and  will  operate 
as  a  motor  from  the  other  generator. 


No.  2  No.  1 

Fig.  267. — When  compound-wound  generators  are  operated  in  parallel  it  is  neceaaaiy 
to  provide  an  extra  bus-bar,  called  the  "equalizer  bus,"  connected  as  shown  here. 

The  external  characteristics  of  the  two  machines,  operating  at  constant 
rated  speed,  are  given  in  Fig.  268  &t  AB  and  AC.  Suppose  the  load  is  130 
amperes  and  that  machine  No.  1  is  suppl>ing  50  amperes,  while  No.  2 
furnishes  80  amperes,  the  bus-bar  voltage  being  115  volts.  Now,  some- 
thing may  happen  to  change  the  load  on  No.  1  to  63  amperes,  and  so  its 
voltage  tends  to  rise  to  the  point  F  on  the  line  AB.  As  the  whole  load  is 
130  amperes,  machine  No.  2  will  now  carr>'  only  67  amperes,  and  so  wc 
should  expect  machine  No.  2  to  o|)erate  at  the  point  G  of  its  external  char- 
acteristic. But  the  terminal  voltage  of  No.  1  would  l)e  higher  than  that 
of  No.  2,  and  as  they  are  connected  to  the  same  bus-bars  this  is  really  an 
impossible  condition.  Machine  No.  1 ,  however,  which  tends  to  be  at  an 
higher  terminal  voltage  than  No.  2,  will  force  current  through  the  arma- 
ture of  No.  2,  besides  furnishing  the  current  to  the  feeders.  The  final  result 
is  that  No.  1  operates  at  some  extreme  point  on  it*?  external  characteristic, 
furnishing  all  of  the  130  amperes  for  the  load  and  in  addition,  enough 
to  run  machine  No.  2  as  a  motor. 
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If  the  action  had  started  the  other  way  (i.e.,  machine  No.  1  had,  for 
some  reason,  decreased  its  share  of  the  load  from  50  amperes  to  40  amperes) 
then  the  decrease  in  the  load  of  No.  1  would  have  continued  until  No.  2 
was  furnishing  all  of  the  load  current  and  enough  to  run  No.  1  as  a  motor. 
The  operation  of  two  such  machines  is  therefore  unstable;  any  action 
which  starts  a  re-distribution  of  the  load  continues  until  one  machine  is 
carrying  all  of  the  load  and  the  other  has  become  a  motor. 
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Fig.  268. — Without  an  equalizer  bus  over-compounded  generators  in  parallel  are 
unstable;  if  one  starts  to  increase  its  share  of  the  load  this  action  continues  until 
it  has  taken  all  of  the  load  and  is,  in  addition,  running  the  other  as  a  motor. 


The  necessity  of  having  the  equalizer  bar  becomes  more  apparent  if 
we  consider  that,  without  such  a  connection,  machine  No.  2  is  operating 
as  a  motor,  taking  its  power  from  machine  No.  1,  as  in  Fig.  269.  The 
armature  and  series-field  current  of  No.  1  (generator)  flows  from  the  nega- 
tive to  the  positive  bus,  while  its  shunt-field  current  flows  from  its  posi- 
tive to  its  negative  brush,  as  indicated  by  the  arrows.  The  machine 
being  a  compound  generator,  the  series-field  m.m.f.  augments  that  of  the 
shunt  field.  Machine  No.  2  being  a  motor,  its  armature  and  series-field 
current,  as  well  as  its  shunt-field  current,  flow  from  the  positive  to  the 
negative  bus.  In  passing  from  generator  to  motor,  the  shunt-field-  cur- 
rent of  No.  2  has  remained  in  the  same  direction,  but  the  direction  of  its 
series-field  current  has  reversed;  its  series  field  now  tends  to  oppose  the 
shunt  field.  The  greater  the  current  taken  by  No.  2  becomes,  the  stronger 
its  series  field  and  the  weaker  its  resultant  field,  until  its  net  field  is  zero; 
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at  this  time  machine  No.  2  is  practically  a  short  circuit  for  the  generator, 
No.  1. 

240.  Action  of  the  Equalizer  Bus. — It  will  be  noticed  that  this  insta- 
bility is  due  to  the  action  of  the  series  field ;  that  machine  which  momen- 
tarily increases  its  load  at  the  same  time  increases  its  terminal  voltage,  and 
the  terminal  voltage  of  the  other  machine  must  fall  as  part  of  its  load  is 
taken  away  by  the  first  machine.  Now,  the  function  of  the  equalizer  bus 
is  to  get  rid  <rf  this  instability,  and  it  does  this  by  maintaining  the  IR  drop 
ooer  the  two  series  fields  equal  at  all  loads.  As  the  resistance  of  the  equalizer 
is  practically  zero,  as  is  that  of  the  main  bus-bars,  it  is  evident  that  the  drop 
in  voltage  from  A  to  B  must  be  equal 
to  that  from  C  to  D  (Fig.  267).  It 
will  be  noticed  that  the  resistance  of 
the  cables  connecting  the  machines 
to  the  switchboard  must  be  treated 
as  part  of  the  series-field  circuit. 
Evidently,  the  drop  in  voltage  from 
A  to  fi  (or  C  to  D)  is  equal  to  the 
drop  in  the  series  field  proper,  plus 
the  drop  in  the  connecting  ca})les. 

Suppose  No.  1  tries  to  increase  its 
share  of  the  load;  the  IR  drop  from 
C  to  D  must  increase,  and  therefore  so 
miud  the  IR  drop  from  A  to  B  increase. 
But  the  IR  drop  from  A  to  B  can  only  increase  if  the  current  through  the 
series  field  of  machine  No.  2  increases;  and  if  this  field  current  increases 
the  voltage  of  No.  2  must  increase  also.  Hence,  any  increase  in  voltage 
of  No.  1  is  accompanied  by  an  increase  in  the  voltage  of  No.  2  and  there- 
fore No.  2  will  continue  to  furnish  its  share  of  the  load. 

It  was  noticed  that,  without  the  equalizer  bus,  when  No.  1  increased  its 
load  (and  thereby  its  voltage)  the  vol* age  of  No.  2  decreased,  and  this 
was  the  cause  of  the  unstable  operation;  when  the  equalizer  bus  is  used, 
however,  if  No.  1  increases  its  load  the  voltage  of  No.  2  increases  also, 
thereby  causing  No.  2  to  continue  to  carry  its  share  of  the  load. 

Another  way  of  looking  at  the  same  problem  is  to  notice  that  the  two 
series  fields  are  put  in  parallel  by  the  use  of  the  equalizer  bus;  thus,  any 
increase  in  one  field  current  must  be  accompanied  by  a  corresfwnding 
increase  in  the  other. 

If  two  compound  generators  of  equal  capacity  are  to  operate  in  par- 
allel and  divide  the  load  equally,  they  must  have  identical  external  char- 
acteristics and  the  resistances  of  their  series-field  circuits  must  be  equal. 
We  say  series-field  circuit  instead  of  series  field,  because  generally  the 
series  field  is  paralleled  by  a  shunt,  and  it  is  the  resistance  of  the  double 


Fio.  269. — This  diagram,  showing  the 
direction  of  the  various  currents  of 
two  compound  generators,  helps  to 
explain  their  instability. 
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circuit,  series  field  with  shunt  in  parallel,  which  must  have  the  same  value 
for  both  machines. 

241.  Compound  Generators  of  Different  Capacities. — If  two  compound 
generators  of  unequal  capacity  are  to  operate  well  in  parallel,  dividing  the 
load  according  to  their  capacities,  the  two  machines  must  be  adjusted  to 
give  the  same  no-load  and  full-load  voltages,  and  the  resistances  of  the  two 
series-field  circuits  must  be  inversely  proportional  to  their  capacities.  This 
last  condition  evidently  is  fulfilled  if  the  full  load  IR  drop  is  the  same  for 
each  series-field  circuit. 
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Fig.  270. — Proper  layout  of  machines  and  apparatus  for  compound  generators  in 

parallel  operation. 


242.  Switching  of  Compound  Generators. — In  Fig.  270,  detail  connec- 
tions for  two  compound  generators,  intended  for  parallel  opejration,  are 
given.  The  connections  for  two  shunt  generators  would  be  the  same, 
except  for  the  series  fields  and  equalizer  connections. 

When  it  is  necessary  to  connect  an  additional  generator  (say  No.  1) 
to  the  bus-bars,  it  is  first  brought  up  to  rated  speed,  and  the  main  circuit- 
breakers  closed.  Switches  Ei  and  Ni  are  then  closed,  passing  some  of 
the  load  current  from  the  other  generators  through  the  series  field  of  the 
incoming  machine.  The  voltage  of  No.  1  is  then  adjusted  to  be  the 
same  as  that  of  the  bus-bars,  and  switch  Pi  closed. 

It  is  not  necessary  that  switches  Ei  and  A'';  be  closed  before  the 
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voltage  of  No.  1  is  adjusted;  if  the  voltage  is  first  adjusted,  it  will  be  found 
that  further  adjustment  will  be  necessary  after  switches  Ei  and  ^i  are 
closed  owing  to  the  current  set  up  in  the  series  field  of  No.  1.  Whatever 
order  of  switching  is  followed,  however,  it  is  necessary  that  the  switch  Pi 
be  the  last  to  be  closed,  the  voltage  of  the  machine  having  been  properly 
adjusted  to  be  equal  to  that  of  the  bus-bars.  The  machine  is  then  made 
to  assume  its  proper  share  of  the  load,  by  strengthening  its  shunt  field. 

To  disconnect  a  generator  from  the  bus-bars,  its  load  is  first  reduced 
to  zero  by  increasing  the  resistance  of  its  shunt-field  circuit,  when  its  gen- 
erated voltage  will  be  equal  to  the  bus-bar  voltage.  Switch  Pi  is  first 
opened,  after  which  the  other  switches  and  the  circuit-breakers  may  be 
opened  in  any  order,  and  the  machine  shut  down. 

It  is  evident,  when  a  generator  is  to  be  connected  in  parallel  with 
others  already  operating,  that  it  must  come  in  with  proper  polarity;  i.e., 
its  positive  and  negative  terminals  must  be  connected  to  the  positive 
and  negative  bus-bars,  respectively.  The  voltmeter  connections  of  Fig. 
270,  being  arranged  sj'mmetrically,  take  care  of  the  fulfillment  of  this  con- 
dition. If  a  generator,  by  any  chance,  had  had  its  residual  reversed  and 
had  built  up  with  reversed  polarity,  the  operator  would  recognize  the  fact 
at  once;  the  voltmeter,  which  he  would  require  in  adjusting  the  voltage 
of  the  machine,  would  be  reading  backward. 

To  meet  the  difficulty  arising  when  a  machine  intended  for  parallel 
operation  builds  up  with  reversed  polarity,  the  obvious  thing  to  do  is  to 
properly  restore  its  residual  magnetism.  With  compound  generators,  this 
will  ordinarily  be  done  if,  with  considerable  load  on  the  system,  switches 
El  and  ^i  (Fig.  270)  are  closed,  exciting  the  series  field.  Should  this  fail, 
the  shunt  field  may  be  separately  excited.  An  easy  way  of  doing  this  is  by 
lifting  all  the  positive  or  negative  brushes  and  closing  all  switches  and 
breakers  of  the  machine  for  an  instant.  The  brushes  of  the  machine 
must  not,  however,  be  dropped  until  at  least  switch  Pi  is  again  opened. 


PROBLEMS 

1.  Assuming  that  each  coil  generates  an  e.m.f.  wave  of  the  form  of  a  sine  wave, 
find  the  variation  in  line  e.m.f.,  in  percentage  of  the  maximum  line  voltage,  of 

(a)  A  two-coil  winding  with  a  two-part  commutator; 
(6)  A  four-coil  winding  with  a  four-part  commutator; 
(c)  An  eight-coil  winding  with  an  eight-part  commutator. 

2.  A  bipolar  generator  has  36  coils  of  12  turns  each.  The  active  length  per 
turn  is  14  inches.  The  pole  face  covers  65  per  cent  of  the  armature  periphery, 
and  the  flux  density  under  the  pole  is  8500  gausses.  Peripheral  spo«i  is  .3600  feet 
per  minute.    What  is  the  generated  e.m.f.? 
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3.  If  the  total  length  per  turn  in  the  above  problem  is  26  inches  and  the  wire 
is  No.  12,  what  is  the  safe  current  capacity  of  the  armature,  and  what  is  the  full 
load  terminal  voltage?    Allow  2  volts  for  brush  contact  drop. 

4.  An  armatur.e  winding  requires  800  feet  of  No.  10  wire.  There  are  six  paths 
in  parallel,  with  the  winding  scheme  used.  What  is  the  resistance  of  the  armature 
at20°C.?    At75°C.? 

6.  An  armature  winding  having  288  conductors  has  a  two-path  winding.  The 
field  has  four  poles,  and  the  flux  per  pole  is  750,000  lines.  The  armature  turns 
1800  r.p.m.     What  is  the  generated  voltage? 

6.  An  eight-pole  generator  has  a  multiple-circuit  winding.  There  are  264 
coils  of  4  turns  per  coil,  the  conductor  having  30,000  circular  mils  cross-section. 
The  total  length  per  turn  is  44  inches,  of  which  18  inches  is  active  in  cutting  flux. 
The  armature  is  40  inches  in  diameter  and  turns  250  r.p.m.  The  flux  density 
directly  under  the  pole,  where  65  per  cent  of  the  conductors  lie,  is  9500  gausses, 
and  in  the  pole  fringe,  where  10  per  cent  of  the  conductors  lie,  is  4400  gausses. 
Find  the  generated  e.m.f.,  the  armature  resistance  at  90°  C,  and  the  terminal 
voltage  at  full  load,  90°  C,  allowing  2.5  volts  for  total  brush  drop. 

7.  A  small  bipolar  machine  has  240  armature  conductors  and  650,000  lines  of 
flux  per  pole.  The  wire  used  in  the  armature  winding  is  No.  14,  and  the  machine 
turns  2400  r.p.m.  How  much  current  can  it  safely  carry?  What  is  its  generated 
voltage?  What  is  the  terminal  voltage  at  80°  C,  the  total  length  of  wire  per 
turn  being  16  inches  and  the  brush  contact  drop  being  2.6  volts? 

8.  The  commutator  of  the  machine,  in  Problem  5  above,  has  72  bars,  and  the 
brush  thickness  is  0.5  inch.  If  the  full-load  line  current  is  assumed  as  50  amperes 
and  the  commutator  diameter  is  5  inches,  what  is  the  average  rate  of  change  of 
current  during  commutation? 

9.  What  is  the  rate  of  current  change  during  commutation  in  a  coil  of  the 
machine  given  in  Problem  6  when  carrying  full  load  current,  the  commutator  being 
24  inches  diameter  and  the  brushes  being  |  inch  thick. 

10.  If  the  rate  of  current  change  in  a  full-pitch  coil  during  commutation  is 
25,000  amperes  per  second,  and  the  self-induction  of  the  coil  is  0.0008  henry, 
what  is  the  proper  flux  density  under  the  commutating  pole,  the  length  of  the  pole 
being  8  inches,  the  peripheral  speed  of  the  armature  being  3500  feet  per  minute, 
and  the  number  of  turns  per  coil  being  six?  There  are  as  many  commutating  poles 
as  there  are  main  poles.     Neglect  the  effect  of  armature  reaction  in  the  calculation. 

11.  The  number  of  series  ampere-turns  per  pole  required  at  full  lead  for  a 
certain  four-pole  compound  generator  is  1250.  There  are  4§  turns  per  pole,  of 
100,000  circular  mils  cross-section,  the  average  length  of  a  turn  being  34  inches. 
If  the  rating  of  the  machine  is  1 10  volts,  750  amperes,  what  must  he  the  resistance 
of  the  series-field  diverter,  if  the  temperature  of  the  field  coils  at  full  load  is  95°  C? 

12.  To  generate  20  volts,  a  certain  110-volt  shunt  generator  requires  (at  rated 
speed)  a  field  current  of  0.172  ampere.  If  the  shunt-field  circuit  has  a  resistance 
of  135  ohms,  will  the  machine  build  up?  If  the  speed  were  increased  15  per  cent 
above  normal,  what  would  be  the  answer? 

13.  The  shunt-field  current  of  a  certain  110-volt,  25-kw.  shunt  generator  has  to 
be  increased  from  3.6  amperes  to  4.1  amperes,  to  give  flat  compounding.  There  are 
1300  turns  on  each  field  pole.    If  the  machine  is  to  be  equipped  with  series  field 
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fur  flat  compounding  acram  the  amuiturc,  how  many  turns  per  pule  arc- 
required? 

14.  The  annature  copper  of  a  certain  machine  rises  10**  C.  with  a  current  of 
75  amperes.  Aasuming  a  f^fe  temperature  rise  of  55°  C,  how  much  current  can 
the  machine  carry?     (Neglect  the  effect  of  core  loss  in  this  problem.) 

16.  Two  equally  compounded  generators  of  50-kw.  and  150-kw.  rating  are  to 
be  operated  in  parallel.  The  8«»ries-field  circuit  resistance  of  the  50-kw.  machine  is 
0.002  ohm.  What  must  be  the  resistance  of  the  series-field  circuit  of  the  other? 
If  the  actual  resistance  of  the  field  winding  is  0.0015  ohm,  what  must  be  the 
resistance  of  its  diverter? 

16.  The  type  and  speed  of  a  400-kw.,  550-volt  machine  are  such  that  a  tempera- 
ture rise  of  90°  C.  in  the  armature  would  dissipate  one  watt  per  square  centimeter. 
The  available  radiating  surface  is  (J2,000  sq.  cm.;  the  armature  resistance  is  0.0135 
ohm,  and  the  iron  loss  is  9000  watts.  WTiat  will  be  the  rise  in  armature  tempera- 
ture at  full  load? 

17.  A  100-kw.,  250-volt,  eight-pole  generator  has  an  armature  periphery  cf 
360  cm.  The  width  of  each  pole  face  is  35  cm.,  and  there  are  161  slots  with  two 
conductors  in  each,  all  conductors  ctmnected  as  a  two-path  winding.  How  many 
croes-magnetizing  and  demagnetizing  ampere  turns  are  there  per  pair  of  poles,  if 
the  brushes  are  advanced  to  be  opposite  the  pole  tips?  How  many,  if  the  same 
conductors  are  re-connected  as  an  eight-path  winding,  the  current  density  in  the 
conductors  to  be  the  same  as  before? 

18.  A  6-pole,  150-kw.,  250-volt  generator  has  an  armature  surface  and  ventila- 
tion such  that  it  radiates  0.05  watt  per  square  inch  per  degree  C.  rise.  The  arma- 
ture resistance  is  0.0095  ohm,  the  hysteresis  loss  in  the  teeth  is  610  watts,  and  in 
the  core  proper  1240  watts;  the  eddy-current  loss  in  the  teeth  is  50  watts  and  in 
the  core  proper  90  watts.  The  radiating  surface  is  2600  square  inches.  What  is 
the  temperature  rise?  VSTiat  is  the  safe  current  through  the  armature,  if  a  rise  of 
55**  C.  is  allowed. 

19.  A  rectangular  field  coil,  9  inches  by  15  inches,  carries  a  current  of  10  amperes 
and  has  a  resistance  of  3.9  ohms.  The  heat  di.««ipated  Is  0.003  watt  per  square 
centimeter  per  degree  C.  rise.  How  long  must  the  coil  be,  if  a  temperature  rise  of 
50°  C.  is  allowed? 


CHAPTER  IX 
THE  CONTINUOUS-CURRENT  MOTOR 

243.  Relation  between  Generator  and  Motor. — As  has  been  said 
before,  the  c.c.  generator  and  the  c.c.  motor  are  nearly  identical  in  con- 
struction. The  construction  which  is  best  for  one  is  generally  best  for  the 
other;  a  machine  which  runs  well  as  a  generator  will  generally  operate 
satisfactorily  as  a  motor. 

244.  Difference  in  Operation. — Although  the  construction  of  the  two 
is  practically  the  same,  the  operation  of  one  machine  differs  quite  mate- 
rially from  that  of  the  other.  The  generator  is  always  rotated  by  some 
prime  mover,  at  a  speed  as  nearly  constant  as  possible.  The  motor,  on 
the  other  hand,  has  no  prime  mover,  but  is  supplied  with  electrical  power, 
instead  of  mechanical  power,  as  is  the  case  with  the  generator.  The 
speed  of  an  electric  motor  is  generally  not  constant  as  the  load  is  varied; 
in  some  cases  this  speed  variation  may  be  small,  while  in  others  the  highest 
speed  of  operation  may  be  several  times  as  great  as  the  lowest  speed. 

The  function  of  a  generator  is  to  generate  an  e.m.f.  by  moving  conduc- 
tors through  a  magnetic  field,  while  the  prime  function  of  a  motor  is  to 
produce  a  turning  effort,  or  torque. 

245.  Torque  Acting  in  a  Generator. — When  a  machine  is  operating  as  a 
generator,  and  its  armature  is  cariying  current,  it  too,  develops  a  torque 
(because  the  armature  consists  of  conductors  carrying  current,  in  a  mag- 
netic field) .  This  torque  opposes  the  motion  of  the  armature  and  must  be 
overcome  by  the  prime  mover,  in  order  to  keep  the  armature  of  the  gen- 
erator operating  at  constant  speed.  The  current  in  the  armature  flows 
with  the  e.m.f.  generated  in  the  moving  armature.  We  may  say,  there- 
fore, that  so  far  as  mechanical  power  is  concerned  the  generator  is  absorbing 
energy,  and  so  far  as  electrical  power  is  concerned  the  machine  is  giving  out 
energy. 

246.  Torque  Acting  in  a  Motor. — In  the  case  of  a  motor,  the  armature 
turns  in  the  same  direction  as  that  in  which  it  is  urged  by  the  force  acting 
on  the  armature  conductors;  the  mechanical  power  must  therefore  be 
positive,  or  output.  When  the  armature  revolves  it  must  generate  an 
e.m.f.  (conductors  moving  in  a  magnetic  field  generate  an  e.m.f.),  and  the 
current  in  the  motor  armature  flows  in  a  direction  opposite  to  this  e.m.f. ; 
the  e.m.f.  generated  in  a  motor   armature  is  therefore  called  a  counter 
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cm. J.  As  the  current  flows  against  the  armature  e.m.f.,  the  electrical 
jxiwor  of  a  motor  nmst  Ik*  negative,  i.e.,  input. 

347.  Torque  of  a  Motor. — A  motor  develops  torque,  because  on  the 
periphery  of  its  armature  are  placed  conductors,  through  which  current 
floHx,  and  those  conductors  lying  under  the  ix>le  faces  are  in  a  magnetic 
field.  These  conductors  arc  then  actetl  u|X)n  l)y  a  force  which  tends  to 
move  them  in  a  direction  |)erpendicular  to  the  magnetic  field  and  to  their 
length;  such  a  force  nuist  tluni  act  as  a  tangential  force  on  the  periphery 
of  the  amiature. 

The  fundamental  fornmla  which  we  shall  use  in  ralcvilating  torque 
(Pxj.  6,  Chap.  Ill)  gives  the  relation  l)etwoen  the  length  of  the  conductor, 
the  strength  of  the  field  in  which  the  conductor  is  lying,  the  current  in  the 
conductor,  and  the  force  on  the  conductor.  //  a  conductor  I  cms.  in  length 
lies  in  a  uniform  magnetic  field  of  a  density  of  B  lines  per  square  centimeter 
(direction  of  conductor  being  perpendicular  to  field)  and  carries  a  current  of 
I  amperes,  then  the  conductor  is  acted  upon  by  a  force  which  tends  to  move  it 
in  a  direction  perpendicular  to  its  length  and  to  the  direction  of  the  magnetic 
field:  the  magnitude  of  this  force,  in  dynes,  is  given  by  the  equation 

f=BlI/ 10 (107) 

If  we  wish  to  express  B  in  Unes  per  squarc  inch,  I  in  inches,  /  in  amj)ere8, 
and  /  in  pounds,  since  there  are  2.205  pounds  and  981,000  dynes  in  a 
kil(^raro,  we  shall  have, 

f=2.5ilX^,xLx^^0.^BllX10-^.  .    .    (108) 

Suppose  that  a  conductor  10  inches  long  lies  in  a  field  of  60,000  lines 
per  square  inch  and  carries  a  current  of  100  amperes.  The  force  on  the 
conductor  in  pounds  is  evidently 

/=  60,000  X  100X10X0.885X10 -7  =  5.31  pounds. 

If  we  desire  the  force  in  dynes,  we  have 

/=  (y^)  X(10X2.54) X  ^^  =  2,360,000  dynes. 

248.  Direction  of  Torque  the  Same  for  all  the  Armature  Conductors. — 
In  Fig.  271  is  sketched  the  section  of  a  four-pole  motor.  The  conductors 
market!  (+)  are  carrj'ing  current  away  from  the  observer,  and  those 
marked  (.)  are  carrj'ing  current  toward  the  observer.  The  conductors 
under  p)ole  A  carry  current  away  from  observer  and  the  flu.x  is  directed 
downward ;  therefore  they  will  all  exert  a  force  toward  the  left,  as  indi- 
cate<l  by  the  arrow  under  them.  Those  under  pole  C  carr>'  current  in  the 
^ame  direction  as  those  under  A ,  but  the  direction  of  the  field  is  upward ; 
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therefore  the  force  is  toward  the  right,  as  shown  by  the  arrow  under  pole 
C.  The  conductors  under  the  two  poles  B  and  D  give  forces  up  and  down 
respectively,  as  shown  by  arrows,  and  it  is  now  seen  that  aJ  conductors 
tend  to  turn  the  armature  in  the  same  direction,  i.e.,  counter-clockwise. 

It  may  also  be  seen  from  Fig.  271  that  the  torque  of  an  electric  motor 
is  a  constant  or  steady  one,  not  pulsating  as  in  the  case  of  reciprocating 
steam  engines,  gasoline  and  oil  engines.  This  may  readily  be  appreciated 
^  when  one  compares  the 

acceleration  of  an  electric 
trolley  car  with  the 
acceleration  of  a  train 
connected  to  a  steam- 
driven  locomotive. 
}B  249.  Torque  Calcula- 
tion.— To  calculate  the 
magnitude  of  this  torque, 
or  turning  effort  of  a 
motor,  we  must  know 
the  number  of  conduct- 
ors lying  in  the  magnetic 
field,  the  active  length 
of  each  conductor  (i.e., 
length  of  conductor 
under  the  pole  face), 
strength  of  field  in  the 
air  gap  where  the  con- 
ductors are  situated,  and 
the  current  carried  by 
the  conductors.  By  the 
use  of  equation  107  we 
can  calculate  the  force 
in   dynes 


Fig.  271. — All  of  the  conductors  on  the  periphery  of  a 

motor  give  torque  in  the  same  direction;  this  is  due 

to  the  fact  that,  by  the  scheme  of  connecting  the 

conductors    together,    the    currents    in    conductors 

under    poles   of  opposite  polarity  flow  in  opposite 

directions. 

on  one  con- 
ductor, and  this  value,  multiplied  by  the  number  of  conductors  situated 
in  the  magnetic  field,  gives  the  total  force  acting  on  the  periphery  of  the 
armature. 

It  is  to  be  noticed  that  those  conductors  lying  in  the  interpolar  space 
produce  no  turning  effort;  they  are  inactive  conductors.  When  calculat- 
ing the  e.m.f.  of  a  generator  it  was  pointed  out  that  these  same  conductors 
were  inactive  in  the  production  of  an  e.m.f.  in  the  armature;  in  fact, 
that  portion  of  the  armature  winding  which  generates  an  e.m.f.  when  the 
machine  is  operated  as  a  generator  serves  to  produce  torque  when  the  machine 
is  operating  as  a  motor.  In  calculating  the  e.m.f.  of  a  generator  it  was 
found  advisable  to  divide  the  active  conductors  into  two  parts,  those  lying 
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directly  under  the  pole  face,  where  the  field  has  its  maximum  intensity, 
and  those  lying  in  the  pole  fringe  where  the  field  is  weaker  and  non-uniform. 
The  same  division  of  conductors  is  advisable  when  calculating  the  torque 
of  a  motor. 

Suppose  we  wish  to  calculate  the  peripheral  force  on  the  armature 
shown  in  Fig.  271.  The  length  of  the  pole  face  we  take  as  15  cm.;  the 
field  we  consider  uniform  and  of  a  density  equal  to  8000  lines  per  square 
centimeter.  There  are  200  conductors  on  the  armature,  of  which  60  per 
cent  lie  under  a  pole  face,  and  the  current  in  each  conductor  is  20  amperes. 
The  force  (in  dynes)  per  conductor  is  given  by 

/=Bi// 10=8,000X15X20/10 
=  240,000  dynes 
=  0.245  kg. 

There  are  200X60  per  cent=  120  active  conductors. 

The  peripheral  force  on  the  armature  is  therefore  0.245  X  120=29.4  kg., 
and  if  the  radius  of  the  armature  is  10  cm.,  the  torque  developed  is  2.94 
kilogram-meters. 

260.  Calculation  of  H.P.  of  a  Motor. — If  the  peripheral  speed  of  the 
armature  Ls  known,  the  output  of  the  motor  in  ft.-lbs.  per  minute,  or 
horsepower,  is  readily  determined.  If  a  body  is  exerting  a  force  /,  and 
mo\'ing  in  the  direction  in  which  this  force  is  acting  with  a  velocity  r, 
then  the  rate  of  doing  work  is  equal  to  fv.  Hence,  if  we  multiply  the 
peripheral  pull  on  the  armature  by  the  velocity  of  the  armature  periphery', 
the  product  obtained  is  equal  to  the  amount  of  power  which  the  motor  is 
giving. 

Let  us  consider  a  lap-wound  armature  4  ft.  in  diameter,  having  12  poles. 
The  winding  consists  of  240  coils  of  4  turns  each  and  the  length  of  the  pole 
face  is  10  inches.  Sixty  per  cent  of  the  conductors  lie  under  the  pole  face 
where  the  flux  density  is  60,000  lines  per  square  inch,  and  15  per  cent  lie 
in  the  pole  fringe  where  the  average  density  is  35,000  lines  per  square  inch. 
What  horse-power  is  the  motor  developing  if  the  current  flowing  into  the 
annature  is  480  amperes  and  the  machine  is  rotating  200  r.p.m.? 

There  are  two  things  to  find — the  peripheral  pull  in  pounds  and  the 
peripheral  velocity  in  feet  per  minute.  The  product  of  these  two  quan- 
tities divided  by  33,000  (the  number  of  foot-pounds  per  minute  in  1  horse- 
power) will  give  the  horse-power  of  the  motor. 

As  the  armature  is  lap  wound  and  the  machine  has  12  poles,  the  wind- 
ing must  have  12  paths.  Therefore  the  current  per  pa/A= 480-^12=40 
amperes,  and  this  is  the  current  in  each  conductor.  The  active  length  of 
each  conductor  is  10  inches.  The  total  number  of  conductors  =  240  X 
4X2=1920.    Of  these,  60  per  cent  (i.e.,  1152),  Ue  in  a  field  of  60,000 
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lines  per  square  inch  and  15  per  cent  (i.e.,  288)  lie  in  a  field  of  35,000  lines 
per  square  inch. 

The  force  in  pounds  is  therefore  equal  to 

0.885X10-'^X40{(1152X10X60,000)  +  (288X10X35,000)  1=2800; 
The  peripheral  speed  in  feet  per  minute  =  4X7rX200  =  25I5; 

The  horsepower  developed  therefore  =  — ^        —  =213.4. 

ooUuU 

The  general  expression  for  the  horsepower  developed  by  a  motor  may- 
be written 

2'kFLN 
^•^•-■33000 ^^^^) 

where  F= force  exerted  at  the  periphery  of  the  armature  (or  pulley); 
L  =  radius  of  the  armature  (or  pulley) ; 
iV  =  r.p.m. 

The  derivation  of  this  equation  is  obvious  when  we  consider  that  the 
product  2TrLN  is  the  peripheral  velocity  of  the  armature  (or  pulley).  The 
product  FL  is  the  torque  exerted  by  the  motor;  representing  this  by  T, 
we  may  rewrite  Eq.  (109)  and  obtain  the  useful  equation. 

TN 
H-P-  =  52ro ('1°' 

251.  Necessity  of  Commutator  in  a  Motor. — We  saw  in  the  case  of  the 
generator  that  the  function  of  the  commutator  was  to  so  rectify  the  alter- 
nating e.m.fs.  induced  in  the  several  coils,  that  the  e.m.f.  impressed  on  the 
external  circuit  was  uni-directional.  It  will  be  seen  from  Fig.  271  that  if 
in  a  motor,  the  torque  exerted  by  the  conductors  on  the  armature  is  to  be 
always  in  the  same  direction,  the  current  in  any  one  conductor  must  be 
reversed  as  the  conductor  passes  from  one  pole  to  another.  A  c.c.  motor 
is  supplied  with  uni-directional  current,  and  the  commutator  must  there- 
fore change  this  uni-directional  current  so  as  to  make  it  an  alternating 
one  in  each  conductor. 

252.  Commutation  in  a  Motor. — In  Fig.  272,  coil  X  of  a  motor  arma- 
ture winding  is  being  commutated.  In  order  that  the  forces  exerted  by 
the  conductors  under  the  north  pole  may  be  to  the  right,  current  in  the 
conductors  on  the  periphery  of  the  armature  must  flow  towards  the 
observer  (Fleming's  left-hand  rule);  and  under  the  south  pole,  it  must 
flow  away  from  the  observer.  The  brush  of  the  motor  shown  is  therefore 
a  negative  one. 

Coil  X  is  shown  in  such  position  that  the  current  in  it  is  beginning  to 
decrease;    from  what  was  said  on  the  subject  of  commutation  in  the 


EFFECT  OF  ARMATURE  REACTION  IN  A  MOTOR 


270 


previous  chapter,  it  is  evident  that  the  c.e.m.f.  of  self-induction,  induced 
in  the  coil  as  itf*  current  reverses,  will  be  in  the  same  direction  as  the 
deca>ing  current,  as  indicated  by  the  dashed  arrows.  A  commutation 
e.m.f.,  to  l)e  opposite  to  this  c.e.m.f.  of  self-induction,  must,  by  Fleming's 
right-hand  rule,  be  induced  under  the  south  pole,  so  that,  to  get  the  proper 
condition  for  sparkless  commutation,  the  brush  must  be  moved  back-^ 
ward  to  such  a  position  that  the  coil  being  commutated  is  moving  under  the 
fringe  of  flux  from  the  south  pole.  The  direction  of  e.m.f.  induced  in  the 
coils  of  the  armature  by  their  motion  in  the  magnetic  field  is  indicated  by 
the  dotted  arrows. 

Commutation  flux,  in  a  motor  without  commutating  poles,  must  there- 
fore be  that  of  the  pole  which  a  coil  is  leaving.    Appljing  this  to  the  motor 


Fia.  272. — While  the  coil  of  a  motor  annature  is  short-circuited  by  a  brush  its  current 
must  reverse.  The  e.m.f.  of  self-induction  of  the  coil  tends  to  prevent  the  reversal, 
acting  in  the  direction  of  'he  dashed  arrow  in  coil  X.  The  direction  of  the  generated 
e.m.f.  in  the  coils  under  the  poles  is  shown  by  the  dotted  arrows.  To  overcome 
the  e.m.f.  of  self-induction  the  brush  must  be  moved  backwards  to  bring  the 
short-oircuited  coil  in  the  fringe  of  the  south  pole. 


with  commutating  poles,  it  follows  that  the  polarity  of  a  commutating 
pole  must  be  the  same  as  that  of  the  main  pole  just  preceding  it  in  the 
direction  of  rotation.  Figures  233  and  234  can  be  made  to  apply  to  the 
commutating-pole  motor  by  reversing  the  direction  of  rotation  from  that 
shown  there. 

253.  Efifect  of  Armattire  Reaction  in  a  Motor. — In  a  generator,  the 
armature  current /?ou's  in  the  direction  of  the  induced  e.m.f.,  and  in  the  motor, 
the  armature  current  flows  against  the  induced  e.m.f.  (called  the  counter 
e.m.f.).  We  should,  therefore,  expect  the  armature  m.m.f.  of  the  motor 
and  generator  to  be  in  opposite  directions,  and  the  main  field  in  the  motor 
to  be  twisted  against  the  direction  of  rotation. 

This  may  be  seen  from  Fig.  273,  which  represents  conditions  in  a 
motor,  just  as  Fig.  225  represented  them  for  a  generator.    As  in  the  latter 
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figure,  the  conductors  in  the  angle  A'OC,  combined  with  those  in  the 
angle  DOB', make  up  the  demagnetizing  turns.  The  conductors  included 
in  the  angle  COB' ^  combined  with  those  in  the  angle  A'OD,  constitute  the 
cross-magnetizing  turns.     The  main  field  m.m.f.  is  shown  vectorially  by 

OE,  the  armature  m.m.f.  by  OF, 
and  the  resultant  m.m.f.  by  OK; 
the  armature  m.m.f.  is  resolved  into 
its  components,  the  demagnetizing 
force,  OG,  and  the  cross-magnetizing 
force  OH. 

Armature  reaction  in  a  motor, 
therefore,  produces  the  same  effects 
as  in  the  generator;  the  main  field  is 
both  weakened  and  distorted,  the 
direction  of  distortion,  however,  being 
opposite  to  the  direction  of  rotation 
in  the  motor,  whereas  it  was  found 
to  be  in  the  direction  of  rotation  in 
the  generator.  This  is  indicated  in 
Fig.  274,  the  direction  of  the  twisted 
field  for  generator  action  being  indi- 
cated in  dotted  lines  and  that  for 
motor  action  in  full  lines. 
254.  The  Armature  of  a  Motor  as  a  Rotating  Body. — To  rotate  a  body 
requires  the  application  of  a  driving  torque,  or  turning  effort.  A  resist- 
ing torque,  due  to  the  friction  of  the  bearings,  will  always  be  present  in 
addition,  and  will  be  augmented  by  the  resisting  torque  due  to  the  load 
if  the  rotating  body  is  doing  work. 

Now,  if  the  driving  and  resisting  torques  are  exactly  equal,  the  angular 
speed  of  the  rotating  body  will  remain  exactly  constant;  but  if  one  becomes 
greater  than  the  other,  a  change  in  speed  must  take  place.  Such  a  change 
in  speed  will  continue  as  long  as  the  inequality  between  driving  and  resist- 
ing torques  exists.  Thus,  if  a  rotating  body  with  constant  driving  torque 
has  its  resisting  torque  increased  so  as  to  be  greater  than  its  driving  torque, 
the  speed  will  decrease  steadily  until  the  body  stops.  To  start  it  again, 
the  driving  torque  must  be  made  greater  than  the  resisting  torque;  the 
body  will  then  continue  to  accelerate. 

Consider  that  a  line  of  shafting,  driven  by  a  steam  engine,  is  to  be  started. 
Steam  is  turned  on,  and  if  the  steam  admitted  is  sufficient  to  give  the 
engine  enough  torque,  the  shafting  starts  to  rotate;  the  driving  torque 
applied  to  the  shafting  is  thus  somewhat  greater  than  the  resisting  torque 
due  to  friction  of  the  bearings.  If  the  torque  of  the  steam  engine  remained 
constant  after  the  shafting  had  started  to  rotate,  and  if  the  bearing  fric- 


FiG.  273. — The  direction  of  current  in 
the  armature  conductors  and  the  back- 
ward shift  of  the  brushes,  through  the 
angle  a,  results  in  the  armature  m.m.f. 
as  shown  at  OF;  this,  combined  with 
the  main  field  m.m.f.,  OE,  gives  as 
resultant  OK,  and  this  will  therefore 
be  nearly  the  direction  of  the  actual 
magnetic  field  in  the  armature. 
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lion  remained  constant,  the  speed  of  the  shafting  would  gradually  increase 
indefinitely ;  but  as  friction  in  practice  generally  increases  with  the  speed, 
the  speed  finally  reaches  some  definite  value;  at  this  point,  the  resisting 
torque  is  just  equal  to  the  driving  torque.  If  the  speed  is  to  be  further 
increased,  or  load  put  on  the  shafting,  the  driving  torque  must  be  increased 
by  admitting  more  steam  into  the  engine. 

The  armature  of  a  motor,  being  a  rotating  body,  is  subject  to  the  same 
laws.  The  driving  torque  of  a  motor  is  generated  by  the  forces  exerted 
between  the  armature  current-carrjing  conductors  and  the  field;  its  resist- 


\  Proper  pocltlon  forbmahM 

y 


FiQ.  274. — Showing  the  twist  of  the  field  of  a  motor  to  be  in  a  direction  opposite  to  that 
produced  by  the  armature  reaction  of  a  generator. 


ing  torque  will  be  due  to  such  rotational  losses  as  occur,  together  with  that 
due  to  the  load. 

It  will  be  shown  that  the  electric  motor  is  a  self-regulating  machine. 
Whenever  the  resisting  torque  applied  to  the  motor  is  changed,  a  change 
in  the  speed  will,  in  general,  occur,  and  this  change  in  speed  will  auto- 
matically bring  about  reactions  within  the  motor  armature  which  will 
cause  the  driving  torque  to  again  become  equal  to  the  resisting  torque. 

In  considering  how  a  given  type  of  motor  wiP  act  under  load,  the  stu- 
dent is  advised  always  to  begin  his  reasoning  with  the  ideas  on  rotating 
bodies  presented  above,  and  then  apply  whatever  conditions  are  imposed 
upon  the  motor. 
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255.  Expression  for  the  Torque  of  a  Motor. — In  Eq.  (107)  it  was 
shown  that  the  force  on  any  motor  armature  conductor  is  dependent 
only  upon  the  flux  density  in  which  the  conductor  is  placed  and  the  cur- 
rent flowing  through  it;  the  force  is  therefore  independent  of  the  speed  with 
which  the  conductor  is  moving.  The  torque  exerted  by  a  motor  armature, 
being  the  summation  of  the  forces  of  all  the  armature  conductors,  mul- 
tiplied by  their  distance  from  the  center  of  the  armature,  is  therefore 
dependent  only  on  the  flux  entering  the  armature  per  pole  and  the  arma- 
ture current. 

We  may  write,  then, 

T=K'4>h, (Ill) 

where  T=the  torque  of  the  motor; 

(i>  =  the  flux  per  pole  entering  the  armature ; 
/a  =  the  armature  current; 
and  K'  =  a,  constant  involving  the  number  of  poles,  the  number  of  arma- 
ture conductors,  the  number  of  parallel  paths  in  ^he  arma- 
ture winding  and  such  factors  as  are  necessary  to  express  the 
torque  in  desired  units,  as  pound-feet,  kilogram-meters, 
etc. 

266.  Counter  E.M.F.  of  a  Motor. — We  have  said  that,  in  the  case  of  the 
motor,  the  armature  turns  in  the  direction  in  which  it  is  urged  by  the  force 
acting  on  the  armature  conductors.  With  the  field  of  a  motor  set  up  in  a 
certain  direction,  the  direction  of  the  force  acting  on  the  armature  con- 
ductors is  dependent  on  the  direction  of  the  armature  current,  and  this 
must  be  that  in  which  the  voltage  of  the  line,  to  which  the  motor  is  con- 
nected, is  acting;  in  a  motor  the  impressed  voltage  and  armature  current 
are  in  the  same  direction. 

The  motor  armature  conductors,  moving  in  a  magnetic  field,  gen- 
erate a  counter  e.m.f.,  which,  being  opposite  to  the  direction  of  current 
flow,  is  also  opposite  to  that  of  the  voltage  impressed  on  the  armature. 

The  generated  e.m.f.  of  a  generator  was  found  in  Eq.  (101),  to  be 

p_      P<t>NZ 

'  mxeoxios 

in  which  Z  =  total  number  of  conductors  on  the  armature; 
p  =  number  of  field  poles; 

m  =  number  of  paraUel  paths  in  armature  winding; 
0  =  total  flux  per  pole,  entering  the  armature; 
N  =  revolutions  per  minute  of  armature. 


•nPES  OF  OONTINUOl'fi4"rHRE\T  MOTORS  283 

This  equatioD,  for  a  given  machine,  reduces  to 

E,=K^N, (112) 

in  which  K=  — tt^tttts,  all  of  which  are  constants. 

This  must  also  be  the  expression  for  the  c.e.m.f.  of  a  motor,  since  it  is 
the  generated  e.m.f .  of  the  armature.    We  have  then 

e  =  K<t>N (113) 

where  <•  =  the  counter  e.m.f.  of  the  motor. 

267.  Types  of  Continuous-current  Motors. — The  classification  of 
motors  is  generally  made  according  to  the  kind  of  field  windings  they  have. 
The  three  types  are  the  shunt,  series,  and  compound.  In  the  shunt-wound 
machine,  the  field  consists  of  many  turns  of  fine  wire  and  is  connected  in 
IMi^rallel  with  the  motor  armature.  The  series  motor  has  a  field  winding 
consisting  <rf  a  few  turns  of  heav>'  wire  connected  in  series  with  the  arma- 
ture. The  compound  motor  has  two  sets  of  field  coils;  one  of  many  turns 
of  fine  wire  in  parallel  with  the  armature,  and  another  o(  a  few  turns  oi 
heavy  wire  in  series  with  the  armature. 

TTie  series  winding  of  a  compound  motor  may  be  so  connected  that 
it  asasls  the  shunt  winding  in  magnetizing  the  field,  or  it  may  be  so  con- 
nected that  the  m.m.fs.  of  the  two  windings  oppose  one  another.  The 
first  is  called  a  cumulative-compound  motor  and  the  second  a  differential- 
compound,  or,  as  it  is  generally  called,  simply  a  differential  motor;  the 
latter  type  is  of  so  little  use  and  of  so  little  practical  importance  that  it  is 
seldom  met  in  practice.  The  term,  compound  motor,  is  therefore  used  to 
designate  that  type  in  which  the  series  and  shunt  fields  assist  one  another. 

The  characteristics  of  the  three  types  of  motors  are  given  here,  and  will 
be  explained  more  fully  in  the  later  paragraphs. 

The  shunt  motor  has  a  fair  starting  torque  and  neariy  constant  speed 
for  all  loads.  It  is  used  where  the  load  requires  practically  constant  speed 
ami  the  starting  torque  demanded  is  not  excessive. 

The  series  motor  operates  through  a  wide  range  of  speed  as  the  load 
changes,  and  at  ver>'  light  loads  the  motor  is  likely  to  "  run  away,"  i.e., 
reach  dangerous  speeds.  It  gives  ver>'  great  starting  torque  and  is  there- 
fore used  where  a  heavy  starting  torque  is  demanded  and  the  motor  may 
be  positively  connected  to  its  load.  The  principal  application  of  this 
motor  is  in  railway  sernce. 

The  compound  motor  has  a  starting  torque  greater  than  that  of  the 
shunt  motor  but  less  than  that  of  the  series  motor.  It  has,  however,  a 
definite  upper  speed  limit,  and  even  if  all  of  its  load  is  removed  it  will  not 
run  at  dangerous  speeds.  Its  fxiiicipal  application  is  in  elevator  service, 
machine-tool  drive,  etc.,  where  a  fixed  speed  limit  is  necessar>'  and  consid- 
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erable  starting  torque  is  required.  The  number  of  series  turns  used  on  the 
field  coils  varies  somewhat,  according  to  the  service  required  of  the  motor; 
but,  in  general,  we  may  say  that,  at  full  load,  the  series  ampere-turns 
are  from  10  per  cent  to  50  per  cent  of  the  shunt  ampere-turns.  The 
decrease  in  speed  from  no  load  to  full  load  may  vary  from  12  per  cent  to 
50  per  cent  in  different  motors. 

258.  Shunt  Motor.  Current-torque  Curve. — The  relation  between 
the  torque  developed  by  a  motor  and  the  current  flowing  through  its 
armature  winding  is  shown  by  a  current-torque  curve.  This  curve  has 
different  forms  in  motors  with  different  styles  of  field  windings. 

The  simplest  case  is  that  of  the  shunt  motor.  The  field  current  of 
this  machine  is  independent  of  the  current  flowing  through  the  armature, 
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Fig.  275. — Variation  of  torque  of  a  shunt  motor  as  the  armature  current  is  varied; 
it  is  shown  for  two  values  of  field  density.  Although  one  field  current  is  twice  as 
large  as  the  other,  the  field  density,  and  hence  torque,  is  not  twice  as  great,  because 
with  1.2  amperes  in  the  field  coils  the  magnetic  circuit  is  approaching  saturation. 


because  its  field  windings  are  connected  directly  across  the  supply  line, 
the  voltage  of  which  is  assumed  constant.  Now,  if  the  field  current  of  a 
motor  is  constant,  the  strength  of  its  magnetic  field  is  practically  constant. 
Hence,  from  Eq.  (Ill),  it  is  seen  that  the  current-torque  curve  of  a  shunt 
motor  must  be  a  straight  line,  the  torque  being  directly  proportional  to 
the  armature  current.  This  is  shown  in  Fig.  275  in  which  the  result  of  a 
laboratory  test  is  given.  The  curves  are  practically  straight  fines,  curve  A 
being  for  a  weak  field  (all  of  the  field  rheostat  was  in  series  with  the  field 
windings)  and  curve  B  for  a  strong  field  (field  rheostat  "  all-out  "). 

The  fact  that  the  flux  density  did  not  increase  proportionately  with 
the  field  current  indicates  that  the  iron  of  the  field  circuit  is  approaching 
saturation. 
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269.  Shunt  Motor.  Action  under  Load. — Since  the  counter  e,m.f. 
and  the  resistance  reaction  of  the  armature  both  act  against  the  impressed 
e.ra.f.  of  the  motor,  we  may  put 

E  =  e+LRa, (114) 

where  J?  =  the  voltage  of  the  Hne  to  which  the  motor  armature  is  connected; 
e  =  c.e.m.i.  of  the  motor; 
/a  =  the  armature  current ; 
Km  —  the  resistance  of  the  armature. 

From  the  last  equation  we  get 

7.  =  ^^ (115) 

If  the  load  on  a  shunt  motor  is  increased,  its  driving  torque  (i.e.,  the 
torque  developed  by  it)  must  increase;  and,  since  the  field  flux  of  a  shunt 
motor  is  approximately  constant,  it  follows  from  Eq.  (Ill)  that  the  arma- 
ture current  must  increase. 

The  only  variable  in  the  right-hand  member  of  the  expression  for 
armature  current,  Eq.  (115),  is  the  counter  e.m.f. ;  therefore,  if  the  arma- 
ture current  is  to  increase,  e  must  decrease,  and  vice  versa.  From  the 
equation,  e  =  K<t>N,  with  the  field  flux  constant,  a  decrease  in  e  requires  a 
decrease  in  speed. 

Consider  that  a  shunt  motor  is  carrjing  a  load  torque  Ti,  with  an  arma- 
ture current  /i,  and  running  at  a  constant  speed  iVi,  as  represented  in 
Fig.  276;  the  driving  torque  of  the  motor  is  hence  also  Ti.  At  time  U, 
the  load  torque  is  suddenly  increased  from  Ti  to  a  value  T2.  The  load,  or 
resisting  torque,  being  thus  greater  than  the  driving  torque,  it  follows, 
from  the  analysis  given  above,  that  the  speed  of  the  motor  must  at  once 
I)egin  to  fall,  along  some  such  line  iXt^AB.  Since  the  field  flux  will  remain 
practically  constant,  the  c.e.iii.f.  will  also  fall,  nearly  in  proportion  to  the 
speed,  allowing  the  armature  current  to  increa.se  along  some  such  line  a.s 
CD;  with  increa.sing  armature  current  and  field  flux  practically  constant, 
the  driving  torque  increases  along  the  line  EF.  This  action  continues 
until,  at  time  <2,  the  driving  torque  is  again  equal  to  the  load  torque,  and 
the  speed  continues  at  the  constant  value  A'2. 

At  time  /a,  the  load  torque  drops  to  a  value  T3,  and  at  once  the  speed 
starts  to  increase,  the  driving  torque  being  greater  than  the  load  torque 
at  the  in.stant  after  the  load  decreased.  The  rising  speed  increases  the 
c.e.m.f.  proportionally,  which  in  turn  reduces  the  armature  current,  so 
that  the  driving  torque  ])ecomes  less.  At  time  (4,  the  driving  torque  has 
decrea.sed  sufficiently  to  be  etjual  to  the  new  load  torque,  and  equilibrium 
is  again  reached. 
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260.  Shunt  Motor.     Speed-load   Curve. — From  what  has  just  been 
said,  it  is  evident  that  the  shunt  motor  must  have  a  definite  no-load  speed. 


Fig 


ti  Time  <jj  f,  tt 

276. — These  curves  show  the  cycle  of  events  when  the  load  on  a  shunt  motor  is 
first  increased  and  then  decreased.  With  increased  armature  current  the  flux 
diminishes  somewhat,  due  to  increased  demagnetization  by  the  armature  m.m.f. 


A  relatively  small  armature  current  is  necessary  to  run  the  motor  without 

any  load;    its  no-load  c.e.m.f.,  therefore,  approaches  within  about  1  per 

cent  of  the  value  of  the  impressed 
voltage;  obviously,  the  c.e.m.f. 
cannot  become  equal  to  the  im- 
pressed voltage  if  the  machine  is 
to  operate  as  a  motor. 

As  the  load  increases,  the  speed 
drops  somewhat,  decreasing  the 
c.e.m.f.  and  so  permitting  more 
armature  current  to  flow;  with  the 
average  shunt  motor,  the  drop  in 
speed  from  no  load  to  full  load 
may  be  between  5  per  cent  and  10 
per  cent  of  the  no-load  speed. 
The   amount   of  decrease  in  speed 

depends  upon  the  armature  resistance,  as  may  be  seen  from  Eq.  (114); 

the  greater  the  resistance  the  greater  the  decrease  in  speed. 
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277. — Speed-load  curve  for  a  typical 
shunt  motor. 
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The  spectl-load  curve  of  a  typical  shunt  motor  is  shown  in  Fig.  277. 

261.  Calculation  of  No-load  Speed. — The  no-load  speed  of  a  coniiiound 
or  a  shunt  motor  is  easily  calculated.  At  no  load,  there  is  practically 
no  IRt,  drop,  so  that  the  counter  e.ra.f.  must  be  equal  to  the  impressed 
c.ni.f.  The  no-load  s{X}ed  may  therefore  \ye  found  by  calculating  what 
s{x?ed  the  motor  would  have  to  run  (as  a  generator)  to  generate  in  its  arma- 
ture an  e.m.f.  just  equal  to  that  of  the  supply  line. 

262.  Armature  Reaction  and  Resistance  Act  to  Neutralize  One  Another. 
—  Although  the  shunt  motor  is  generally  considered  as  having  constant  flux 
for  all  loads,  there  is  some  reduction  in  its  field  strength,  due  to  armature 
reaction. 

The  effect  of  field  weakening,  brought  alK)ut  by  armature  reaction, 
tends,  in  general,  to  cause  an  increase  in  the  speed.  The  question  of  field 
weakening  will  l)e  considered  in  greater  detail  later  on,  but  its  general 
effect  may  be  seen  from  the  equation  for  the  c.e.m.f.,  e  =  K<t>N.  If  the 
field  is  weakened,  to  generate  a  given  counter  e.m.f.,  the  motor  speed  must 
increase,  inasmuch  as  armature  current  is  fixed  by  the  torque  that  the 
motor  must  exert. 

Although  this  speed  increase  does  not  usually  occur  in  commercial 
motors,  the  effect  of  field  weakening  l)y  armature  reaction  may  be  made 
sufficient  to  overcome  the  effect  of  armature  resistance  drop,  in  which  case 
the  speed-load  curve  will  be  nearly  flat,  giving  no  speed  decrease  with 
increase  of  load.  If  the  brushes  are  shifted  too  far  back,  the  weakening 
of  the  field  caused  by  the  armature  reaction  may  be  sufficient  to  make 
the  motor  speed  up  with  increase  of  load.  With  this  condition  there  will 
generally  be  some  sparking  at  the  brushes. 

If  the  brushes  are  shifted  forward,  the  armature  reaction  tends  to 
magnetize  the  main  field;  the  .speed-load  curve  of  the  shunt  motor  with 
brushes  having  a  forward  shift  is  nearly  the  same  as  that  of  a  compound 
motor.  This  condition  is  never  met  in  practice  as  the  brushes  of  a  motor 
spark  viciously  if  shifted  forward  to  any  extent. 

263.  Series  Motor.  Current-torque  Curve. — The  series  motor  gives  a 
current-torque  curve  differing  from  that  of  the  shunt  motor,  because  the 
field  strength  of  a  series  motor  depends  upon  the  current  flowing  through 
its  armature,  the  field  and  armature  being  connected  directly  in  series. 
The  equation  for  torque  involves  the  product  of  the  field  strength  and  arma- 
ture current;  when  the  field  strength  is  directly  proportional  to  the  current 
through  the  field  coils,  the  torque  must  vary  as  the  square  of  the  current. 

This  is  the  case  with  the  aeries  motor  at  light  loads.  At  values  of 
armature  current  near  full  load  (and  for  all  currents  of  higher  value), 
the  field  is  approaching  saturation,  and  therefore  the  field  strength  is  not 
proportional  to  the  current  through  the  windings.  At  very  high  values 
of  current,  the  strength  of  the  field  is  practically  independent  of  the 
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current,  and  thus  the  current-torque  curve  tends  to  become  a  straight 
line,  similar  to  that  of  a  shunt  motor.  In  Fig.  278  the  results  of  a  test 
are  shown.  The  magnetization  curve  of  the  machine  is  given  for  refer- 
ence, and  it  is  seen  that  as  long  as  the  magnetization  curve  is  a  straight 
line  the  torque-current  curve  is  parabolic  in  form,  but  that  for  currents 
which  begin  to  saturate  the  field  (shown  to  be  about  14  amperes  in  Fig. 
278),  the  curve  becomes  less  steep  and  approaches  a  straight  line  in  form. 
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Fig.  278. — Current-torque  curve  for  a  series  motor;  it  is  parabolic  in  form  until  the 
current  is  sufficiently  large  to  produce  saturation  in  the  magnetic  circuit. 


264.  Series  Motor.  Speed-load  Curve. — The  fact  that  the  field 
strength  of  a  series  motor  depends  upon  the  current  flowing  through  its 
armature,  also  gives  it  a  speed-load  curve  different  from  that  of  the  shunt 
motor. 

Since  the  current  taken  by  a  series  motor  flows  through  both  armature 
and  series  field,  we  may  write 


^  =  e+7a(i2„+/2,e), 


(116) 


where  jK«e=the  resistance  of  the  series  field,  and  the  other  terms  have  the 
same  significance  as  in  Eq.  (114). 

The  resistance  of  the  series  field  is  always  low,  less  usually  than  that 
of  the  armature;  the  value  of  the  c.e.m.f.  will  therefore  approach  within 
perhaps  15  per  cent  of  that  of  the  impressed  voltage. 

If  the  load  on  a  series  motor  is  increased,  the  speed  of  the  motor  must 
start  to  fall;  this  allows  the  c.e.m.f.  to  decrease,  with  an  attendant  increase 
in  both  armature  current  and  field  flux.  The  generated  torque  thus 
increases,  owing  to  an  increase  in  both  armature  current  and  flux;  the 
field  flux  cannot,  however,  increase  unless  the  armature  current  becomes 
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Pfreater;  therefore,  from  Eq.  (116),  there  must  be  a  decrease  in  c.e.m.f., 
or  rate  of  cuttinf?  of  the  field  flux,  to  which  the  c.e.m.f.  is  proportional. 
We  may  say,  then,  that  in  the  series  motor,  with  increased  load  the  speed 
must  fall  a  good  deal,  to  permit  the  necessary  decrease  in  c.e.m.f.,  in  spite 
of  the  increa.se  in  flux.  In  the  shunt  motor,  as  the  flux  remained  constant, 
the  upeed  had  to  fall  comparatively  little  to  allow  the  c.e.m.f.  to  decrease 
the  proper  amount. 

The  series  motor  thus  decreases  its  speed  very  much  as  its  load  is 
increased,  as  may  be  seen  from  Fig.  279.  As  full  load  is  approached,  the 
field  generally  begins  to  be 
saturated,  so  that  the  field  flux 
(iocs  not  increase  as  much  for 
a  given  increase  in  armature 
current  as  at  light  loads.  As 
a  result,  the  speed  does  not 
have  to  fall  as  much  as  at 
light  loads,  and  the  speed-load 
curve  tends  to  .straighten  out 
at  about  full  load. 

As  the  load  on  the  series 
motor  is  decreased,  the  speed 
increases  rapidly  and  at  very 
light  loads  the  motor  runs  at 
speeds  far  above  the  safe 
speed.  For  small  values  of 
generated  torque,  only  small 
values  of  armature  current 
are  required,  resulting  in  low 
values  of  flux.  If  the  arma- 
ture current  is  small,  the  value 
of  the  c.e.m.f.  will  be  nearly 
that  of  the  impressed  voltage; 
since  e-K<t>Nf  a  high  value 

of  speed  is  required  with  a  weak  field.  If  all  load  were  taken  off"  a 
series  motor,  the  speed  would  rise  to  such  a  value  that  excessively  large 
centrifugal  forces  would  be  brought  into  play,  with  the  result  that  the 
winding  would  be  thrown  off"  the  armature  core  and  the  conmiutator 
would  probably  be  thrown  to  pieces. 

This  peculiarity  of  the  series  motor  limits  its  use  to  those  classes  of 
service  in  which  the  motor  may  be  directly  (or  by  gears)  connected  to  its 
load,  so  that  under  no  condition  would  it  be  running  without  enough 
loa<i  to  hold  its  speed  down  to  a  safe  value.  A  series  motor  should  never 
be  belted  to  its  load,  because  if  the  belt  should  run  off  the  motor  pulley, 
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Fig.  279. — Speed-load  curve  of  a  series  motor; 
compare  this  with  the  curve  of  Fig.  277,  which 
is  for  a  shunt  motor  having  the  same  full-load 
speed. 
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the  motor  would  immediately  start  to  "race,"  and  in  a  few  seconds  would 
be  damaged.  In  electric  railway  installations,  the  motor  is  geared  to  the 
car  axle,  so  that  there  is  never  any  possibihty  of  its  running  at  excessivr 
speeds. 

265.  Compound  Motor.  Current-torque  Curve. — The  compound 
motor  gives  a  current-torque  curve  the  shape  of  which  is  intermediate 
between  those  of  the  shunt  and  series  types.  The  curves  for  such  a  motor 
are  given  in  Fig.  280;  the  field  strength  at  zero  armature  current  is  given 
by  the  shunt  coils  only,  but  as  the  armature  current  increases  the  field 
strength  increases  somewhat,  on  account  of  the  m.m.f.  of  the  series  coils. 
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Fig.  280. — Current-torque  curve  of  a  compound  motor;  the  dashed  curve  shows  how 
the  field  strength  increases  with  armature  current,  due  to  the  action  of  the  series 
field  winding,  which  carries  the  armature  current. 


266.  Compound  Motor.  Speed-load  Curve. — The  curve  of  the  com- 
pound motor  has  generally  much  the  same  shape  as  that  for  the  shunt 
motor,  but  the  speed  decrease  with  increase  of  load  is  much  more  marked, 
as  may  be  seen  from  Fig.  281.  The  relative  strengths  of  the  series  and 
shunt  fields  of  a  compound  motor  are  fixed  by  the  service  for  which  the 
motor  is  intended.  In  most  applications,  a  series  field,  such  that  at  full 
load  about  40  per  cent  of  the  total  field  m.m.f.  is  furnished  by  it,  is  suf- 
ficient. As  the  series  field  is  made  relatively  stronger  and  stronger  with 
respect  to  the  shunt  field,  the  compound  motor  approaches  the  character- 
istics of  the  series  motor.  Rolling-mill  motors  are  sometimes  so  built 
that  the  series  field  furnishes  as  high  as  about  80  per  cent  of  the  full-load 
field  m.m.f.  Such  motors  will  have  practically  the  characteristics  of  a 
series  motor,  the  shunt  field  being  added  to  prevent  them  from  running 
away  in  case  they  are  accidentally  disconnected  from  the  rolls. 
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267.  Comparison  of  Motor  Characteristics. — In  Figs.  282  and  283 
are  shown  the  respective  current-torque  and  speed-load  curves  for  shunt, 
series,  and  compound  motors 
of  the  siime  full-load  output 
an<l  speed;  the  full-load  torque 
of  each  motor  must  therefore  \xi 
the  same. 

We  have  seen  that  the 
torque  exerted  by  a  motor  is 
dependent  on  the  value  of  its 
armature  current  and  field 
flux,  and  independent  of  speed. 
The  current-torque  curves  of 
Fig.  282  are  therefore  charac- 
teristic of  the  respective  motors, 
whether  the  machines  are  run- 
ning or  not.  The  torque  exerted 
by  a  motor  when  not  running 
is  called  its  starting  torque,  and 

it  will  l)e  seen  from  the  current-torque  curves  of  Fig.  282  that  with  200 
per  cent  full-load  current  (which  might  be  safely  put  through  a  motor 
for  the  short  time  necessary  for  starting)  the  series  motor  gives  much  larger 
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Fig.  281. 


-A  typical  speed-load  curve  for  a 
compound  motor. 
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FiQ.  2S2. — Current-torque  curves  for  shunt,  series,  and  compound  motors  having  the 
same  torque  and  current  at  full  load. 


starting  torque  than  either  the  shunt  or  compound  motor,  and  that  the 
compound  motor  will  exert  more  starting  torque  than  the  shunt  motor. 
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Reference  to  the  speed-load  curves  of  Fig.  283  will  show  the  wide 
range  of  speed  of  the  series  motor  in  comparison  with  the  fairly  constant 
speed  of  the  shunt  motor.  For  the  series  motor  considered,  a  speed  of 
about  2150  r.p.m.  is  considered  safe;  higher  speeds  are  dangerous.  The 
safe  speed  for  any  motor  is  a  matter  of  design  and  construction,  depend- 
ing upon  the  means  employed  to  care  for  the  centrifugal  forces  developed 
in  the  armature  and  commutator. 

The  motors  chosen  for  comparison  in  Figs.  282  and  283  were  all  of  the 
same  rating,  giving  equal  horse-power  output  at  the  same  full-load  speed, 
and  therefore  developing  the  same  full-load  torque.     Let  us  also  consider 
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Fig.  283. 


-Comparative  speed-load  curves  for  shunt,  series,  and  compound  motors 
having  the  same  speed  at  full  load. 


a  set  of  three  motors,  shunt,  series,  and  compound,  all  of  the  same  horse- 
power output  but  having  the  same  speed  at  light  loads,  as  represented  in 
Fig.  284. 

From  Eq.  (110),  since  the  three  motors  have  the  same  output,  their 
full-load  torques  will  be  inversely  as  their  full-load  speeds.  It  is  obvious, 
then,  from  these  curves,  that  the  series  motor  considered  is  able  to  start 
and  turn  over  a  very  much  larger  load  with  a  given  armature  current 
than  the  shunt  motor  with  which  it  is  compared,  and  that  it  is  able  to 
exert  the  same  torque  as  the  shunt  motor  with  much  less  current  at  all 
but  very  light  loads. 

Considering  the  equation  for  the  torque  of  a  motor  {T=K<t>Ia)  in 
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terms  of  flux  and  armature  current,  in  connecUon  with  the  group  of  motors 
of  Figs.  282  and  283,  since  they  all  develop  the  same  full-load  torque 
with  the  same  value  of  armature  current,  it  follows  that  they  must  all 
have  the  same  full-load 
flux;  the  dimensions  of 
their  armatures  and  field 
structures  will  therefore 
all  be  about  the  same. 

However,  if  the  series 
motor  of  Fig.  284  exerts 
four  times  the  torque  at 
full  load,  with  the  same 
armature  winding,  as  the 
shunt  motor  of  the  same 
fig\iro,  it  must  have  four 
times  as  much  flux  thread- 
ing its  field  frame  and  ar- 
mature. It  would  prob- 
ably have  twice  as  much 
flux,  and  twice  as  many 
iinnature  conductors.  Ob- 
viously, either  of  these 
conditions  requires  that 
the  series  motor  be  of 
nmch  larger  dimensions 
than  the  shunt  motor  to 
which  it  is  compared. 

268.  Applications  of  Motors. — The  principal  factor  which  determines 
the  selection  of  one  type  of  motor  or  another  for  a  certain  class  of  work 
is  the  variation  of  its  speed  as  the  load  on  the  motor  is  varied. 

The  shunt  motor  is  used  for  such  service,  where  practically  constant 
speed  is  required  regardless  of  load  variation,  such  as  driving  machine 
tools,  blowers,  fans,  line  shafting,  etc.  A  special  form  of  the  shunt  motor, 
known  as  the  adjustable-speed  motor,  will  be  considered  further  on.  In 
this  type  of  shunt  motor,  the  speed  can  be  fixed  by  the  operator  at  any  value 
between  a  minimum  and  maximum  value,  but  when  once  so  set  will  remain 
substantially  constant  for  all  loads.  Adjustable-speed  motors  are  used 
largely  in  individual  drives  for  machine  tools. 

Ck)mpound  motors  are  used  for  driving  machines  that  are  subject  to 
sudden  applications  of  heavy  loads,  as  in  punches,  shears,  etc.  Their  use  in 
connection  with  flywheels  will  be  taken  up  later.  Compound  motors  are  also 
useful  in  cases  where  large  starting  torque  is  required,  but  where  it  is  de- 
sired to  have  less  speed  variation  under  load  than  a  series  motor  would  give. 


Fia.  284. — Comparative  speed-load  curves  for  shunt, 
series,  and  compound  motors  having  the  same 
speed  at  light  load. 
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Series  motors  are  particularly  adapted  for  railway  and  hoisting  service, 
because  of  their  rapid  drop  in  speed  as  the  torque  demanded  by  the  load 
is  increased.  Railway  practice  requires  a  reasonably  high  speed  on  level 
track,  and  the  development  of  large  torque  for  starting  and  operation  on 
grades,  with  as  small  a  current  as  practicable.  That  the  series  motor 
exactly  meets  these  requirements  may  be  seen  by  comparing  the  operation 
of  the  shunt  and  series  motors  of  Figs.  282  and  283,  when  used  to  propel  a 
street  car.  Both  would  start  their  loads  equally  well,  and  climb  a  grade 
requiring  full-load  current  in  about  the  same  time.  However,  on  level 
track,  where  the  load  is  light,  a  car  equipped  with  shunt  motors  would 
operate  at  a  very  low  speed  compared  with  one  equipped  with  series 
motors. 

If  motors  with  characteristics  as  shown  in  Fig.  284  are  used,  the  speed 
of  the  cars  on  level  track  would  be  the  same.  When  called  upon  to  climb 
a  grade,  the  shunt  motor  would  exert  the  required  torque  by  excessive 
increase  of  its  armature  current  and  would  continue  at  practically  the 
same  speed  as  on  level  track.  The  series  motor,  however,  would  promptly 
slow  down  and  exert  the  required  torque  with  very  much  less  current 
than  that  which  the  shunt  motor  would  draw;  it  would,  of  course,  take 
longer  in  climbing  the  grade.  The  fact  that  the  series  motor  can  exert 
a  much  larger  torque  with  a  given  overload  armature  current  is  of  great 
importance,  inasmuch  as  it  affects  the  size  of  the  feeders  and  generating 
station. 

The  characteristic  curves  of  a  typical  series  railway  motor  are  shown  in 
Fig.  285. 

269.  Effect  of  Change  of  Line  Voltage  on  Speed. — If  the  voltage  im- 
pressed on  a  motor  varies,  the  speed  of  the  motor  may  be  expected  to 
vary  correspondingly;  from  Eq.  (114),  by  substituting  for  e  its  value  as 
given  in  Eq.  (113). 

E  =  K(f>N-}-IRa, 
or 

^=~if-" (nv 

This  shows  how  the  speed  of  a  shunt  motor  may  be  expected  to  vary  as 
either  E  or  <^  is  changed. 

By  similarly  using  Eq.  (116),  we  get  for  the  speed  of  a  series  motor 

j^^E^md^) „„) 

As  the  field  circuit  of  a  shunt  motor  is  connected  directly  across  the  supplj' 
line,  any  change  in  line  voltage  must  affect  the  flux  of  the  motor,  0.     Now, 
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from  Eq.  (117)  a  reduction  in  iniprcssiHl  volUigc  causes  a  decrease  in  speed, 
whereas  a  reduction  in  0  tends  to  cause  the  motor  spei*d  to  increase.  If 
the  field  of  the  motor  is  not  operated  near  saturation,  the  change  in  speed 
for  a  small  rcMJuction  in  line  voltage  is  not  ver>'  marked.  If  E  increases,  0 
increases  in  nearly  the  same  ratio,  so  that  the  speed  does  not  increase 
very  much. 

In  the  case  of  a  series  motor,  there  is  no  shunt  field  and  thus  for  a  given 
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Fia.  285. — Characteristic  curves  for  a  typical  railway  motor.  The  motor  is  geared 
to  the  Sli-inch  car  wheel  in  the  ratio  of  20  to  6.3,  giving  to  the  car,  speeds  and 
tractive  efforts  as  indicated. 


current  in  the  armature  circuit,  the  speed  varies  in  nearly  the  same  ratio  as 
the  irapre8.sed  voltage. 

The  compound  motor,  having  both  shunt  and  series  coils,  has  a  change 
of  speed,  with  change  in  line  voltage,  greater  than  that  of  the  shunt  motor 
l)ut  less  than  that  of  the  series  motor. 

270.  Effect  of  Field  Heating  on  Speed. — When  a  shunt  motor  is  first 
started  up  after  having  been  idle  for  several  hours,  the  temperature  of  its 
field  winding  will  \ye  the  same  as  that  of  the  room.  After  it  has  run  for 
several  hours,  however,  the  temperature  of  the  field  will  ri.se  an<l  its  resist- 
ance increase,  reducing  the  field  current. 

A  50**  rise  in  temperature  will  cau.sc  an  increase  in  resistance  of  about 
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20  per  cent  and  a  decrease  in  field  current  of  about  17  per  cent.  The 
resulting  decrease  in  flux  depends  upon  the  degree  of  saturation  at  which 
the  field  operates,  but  there  will  usually  be  sufficient  decrease  in  flux  to 
bring  about  an  increase  in  opeed  of  about  10  per  cent. 

It  is  to  be  noticed  that  this  action  might  be  compensated  by  a  field 
resistance  which  could  be  cut  out  as  the  field  heats  up.  Commercially, 
however,  shunt  motors  are  not  usually  provided  with  field  rheostats,  the 
effect  of  field  heating  being  of  no  importance. 

In  the  compound  and  series  motors,  the  effect  of  field  heating  has  less 
effect.  In  the  series  motor  it  acts  to  cause  a  slight  reduction  in  the  speed 
for  a  given  load. 

271.  Motors  with  Commutating  Poles. — The  problem  of  commutation 
is  just  as  difficult  to  solve  for  the  motor  as  for  the  generator.  If  a  motor  is 
not  equipped  with  commutating  poles,  the  brushes  must  be  shifted  just 
as  much  in  the  motor  as  in  the  generator,  if  sparkless  commutation  is  to 
be  obtained. 

Commutating  poles,  which  are  very  important  for  the  successful  opera- 
tion of  a  generator,  are  even  more  important  in  motor  operation,  because 
the  load  variations  are  more  sudden  and  violent.  Practically  all  modern 
motors  are  fitted  with  commutating  poles.  The  brushes  of  such  motors 
are  carefully  adjusted  before  the  machine  is  sent  out  from  the  factory,  and 
are  generally  held  in  place  by  a  set  screw  or  clamp;  the  brushes  on  a  com- 
mutating-pole  motor  must  not  he  shifted  from  this  position,  as  correctly 
determined  in  the  factory. 

272.  Effect  of  Various  Armature  Conductors. — The  poles  and  arma- 
ture of  a  bipolar,  commutating-pole  motor  are  shown  in  Fig.  286,  and  the 
direction  of  the  c.e.m.f.  induced  in  each  conductor  is  indicated.  If  the 
brushes  are  in  the  neutral  position  (shown  by  line  AB  in  Fig.  286)  there  is 
no  demagnetizing  effect  produced  by  the  armature  reaction,  and  in  each 
half  of  the  armature  winding  there  is  a  certain  number  of  active  con- 
ductors generating  the  necessary  counter  e.m.f.;  these  conductors  are 
indicated  by  X  and  Y  in  Fig.  286. 

The  conductors  marked  M  and  N  add  nothing  to  the  counter  e.m.f. 
of  the  armature,  because  in  each  half  of  the  winding  the  e.m.f s.  generated 
in  these  conductors  neutralize  each  other.  Considering  the  right-hand 
half  of  the  armature  in  Fig.  286,  it  is  seen  that  under  the  ;S  commutating 
pole  there  are  two  inductors  with  a  "negative  "  e.m.f.,  and  under  the  N 
commutating  pole  there  are  two  inductors  generating  a  "  positive " 
e.m.f. ;  hence  in  the  right-hand  side  of  the  armature  the  effective  counter 
e.m.f.  must  all  be  generated  by  the  inductors  marked  X.  The  same 
reasoning  shows  that  the  only  inductors  generating  the  counter  e.m.f. 
in  the  other  path  of  the  armature  are  those  marked  Y. 

In  spite  of  the  balancing  of  the  c.e.m.f.  of  conductors  M  and  N,  tend- 
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ing  to  show  that  the  coinmutating  poles  have  no  effect  on  the  speed  load 
curve  of  a  motor,  there  is  an  appreciable  effect  on  the  speed  of  a  motor 
producetl  by  the  flux  of  the  commutating  poles  where  it  enters  or  leaves 
the  main  poles.  This  effect  depends  upon  the  degree  of  saturation  of  the 
magnetic  circuit,  and  will  not  be  further  analyzed  here.  Experimental 
verification  of  the  effect  is  suggested  in  Experiment  XI,  Chapter  XIV. 


Fio.  286. — Practically  all  modem  motors  are  equipped  with  commutating  poles  to 
bring  about  sparkless  commutation.  This  diagram  is  to  show  that  the  e.m.f. 
generated  under  the  conunutating  poles  contributes  nothing  to  the  c.e.m.f.  of  the 
armature  imless  the  brushes  are  shifted  from  the  center  line  A-B. 


273.  Effect  of  Forward  Brush  Shift. — If  the  brushes  are  shifted /onrard 
to  the  plane  A"  B",  the  motor  will  slow  down  with  an  increase  of  load. 
This  is  due  to  three  effects.  The  //?«  drop  increases  with  the  load,  and 
so  slows  the  motor  down  as  shown  before;  the  armature  reaction  in  a 
motor  tends  to  magnetize  the  main  field  when  the  brushes  have  a  forward 
shift,  and  so  increases  the  counter  e.m.f.,  thus  causing  a  speed  decrease; 
when  the  brushes  are  in  the  plane  A"B"  it  is  seen  that  the  inductors  marked 
M  and  A'^  help  in  generating  a  counter  e.m.f.  in  the  armature  winding. 
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Those  inductors  marked  M  evidently  add  their  e.m.f .  to  that  generated 
in  the  inductors  X,  and  those  marked  N  add  their  e.m.f.  to  that  generated 
by  the  inductors  Y. 

The  e.m.f.  generated  in  the  inductors  M  and  N  is  proportional  to  the 
load,  because  the  strength  of  field  produced  by  the  commutating  poles  is 
proportional  to  the  load.  The  e.m.f.  generated  in  the  inductors  X  and  Y 
is  mdependent  of  the  load  (as  long  as  the  speed  remains  constant),  but  the 
counter  e.m.f.  of  the  armature  winding  as  a  whole  tends  to  increase  with  a 
load  increase  because  of  this  effect  of  the  inductors  M  and  N.  In  fact, 
the  effect  of  the  conductors  M  and  N  is  just  the  same  as  though  there 
were  no  commutating  poles  and  the  main  field  increased  in  strength  with 
an  increase  in  load.  Hence,  these  conductors  and  the  armature  reaction 
(with  a  forward  brush  shift)  tend  to  make  the  motor  act  like  a  compound- 
wound  motor  which,  as  we  know,  has  a  speed-load  curve  which  drops 
quite  rapidly  as  the  load  is  increased. 

A  certain  commutating-pole  motor  ran  at  a  speed  of  1000  r.p.m. 
with  no  load;  with  the  brushes  in  the  plane  AB  (Fig.  286),  the  full-load 
speed  was  900  r.p.m.  and  with  the  brushes  in  the  position  A"  B"  the  full- 
load  speed  was  670  r.p.m.  This  increase  in  speed  decrease  (670  r.p.m. 
as  compared  to  900  r.p.m.)  was  caused  by  the  combined  effect  of  the  arma- 
ture reaction  and  the  commutating  poles.  When  the  motor  was  carrying 
full  load  with  the  brushes  in  the  position  A"B",  they  sparked  badly. 

274.  Effect  of  Backward  Brush  Shift. — When  the  biiishes  are  moved 
backward  as  shown  at  A'B'  (Fig.  286),  the  speed-load  curve  tends  to 
become  more  nearly  flat.  The  effects  of  the  inductors  M  and  N  and  of 
the  armature  reaction  both  decrease  the  counter  e.m.f.  of  the  armature  as 
the  load  increases,  and  thus  tend  to  make  the  speed  of  the  motor  increase 
with  a  load  increase.  The  effect  of  the  IRa  drop,  however,  again  tends 
to  make  the  speed  decrease  as  the  load  is  increased,  so  that  the  shape  of  the 
speed-load  curve  is  determined  by  the  relative  magnitudes  of  these  two 
effects. 

If  the  armature  resistance  is  high  and  the  armature  reaction  and  com- 
mutating poles  relatively  weak,  the  motor  speed  will  fall  off  as  the  load  is 
increased.  In  a  motor  having  a  smaller  armature  resistance,  the  spe«d 
will  actually  rise  with  an  increase  of  load;  one  motor  tested  increased  its 
speed  from  1000  r.p.m.  at  no  load  to  1080  at  three-fourths  load,  and  before 
full  load  was  reached  the  motor  "  ran  away,"  i.e.,  the  speed  suddenly 
increased  to  such  a  high  value  (thereby  drawing  so  much  current  from  the 
line)  that  the  protecting  devices  in  the  armature  circuit  opened  the  supply 
line. 

Of  course,  the  brushes  were  sparking  to  some  extent  when  in  the  posi- 
tion A'B',  but  not  as  badly  as  when  in  the  position  A"B".  In  general, 
it  may  be  said  that,  with  a  backward  shift  of  the  brushes,  the  operation 
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<rf  a  commiitatinK-pole  motor  is  unstable;  umlcr  certain  conditions  the 
speed  of  the  motor  may  oscillate  violently  even  when  the  load  on 
the  motor  is  constant.  The  motor  mentionctl  alx)ve,  with  it«  main 
field  weakene<l  somewhat  from  its  normal  strength,  when  the  brushes 
were  in  the  position  A'B',  "  hunte<l  "  Ijctween  speeds  of  800  r.p.m.  and 
1200  r.p.m.  until,  finally,  the  protecting  fuses  blew  and  opened  the  circuit. 

We  may  conclude,  therefore,  that  on  a  commutating-pole  motor  the 
brushes  must  \ye  accurately  set  in  position ;  a  shift  of  even  one-half  the  width 
of  one  commutator  bar  from  the  proper  posiiion  will  often  produce  sparking 
and  unsteady  running. 

276.  Necessity  of  a  Motor  Starting  Rheostat. — When  a  motor  armature 
i.s  stationar\',  there  can  Ije  no  e.m.f.  generated  in  its  windings  Ijecause  there 
are  no  conductors  cutting  lines  of  force.  If,  then,  the  stationary  armature 
of  a  shunt  motor  is  connected  directly  to  the  supply  line,  the  current  which 
will  flow  in  the  armature  circuit  may  be  calculated  from  the  equation 

E=e+IRa,    and  as    e=0, 

E^'IRa    or    /  =  §- (119) 

Jla 

Now,  the  current  calculated  from  this  equation  will  be  ten  or  twenty 
times  the  full-load  current,  and  will  Ix?  disastrous  in  its  results. 

Consider  a  110-volt  motor,  the  full-load  current  of  which  is  40  amperes. 
The  armature  resistance  of  such  a  motor  would  be  about  0.2  ohm.  If 
the  stationar\'  armature  were  connected  directly  to  the  110-volt  line,  the 
current  through  the  armature  would  be  110-7-0.2  =  550  amperes,  whereas 
the  full-load  current  is  only  40  amperes.  The  current  of  550  amperes 
would  bum  the  brushes,  commutator,  and  winding,  and  would  also  blow 
the  fuses  and  circuit  breakers  in  the  supply  line. 

After  the  motor  is  nmning,  there  is  not  an  excessive  current  flowing 
through  the  armature  because  the  current  is  limited  by  the  counter  e.m.f. 
But  while  the  armature  is  accelerating,  this  counter  e.m.f.  is  small,  and 
some  other  means  must  be  employed  to  limit  the  starting  current.  This 
is  the  function  of  the  motor-starting  rheostat,  or,  as  it  is  frequently  called, 
the  starting  box. 

A  starting  rheostat  consists  of  a  variable  resistance,  placed  in  series 
with  the  armature,  and  which  may  be  gradually  cut  out  as  the  motor 
speeds  up  and  which  can  be  cut  out  altc^ther  when  the  motor  has  reached 
nearly  normal  speed.  The  total  resistance  of  the  stalling  box  must  be 
of  such  a  value  that,  when  it  is  connected  in  series  with  the  armature, 
directly  across  the  motor  supply  line,  the  current  which  flows  through  the 
circuit  will  not  be  greater  than  aboiU  150  per  cent  of  the  fuUrload  current 
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for  the  motor.     The  starting  box  is  sometimes  designed  so  that  it  limits 
the  current  to  a  value  not  greater  than  the  full-load  current  of  the  motor. 

276.  Example  of  a  Proper  Starting  Rheostat. — Suppose  that  a  starting 
box  is  desired  for  the  110-volt,  40-ampere  motor  mentioned  in  the  previous 
paragraph.  If  the  current  in  the  armature  circuit  is  to  be  60  amperes  at 
the  start,  i.e.,  150  per  cent  of  the  full-load  current,  the  total  resistance  of 
the  armature  circuit  (armature  resistance  and  starting  box)  must  be  110/60 
=  1.83  ohms.  As  the  armature  resistance  is  0.2  ohm,  the  total  resistance 
of  the  starting  box  must  be  1.83  — 0.2  =  1.63  ohms. 
The  wire  of  which  the  starting  box  is  made  must 
be  of  sufficient  size  to  carry  safely  60  amperes 
during  the  short  time  required  for  the  acceleration 
of  the  motor  armature. 

The  connection  of  the  armature  to  the  line 
through  this  variable  resistance  is  shown  in  Fig. 
287.  The  field  is  connected  directly  across  the 
line,  and  is  at  full  strength  during  starting. 
The  wires  of  which  the  starting-box  resistance  is 
composed  are  imbedded  in  sand,  or  wound  on 
porcelain  tubes,  in  the  best  types  of  starting 
boxes;  they  are  then  enclosed  in  fireproof 
material,  so  that  if  the  operator  keeps  the  start- 
ing resistance  in  the  circuit  for  a  longer  time 
than  that  for  which  it  was  designed,  thus  over- 
heating and  possibly  melting  the  wire,  no  fire 
risk  occurs. 

The  resistance  of  1.63  ohms  would  have  taps 
brought  out  at  a  number  of  points,  so  that  it 
could  be  cut  out  by  means  of  a  handle  operat- 
ing a  sUding  contact,  as  the  motor  speeds  up. 

Let  us  consider  what  happens  as  the  motor 
is  started  up  against  a  constant  load  torque 
equal  to  the  full-load  torque  of  the  motor.  The  operator  moves  the 
handle,  closing  the  circuit  through  the  armature  and  all  of  the  starting 
resistance.  With  1.63  ohms  in  series  with  the  armature,  the  armature 
current  jumps  to  60  amperes,  as  is  shown  in  Fig.  288,  at  time  i\. 

With  constant  field  current  and  flux,  the  torque  exerted  hy  the  motor 
is  directly  proportional  to  the  armature  current;  with  60  amperes  arma- 
ture current  the  motor  will  exert  150  per  cent  rated  torque  or  a  value  50 
per  cent  greater  than  the  load  torque  assumed.  At  once  the  motor  begins 
to  accelerate  and  generates  a  c.e.m.f. 
From  the  equation 

E=eH-7i2„, 


Fig.  287.— When  starting 
a  motor  a  variable  re- 
sistance, called  a  start- 
ing resistance,  or  start- 
ing box,  is  inserted  in 
series  with  the  armature 
circuit. 
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as  Boon  as  e  starts  to  increase,  with  the  rising  armature  speed,  the  arma^ 
ture  current  must  liej^n  to  decrease  along  some  such  curve  &sAB.  Increase 
in  motor  sikmhI  therefore  causes  a  decrease  in  armature  current  and  in 
generated  torque. 

Now,  we  have  ah-cady  seen  that  a  motor  will  increase  its  speed  only 
if  its  generated  torcjue  is  greater  than  the  load  torque;  the  motor  will 
therefore  increase  its  speed  and  decrease  its  armature  current  until  the 
latter  has  fallen  to  40  amperes;  with  this  current  the  motor  is  developing 
full-load  torque  which  is  equal  to  the  value  of  the  load  torque  assumed. 

If  we  know  the  full-load  speed  of  the  motor  considered,  we  can  calcu- 
late the  value  to  which  the  motor  speed  will  rise  at  time  t'l  with  all  of  the 
1.63  ohms  in  series  with  its  armature.    With  constant  field  flux,  the  speed, 
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Fia.  288. — This  curve  shows  how  the  armature  current  of  a  motor,  its  torque,  and 
speed,  vary  as  tl^  starting  resistance  is  cut  out,  step  by  step. 


from  the  equation  for  c.e.m.f.  {e=  K<t>N),  will  be  directly  proportioned 
to  the  c.e.m.f. 

Let  us  assume  that  the  full-load  speed  of  the  motor  is  1200  r.p.m.  At 
full  load,  with  no  added  resistance  in  series  with  its  arnuituro.  it.s  c.e.m.f. 
will  be  110-40X0.2=  102  volts. 

At  time  t'l,  with  40  amperes  flowing  and  1.63  ohms  in  series  with 
the  armature,  the  c.e.m.f.  will  be  110-40  (1.63 +0.2)  =  110 -73.2 =36.8 
volts. 

We  have  then  the  following  proportion: 

Speed  at  time  t'l      c.e.m.f.  at  time  <^ 


or 


Speed  at  full  load    c.e.m.f.  at  full  load' 
36.8 


1200 


102' 


1200, 


from  which  ^"i  =  ^o2  ^^^^^^'^^^  ^  P"^- 
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To  further  increase  the  speed  of  the  motor,  its  generated  torque  must 
again  be  increased.  This  can  be  done  by  cutting  out  a  part  of  the  1.63 
ohms  in  series  with  the  armature,  by  moving  the  handle  of  the  starting 
rheostat  farther  to  the  right.  This  will  naturally  cause  a  momentary 
increase  in  the  armature  current,  and  if  this  increase  is  again  to  be  limited 
to  60  amperes,  the  amount  of  resistance  left  in  series  with  the  armature 
may  be  calculated  from  the  equation 

E  =  e-\-IRa-\-IR2, 

where  R2  is  the  resistance  to  be  left  in  series  with  the  armature. 
Since  the  value  of  the  c.e.m.f.  at  time  <2  is  36.8  volts,  we  have 

„      110-36.8-60X0.2    61.2     ,  ^^    , 
^'  = 60 =-go- =1.02  ohms. 

Cutting  out  1.63—1.02  =  0.61  ohm  will  therefore  cause  the  armature 
current  to  jump  to  60  amperes  at  time  ^2-  At  once  the  speed  will  increase, 
and  the  armature  current  will  decrease,  along  some  such  curve  as  CD, 
until  it  is  again  40  amperes.  At  time  t'2,  when  everything  is  steady  again, 
the  c.e.m.f.  will  be 

110-40(1.02+0.2)  =  110-48.8  =  61.2  volts, 
and  the  speed 

A^'2  =  ^  X  61 . 2  =  720  r.p.m. 

The  resistance  to  be  left  in  at  time  ^3,  to  allow  the  current  to  rise  again 
momentarily  to  60  amperes,  is  then 

„      110-61.2-60X0.2     36.8    ^  ^,    , 

Ih  = go =^=0-«i  °^""- 

When  the  current  has  again  fallen  to  40  amperes  at  time  t's,  the  value 
of  the  c.e.m.f.  will  be 

110-40(0.61+0.2)  =  110-25.2  =  84.8  volts, 
and  the  speed 

iV'3  =  ^j^X84. 8  =  998  r.p.m. 

The  resistance  of  1.63  ohms  would  therefore  have  taps  at  about  five 
points,  so  that  it  could  be  gradually  cut  out  as  the  motor  speeded  up. 
The  steps  are  not  even;  the  above  rheostat  is  divided  into  steps  of  1.63 
ohms,  then  1.02  ohms,  0.61  ohm,  0.22  ohm,  and  0.08  ohm. 

277.  Special  Features  of  a  Starting  Rheostat. — A  starting  box  of  good 
design  and  manufacture  is  shown  in  Fig.  289.    The  lever,  or  arm  by  means 
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of  which  the  resistance  is  cut  out  as  the  motor  speeds  up,  is  so  connected 
to  a  spring  that  it  constantly  tends  to  fly  back  to  the  "  off  "  position,  thus 
opening  the  armature  circuit. 

There  are  two  conditions  under  which  the  armature  circuit  should  be 
opened,  and  the  starting  box,  shown  in  Fig.  289,  is  designed  to  take  care 
of  these  automatically.  These  two  con- 
ditions are,  excessive  current  through 
the  motor  armature,  and  failure  of 
line  voltage.  If  too  much  load  is  put 
on  the  motor,  a  dangerously  large 
current  may  flow  through  the  arma- 
ture circuit;  under  such  a  condition 
the  annature  should  be  opened,  thus 
stopping  the  motor  and  warning  the 
operator  of  the  overload.  The  "  over- 
load  release "  of  the  starting  lx)x, 
shown  in  Fig.  289,  actuates  a  stop 
which  releases  a  small  circuit-breaker 
located  on  the  face  of  the  starting 
box,  thus  opening  the  circuit  when 
the  safe  current  is  exceeded. 

278.  Necessity  of  "No-voltage" 
Release. — The  '•  no-voltage  release  " 
l>ormits  the  rheostat  arm  to  fly  back 
to  the  "  off  "  position  if  the  line  voltage 
'Irops   below    a   certain   value.     The 

l>ject  of  this  release  is  always  to  open 
the  armature  circuit  when  the  supply  line  becomes  "  dead."  When  this 
occurs  (as,  for  example,  when  the  station  circuit-breaker  on  a  feeder  blows) 
the  motor  immediately  slows  down  and  stops.  If  the  line  is  again  made 
alive  (circuit-breaker  re-set),  as  the  motor  armature  is  directly  connected 
across  the  line,  with  no  resistance  in  series,  an  excessive  current  will  flow 
through  the  stationary  armature  and  may  injure  it.  Of  course,  the  over- 
load reloa.se  would  open  the  circuit  under  such  conditions,  but  these  over- 
load releases  are  designed  only  to  break  currents  of  about  the  same  mag- 
nitude as  the  full-load  rating  of  the  motor.  As  was  shown  in  section 
275,  the  current  which  flows  through  a  stationarj-  armature  when  it  is 
connected  directly  to  a  normal  voltage  line  is  many  times  the  full-load 
<  urrent;  and  if  the  small  circuit-breaker  on  the  front  of  the  starting  box 
were  depended  upon  to  break  such  large  currents,  it  would  soon  be 
flamage<l. 

279.  Connections  for  Starting  Rheostats. — ^The  solenoid  which  operates 
the  no-voltage  release  is  connected  (in  series  with  a  suitable  resistance) 


Fig.  289. — A  good  t>'f)e  of  starting  box 
fitted  with  over-load  circuit-breaker, 
no-voltage  release,  etc.  The  contact 
plates  are  so  assembled  that  they 
may  be  easily  replaced  when  they 
become  so  worn  as  to  be  unservice- 
able. 
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directly  across  the  supply  line,  and  the  solenoid  which  operates  the  over- 
load release  is  connected  in  series  with  the  motor.  The  connections  of 
such  a  rheostat  to  the  motor  and  supply  line  are  shown  in  Fig.  290.     In 

starting  a  motor,  the  arm  must  not  be  moved 
over  too  rapidly,  else  the  overload  release  will 
blow;  neither  must  it  be  moved  over  too  slowly, 
else  the  resistance  wire  in  the  rheostat  is  likely 
to  be  melted.  The  contact  points  on  the  face 
of  the  rheostat  should  be  kept  clean,  as  must 
also  the  sliding  contact,  or  "  shoe,"  on  the 
rheostat  arm. 

280.  Automatic  Starting  of  Motors. —  As 
mentioned  previously,  if  a  motor-starting  rhe- 
ostat is  cut  out  too  slowly,  it  is  likely  to  be 
overheated;  and  if  it  is  cut  out  too  rapidly, 
damage  will  very  Hkely  occur  to  the  motor  or 
to  its  connected  machine.  To  obviate  these 
possibilities,  it  is  advisable  to  install  automatic 
starters  in  cases  where  the  starting  and  stop- 
ping operation  is  frequent  enough  to  justify 
the  extra  cost.  An  automatic  starter,  properly 
adjusted,  will  give  the  motor  just  the  right 
acceleration;  the  operator  has  merely  to  press 
a  button  to  start  or  stop  the  machine. 

One  type  of  automatic  starter  is  shown  in 
Fig.  291.  The  starting  resistance  is  cut  out 
in  suitable  steps,  at  the  right  time,  by  magnetic  relays  with  contactors 
Ci,  C2,  and  C3.  These  contactors  are  closed  by  the  magnetic  action 
of  solenoids  A,  B,  and  C,  which  close  the  contacts  against  the  action 
of  springs.  When  the  power  circuit  is  closed  by  a  main  contactor 
controlled  by  a  push  button  (not  shown),  contacts  Ci,  C2,  and  C3  are  all 
open;  hence,  all  of  the  starting  resistance  is  in  series  with  the  armature. 
When  the  starting  current  has  decreased  to  a  certain  desired  value,  the 
voltage  across  A  has  risen  sufficiently  to  enable  it  to  lift  the  plunger  cacry- 
ing  the  contactor,  Ci,  thus  cutting  out  of  the  armature  circuit  the  resist- 
ance between  points  ^1  and  R2.  With  further  acceleration  of  the  motor, 
the  voltage  across  B  has  risen  sufficiently  to  operate  its  plunger,  C2  is 
closed,  and  the  resistance  between  R2  and  /?3  is  cut  out.  As  many  as  five 
or  six  of  the  contactors  may  be  used,  but  in  the  general  motor  installa- 
tion three  is  a  sufficient  number  to  give  reasonable  acceleration  and  reason- 
able values  of  starting  current. 

281.  Speed  Control  of  Motors. — It  is  often  necessary  to  vary  the  speed 
of  a  motor  according  to  the  changing  requirements  of  the  load.    To  make 


Fig.  290. — Inside  connec- 
tions of  a  starting  box; 
the  circuit  -  breaker,  to 
take  care  of  overloads, 
opens  the  circuit  at  X. 
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the  electric  motor  suitable  for  railway  serx'ice,  operation  of  machine  tools, 
etc.,  it  must  bfc  poasibie  to  chiinKC  it«  speed  quickly  and  easily  throuf^h  a 
wide  range;  and  the  scheme  for  obtaining  this  variation  in  spee<l  nmst  be 
;(h  that  the  motor  operates  with  a  good  efficiency  at  any  one  of  the  speeds 
n(juired. 

282.  Possibility  of  Varying  Speed. — By  inspection  of  Eq.  (117),  it 
i-  srrn  that  for  a  given  load  on  the  motor,  the  speed  may  be  varied  by 
I  tliunge  in  the  voltage,  £",  impressed  on  the  armature,  the  resistance  of 
Uie  armature  circuit,  Ha,  or  the  value  of  the  field  flux,  <t>. 


rYcmm-^ 


Fwld 


Fio.  291. — A  simple  automatic  starter  with  three  contactors.  The  solenoids  A,  B, 
and  C,  operate  in  sequence,  cutting  out  the  starting  resistance  at  the  projier  time 
to  keep  the  starting  current  equal  to  about  liiO  per  cent  full-load  value  during 
the  starting  period. 


Increasing  the  voltage  E  impressed  on  the  armature  for  a  given  value 
of  armature  current,  requires  an  increase  in  A'  if  the  value  of  the  field 
flux  ^  remains  the  same;  the  motor  speed  must  increase.  If  the  voltage 
impressed  on  the  armature  is, decreased,  the  speed  is  lowered. 

Increasing  the  resistance  of  the  armature  circuit,  by  the  insertion  of 

resistance  in  series  with  the  armature,  allows  the  c.e.m.f.  to  fall;  with  <t> 

he  same,  a  drop  in  speed  results.     The  loss  in  heat  in  the  armature  circuit 

equal  to  PRa  (where  Ra  is  the  resistance  of  the  armature  circuit),  and 

this  quantity  is  lan^e  the  motor  must  necessarily  be  inefficient;  speed 

■  -  tntrol  by  the  addition  of  resistance  in  the  armature  circuit  is  therefore 

.-<ldom  used  and  will  not  Ije  discussed  here. 

283.  Multiple-voltage  Control. — In  the  system  using  nmltiple- voltage 
'•ontrol,  the  jwwer  line  consists  of  several  wires,  and  the  voltage  between 
irious  pairs  is  diflferent.  In  one  system,  four  wires  are  used  to  distribute 
'  twer  to  the  motors  and  the  power  supplied  to  these  four  wires  is  obtained 
.  i  om  a  set  of  three  generators.  The  various  voltages  obtainable  by  using 
different  pairs  of  supply  wires  are  shown  in  Fig.  292.  The  voltage  im- 
jnf^sod  on  the  armature  in  this  sj'stem  may  be  varied  in  steps  from  60 
volts  to  250  volts,  and  the  speeds  obtainable  would  vary  in  about  the  same 
proportion,  so  that  the  highest  speed  obtainable  would  I)e  about  four  times 
the  lowest  speed.    This  would  be  called  a  1  :  4  speed  control. 
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The  field  circuit  is  designed  for  a  certain  voltage,  and  is  left  connected 
to  its  proper  line  as  the  armature  is  shifted  from  one  line  to  the  other. 

This  scheme  is  used  in  the  operation  of  motors  for  driving  machine 
tools.  If  a  high  speed  is  desired  for  a  certain  operation  on  a  lathe,  the 
motor  armature  is  connected  to  the  250-volt  line,  and,  when  lower  speeds 
are  desired,  it  is  connected  to  one  of  the  other  pairs  of  wires,  having  a 

suitable  voltage.  Such  a  system  of  speed 
control  involves  complicated  wiring  and  con- 
trollers for  the  motors,  but  its  advantage  lies 
in  the  fact  that  the  motors  operate  at  a  com- 
paratively high  efficiency  at  any  one  of  the 
speeds  obtainable. 

284.  Speed  Control  by  Field  Variation.— 
The  most  important  method  for  obtaining 
various  speeds  consists  in  weakening  the  field 
of  the  motor ;  tliis  is  called  field  control.  When 
first  discussing  the  speed-load  curves  of  mo- 
tors it  was  shown  that,  under  any  condition  of 
operation,  the  counter  e.m.f .  developed  in  the 
armature  winding  must  be  nearly  equal  to 
the  impressed  voltage.  If,  with  the  impressed 
voltage  maintained  constant,  the  field  flux  is 
varied,  and  after  the  field  flux  is  varied,  the 
load  is  readjusted  so  that  the  armature  current 
is  the  same  as  at  first,  it  is  evident  that  the 
above  condition  can  be  fulfilled  only  if  the 
speed  of  the  motor  follows  the  changes  in 
field  strength,  a  high  speed  corresponding  to 
a  weak  field  and  vice  versa. 
Inspection  of  Eq.  (117),  together  with  the  torque  equation 
{T=K'4>Ia),  indicates  that,  with  a  given  load  torque  on  the  motor,  a 
decrease  in  the  flux  would  require  more  armature  current,  in  order  that 
the  value  of  generated  torque  be  maintained.  An  increase  in  armature 
current,  as  we  have  already  seen,  generally  requires  some  reduction  in 
speed ;  whether  the  motor  speed  increases  or  decreases  depends  then  upon 
the  relative  change  in  (/>  and  /„. 

Consider  again  a  110-volt  shunt  motor,  the  full-load  current  of  which 
is  40  amperes,  and  the  armature  resistance  of  which  is  0.2  ohm;  the  full- 
load  c.e.m.f.  of  this  motor  would  be  110-40X0.2=102  volts.  With  no 
load  this  motor  would  require  not  less  than  2  amperes,  so  that  its  no-load 
c.e.m.f.  would  be  110-2X0.2=109.6  volts. 

The  c.e.m.f.  of  the  motor  thus  drops  7.6  volts  when  the  armature  cur- 
rent changes  from  2  to  40  amperes.     In  other  words,  a  small  change  in 


Fig.  292.— One  method  of 
getting  various  speeds  with 
a  shunt  motor  is  to  supply 
power  at  several  different 
voltages;  if  the  field  circuit 
is  left  connected  to  one 
pair  of  lines  the  motor  speed 
will  be  nearly  proportional 
to  the  voltage  of  the  lines 
to  which  the  armature  is 
connected. 
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the  c.e.m.f.  protiuces  a  very  large  change  in  the  armature  current.  There- 
fore, if  a  reduction  of  field  flux  does  cause  the  motor  to  draw  more  arma- 
ture current,  there  will  be  practically  no  change  in  the  value  of  the 

rn.f.,  and  a  reduction  in  flux  is  accompanied  with  an  increase  in  speed. 

286.  Methods  of  Varying  the  Field  Flux  of  a  Motor.— The  simplest 
iiu'thod  of  changing  the  flux  of  a  shunt  motor  is  by  var>'ing  the  resistance 
its  field  circuit. 

The  amount  of  speed  variation  which  can  thus  be  obtained  from  a 
>luint  motor  of  ordinarj'  design  is  not  ver>'  great;  the  twisting  of  the 
main  field  by  the  armature  reaction  is  not  enough  to  be  objectionable 
when  the  main  field  is  operated  somewhere  near  saturation,  but  when  this 
field  is  weakened,  the  effect  of  the  armature  reaction  is  much  exaggerated 
and  the  brushes  will  spark  badly  unless  properly  shifted  with  eveiy  change 
in  load.  A  point  is  soon  reached,  however,  where  the  field  becomes  so 
weak  that  with  the  exaggerated  armature  reaction  there  is  not  sufficient 
commutating  flux.  In  the  ordinary  shunt  motor,  not  designed  for  the 
purpose,  a  speed  increase  of  about  30  per  cent  by  field  weakening  is  about 
the  limit;  beyond  this  limit  excessive  sparking  will  ensue. 

Another  method  of  changing  the  flux  of  a  motor  is  to  change  the 
length  of  the  air  gap,  thus  changing  the  reluctance  of  the  magnetic  cir- 
cuit. In  one  such  type  of  "  variable  air  gap  "  motors,  somewhat  used, 
the  armature  is  slightly  conical  and  is  capable  of  being  moved  along  its 
shaft  relative  to  the  pole  pieces,  which  also  have  a  conical  bore.  As  the 
armature  is  moved  along  the  shaft  by  a  hand  wheel,  the  length  of  the  air 
gap  is  changed;  with  a  constant  field  current,  the  flux  varies  practically 
inversely  as  the  air-gap  length- 

The  advantage  of  this  method  of  varjing  the  field  flux  is  that  armature 
reaction  is  not  changed,  since  the  relative  strength  of  the  field  and  arma- 
ture m.m.fs.  is  not  altered.  The  disadvantages  are  that  the  motor  is 
mechanically  complex,  and  that  speed  adjustments  must  be  made  at  the 
motor,  which  is  not  always  conveniently  located. 

286.  Commutating  Poles  used  with  Field-weakening  Control  Scheme. 
— The  type  of  motor  best  adapted  for  speed  variation  by  the  field-control 
method  is  the  commutating-pole  motor,  and  practically  all  motors  intended 
for  service  where  an  adjustable  speed  is  desired  are  equipped  with  com- 
mutating poles.  In  such  motors  the  commutating  poles  provide  the  flux 
required  for  sparkless  commutation,  irrespective  of  the  strength  of  the 
main  field.  Special  starting  rheostats  are  generally  used  for  motors  in 
which  field  weakening  is  employed  for  speed  control ;  such  a  box  is  shown 
in  Fig.  22,  Volume  III.  Such  adjuslable-^peed  motors  are  designed  for  a 
speed  range  as  great  as  1  :  6;  ordinarily,  however,  the  speed  variation 
required  is  not  greater  than  1  :  3  or  1  :  4. 

The  need  of  commutating  poles,  and  the  effect  of  armature  reaction  in 
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twisting  the  field  of  an  adjustable-speed  motor,  are  shown  by  the  oscillo- 
grams of  field  distribution,  given  in  Figs.  293,  294  and  295.  These  films 
were  taken  by  the  use  of  an  extra  inductor  threaded  in  one  of  the  armature 
slots;  the  two  ends  of  this  inductor  were  connected  to  the  oscillograph  by 
two  small  slip  rings  put  on  the  armature  shaft  for  this  purpose. 

In  each  figure  there  is  shown  the  field  distribution  for  no  load  and 
full  load,  the  motor  being  of  modern  design  and  intended  for  a  speed  range 
of  400  r.p.m.  to  1600  r.p.m.,  by  field  control.     For  all  cases,  the  impressed 
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Fig.  293. — This  film  gives  the  field  distril^ution  of  an  adjustable-speed  motor,  for  no- 
load  and  full-load  conditions.  The  rated  speed  range  is  from  400  r.p.m.  to  1600 
r.p.m.  and  this  oscillogram  gives  the  conditions  for  the  low  speed.  The  main 
field  being  very  strong  there  is  not  much  distortion  even  at  full  load. 


voltage  was  the  same,  and  the  scale  for  all  oscillograms  was  the  same. 
It  may  be  seen  that  the  field  is  much  stiffer  at  the  low  speeds  than  at  the 
higher,  this,  of  course,  being  due  to  the  greater  field  current  required  to 
bring  the  speed  to  the  low  value.  As  the  full-load  armature  m.m.f.  is  of 
the  same  magnitude,  whatever  the  speed,  it  follows  that  the  twisting  of 
the  main  field  increases  with  speed;  and  this  is  seen  to  be  the  case  by  com- 
paring Fig.  293  for  a  speed  of  410  r.p.m.  with  Fig.  295  for  a  speed  of  1650 
r.p.m. ;  the  higher  speed  requires  about  one-fifth  as  much  field  current  as 
the  lower,  and  the  ratio  of  armature  m.m.f.  to  field  m.m.f.  (which  is  the 
factor  determining  the  amount  of  field  distortion)  is  therefore  five  times  as 
great  for  the  high  speed  as  for  the  low.  The  commutating  poles  furnish 
the  requisite  flux  for  sparkless  commutation  for  all  cases;  but  the  motor  is 
much  more  likely  to  have  commutator  trouble  at  the  high  speed  than  at 
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the  low,  because  the  maximum  number  of  volts  per  bar  is  alxun  twice  as 
much  at  hijjh  as  at  low  speed. 
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.  294. — These  films  are  for  the  same  motor  as  used  in  getting  Fig.  293;  the  speed 
i.s  here  1000  r.p.m.  and  the  main  field  is  alx)ut  one-thinl  as  strong  as  it  was  when 
getting  Fig.  293.  The  field  is  much  more  distorted  than  it  \v:is  witli  the  strong 
fiehl  useti  for  the  speetl  of  400  r.p.m. 
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Fia.  295. — Til'—  "-  illograms  are  for  the  same  motor  as  used  for  the  two  previous 
figures  l)iir  rh.  ~|)<><h1  w  here  1600  r.p.m.  The  main  field  is  only  alxiut  one-fourth 
as  strong  as  it  was  for  Fig.  293  and  the  field  distortion  for  this  condition  is  exces- 
sive at  full  load,  being  very  noticeable  even  at  no  load.  Without  commutating 
poles  this  nrator  could  not  operate  at  full  load.  For  this,  as  for  the  two  previous 
films,  it  is  seen  that  the  commutating  poles  give  at  the  brushes  the  proper  field 
for  sparkleas  commutation  in  spite  of  the  twisting  of  the  main  field. 

In  the  conditions  existing  for  the  film  of  Fig.  295,  at  full  load,  the 
effect  of  armature  reaction  and  commutating  poles  actually  reverses  the 
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direction  of  the  flux  in  the  trailing  tips  of  the  main  poles,  so  that  as  a 
conductor  moves  across  a  main  pole  it  generates  voltage  in  both  directions. 
As  the  total  e.m.f.  generated  in  one  path  of  the  armature  must  be  equal 
(practically)  to  the  impressed  voltage,  it  is  necessary  to  have  very  high 
voltage  generated  in  some  of  the  conductors  to  offset  the  negative  or 
opposing  voltage  generated  under  the  trailing  pole  tips.  This  excessive 
voltage  occurs  under  the  leading  pole  tip  where  it  is  about  twice  the  average 
voltage  per  bar. 

287.  Adjustable-speed  Motor  Compared  to  a  Constant-speed  Motor. — 
The  torque  obtainable  from  an  adjustable-speed  motor  is  greatest  when 
the  main  field  has  its  greatest  strength,  i.e.,  at  minimum  speeds.  As  the 
speed  is  increased  by  field  weakening,  the  torque  decreases  in  about  the 
same  ratio  as  the  speed  increases.  This  is  due  to  the  fact  that  the  torque 
of  a  motor  is  proportional  to  the  product  of  the  armature  current  and  the 
field  density;  the  safe  armature  current  is  nearly  as  much  at  low  speeds 
as  at  high  speeds,  so  that  the  torque  goes  down  as  the  speed  goes  up.  The 
product  of  torque  and  speed  is  practically  the  same  whatever  the  speed, 
and  this  means  that  the  motor  has  the  same  capacity  in  horsepower  over 
its  whole  speed  range. 

Now  a  motor,  to  give  a  certain  output,  must  be  of  larger  size  the 
slower  the  speed;  the  size  of  all  adjustable-speed  motors  is,  therefore, 
larger  than  that  of  standard  constant-speed  motors  of  the  same  horse- 
power capacity.  A  field  frame  designed  for  a  standard  constant-speed 
5-h.p.  motor  might  be  used  in  the  construction  of  a  3-h.p.  adjustable- 
speed  motor;  other  sizes  would  be  in  about  the  same  ratio. 

288.  Comparison  of  Field-control  and  Multiple-voltage  Methods. — 
The  field-control  method  of  speed  variation  results  in  the  efficient  opera- 
tion of  the  motor,  and  the  wiring  of  the  power  supply  to  the  motor  is  so 
much  simpler  than  that  of  the  multiple-voltage  system  that  it  is  much 
preferred  to  the  latter.  The  number  of  running  speeds  in  the  multiple- 
voltage  scheme  shown  in  Fig.  292  is  Hmited  to  six,  while  the  number 
obtainable  when  using  field  control  depends  only  upon  the  number  of 
contact  points  in  the  field  rheostat  of  the  motor;  as  many  as 
40  or  50  speeds  are  thus  available  with  the  rheostats  ordinarily 
employed. 

The  multiple-voltage  control  may  employ  more  or  less  field  control, 
however,  in  which  case  the  number  of  running  speeds  obtainable  is  greater 
than  when  field  control  alone  is  used.  The  chief  advantage  of  the  multiple- 
voltage  control  over  the  straight  field  control  lies  in  the  smaller  size  of 
motor  required  for  a  given  horsepower  capacity;  if  the  field  strength 
remains  constant,  the  torque  of  the  motor  is  independent  of  speed,  hence 
the  horsepower  output  of  a  motor  using  such  a  control  goes  up  directly 
proportional  to  the  speed. 
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289.  Speed  Control  of  Railway  Motors.  Series-parallel  System. — 
The  speed  control  of  railway  motors  is  accouiplisheil  by  the  variation  of 
the  voltage  impressed  across  the  motor  terminals  by  what  is  called  the 
aeries-parallel  control.  There  are  always  at  least  two  motors  on  each 
electric  car,  both  of  the  same  rating.  When  the  car  is  first  started,  all 
motors  are  connected  in  series,  through  a  starting  resistance,  to  the  600- 
volt  line,  the  trolley  or  third  rail  being  the  positive  side  of  the  line  and  the 
track  the  negative  side.    The  controller  (which  is  simply  a  rotatable 
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Fio.  296. — The  scheme  used  generally  in  controlling  the  speed  of  a  street  car;  the  two 
motors  are  first  connected  in  series  and  then  thrown  in  parallel  connection  as  the 
car  speeds  up.     During  the  transition  points  only  one  motor  is  exerting  torque. 

switch)  has  marked  on  its  face  various  points,  the  number  of  these  points 
depending  upon  the  type  of  motor  equipment. 

For  the  two-motor  control  scheme  the  first  three  or  four  points  are 
generally  "  resistance  points,"  i.e.,  while  the  controller  handle  is  pointing 
to  any  of  them,  more  or  less  of  the  starting  resistance  is  connected  in  series 
with  the  motors.  On  the  next  point,  the  two  motors  are  connected  in 
series  with  each  other  and  directly  to  the  line.  This  is  called  a  "  running 
point  "  because  no  power  is  being  wasted  as  heat  in  the  starting  resist- 
ance, and  so  the  equipment  is  operating  at  a  fair  efficiency.  The  motors 
are  next  thrown  into  parallel  connection,  and  some  of  the  resistance  is 
again  put  in  series  with  them.  While  the  motors  are  being  changed  from 
series  to  parallel  connection,  the  controller  handle  is  moving  through  the 
"  transition  points,"  and  the  controller  handle  is  so  designed  that  it  will 
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not  remain  on  one  of  these  points  unless  held  there.  When  the  transition 
points  have  been  passed  through  and  the  motors  are  connected  in  parallel, 
the  resistance  is  again  cut  out  in  two  or  three  "  resistance  points  "  and, 
finally,  the  two  motors  are  each  operating  on  the  full-line  voltage.  This 
is  the  second  "  running  point."  The  various  connections  used  in  the 
system  of  control  are  well  shown  in  Fig.  296. 


vwysAwy- 
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Bridge 


A/wWW — ' — 'WT\jCy~ 


Resistance  Points  1, 2  &  S 
Running  Point  i 
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>  Transition  Pointy 
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Resistance  Points  5,  6  4  7 
Running  Points 


Fig.  297. — A  better  scheme  of  control  than  that  shown  in  Fig.  296;  during  all  of  the 
acceleration  period  both  motors  are  active,  thus  giving  a  smoother  and  more 
rapid  acceleration  to  the  car  than  the  other  method.  The  extra  expense  incurred 
in  this  scheme  permits  its  use  only  on  high-powered,  expensive  installations.  It 
is  called  the  "bridge"  control. 


The  disadvantage  in  this  scheme  of  control  is  that  while  going  through 
the  transition  points,  the  tractive  effort  on  the  car,  and  hence  its  accelera- 
tion, is  much  decreased.  On  points  5  and  6,  Fig.  296,  the  tractive  effort 
will  evidently  be  less  than  that  on  point  4,  because  on  these  points  only 
one  motor  is  active;  the  other  has  no  current  flowing  through  it.  The 
acceleration  of  a  car  equipped  with  this  system  is  somewhat  uneven. 

290.  The  Bridge  System  of  Control. — In  modern  railway  equipments, 
where  the  extra  cost  is  warranted,  a  different  set  of  connections  is  used 
in  accelerating  the  C9,r,  which  is  known  as  the  bridge  control.  A  diagram 
of  the  connections  used  in  this  scheme  is  shown  in  Fig.  297.  Here  T 
stands  for  a  trolley  connection  and  G  for  a  ground  connection. 
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At  first  the  two  motors  are  connected  in  series  with  all  the  resistance, 
and  there  are  three  to  five  stops  in  cutting  out  this  resistance  as  before. 
When  the  "  bridge  "  is  put  in,  the  first  running  point  is  reached.  Next 
come  the  transition  points,  on  the  first  of  which  the  connection  A  is 
removed;  in  the  second, 
connection  is  made  to 
the  trolley  and  ground 
as  indicated ;  and  in  the 
third,  the  bridge  con- 
nection is  removed. 

During  this  transition 
period  each  motor  con- 
tinues to  carr>'  the  same 
current  as  it  did  on 
running  point  4.  The 
starting  resistances  are 
so  designed  that  when 
the  bridge  is  removed  no 
sudden  change  takes 
place  in  the  current 
through  the  two  motors. 
Then,  on  points  5,  6, 
and  7,  the  resistance  is 
a^n  cut  out,  and  in 
point  8  the  second  run- 
ning speed  is  reached. 
Much  modem  railway 
equipment  is  being  fur- 
nished with  this  bridge 
system  of  control,  as  it 
gives  a  more  uniform 
acceleration  than  the 
older  method  shown  in 
Fig.  297. 

If  the  motors  are  equipped  with  commutating  poles,  two  other  running 
points  may  be  obtained.  After  point  4  has  been  reached,  a  resistance  is 
shunted  across  each  motor  field,  thus  weakening  the  field  and  increasing 
the  motor  speed  and  giving  what  we  may  call  running  point  4A;.  In  chang- 
ing from  point  4  to  the  first  transition  connection,  these  shunts  are  removed 
and  not  connected  again  until  after  point  8  has  been  reached.  At  present 
these  shunts  arc  not  much  u.«?od. 

291.  The  Railway  Controller. — A  typical  railway  controller  is  shown 
in  Fig.  298,  and  in  Fig.  299  is  given  an  enlarged  view  showing  some  of  the 


Fia.  208. — The  interior  appearance  of  a  typical 
railway  controller. 
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contact  fingers  bearing  on  the  copper  segments  which  are  carried  on  the 
main  cylinder  of  the  controller.     As  these  fingers  break  contact  with  the 

segments,  an  arc  is  formed 


Po/e  Piece 
CunU/jnecf 
in  InSu/oUev? 


between  a  finger  tip  and 
a  segment  tip  and,  if  not 
taken  care  of,  this  arcing 
would  soon  damage  the 
controller.  The  control- 
ler is  so  designed  that 
the  arc  is  formed  in  a 
magnetic  field  which  tends 
to  lengthen  the  arc  and 
so  makes  it  rupture  as 
soon  as  it  is  formed. 
This  feature  of  the  con- 
troller is  called  the  mag- 
netic hlow-out.  Also,  the 
segment  tips  and  fingers 
are  so  made  as  to  be 
easily  replaced  by  new 
ones  when  they  have 
been  burned  so  much  as 
to  be  unserviceable. 
292.  Use  of  a  Flywheel  with  a  Compound  Motor. — The  rate  at  which 
power  is  required  by  some  kinds  of  machine  tools  is  very  irregular;  in  the 
punch  press  or  forming  press,  for  example,  almost  no  power  is  required 


ifc/nD^o^/eJip  to6c'g/ne//ff 


Fig.  299. — A  few  of  the  contact  points  of  a  railway 
controller,  showing  how  the  contact  segments  are 
easily  replaceable.  The  arc  which  forms  when  the 
contactors  open  is  formed  in  a  magnetic  field,  which 
effectually  "blows  it  out." 


Time 


FiQ.  300. — Typical  curve  of  armature  current  required  by  a  motor  operating  a  punch 
press,  shears,  or  similar  duty.  With  no  fly  wheel  the  current  is  as  shown  by  the 
full-line  curve  and  when  a  sufficiently  massive  fly  wheel  is  fitted  to  the  motor  shaft 
the  current  demand  has  about  the  appearance  of  the  dashed  curve. 


until  the  die  comes  in  contact  with  the  metal  to  be  punched  or  formed. 
The  rolling  mill  is  another  instance  of  a  tool  calling  for  an  irregular  power 
supply. 
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If  the  mass  of  the  moving  parts  is  not  very  great  in  such  machines, 
the  power  consumption  of  the  driving  motor  will  be  very  irregular.  Figure 
300  illustrates  this  point;  the  full-line  curve  shows  the  current  consump- 
tion of  a  motor  driving  a  shears  for  cutting  large  iron  bars. 

Now  the  motor  in  which  such  a  current  is  flowing  must  be  made  suf- 
ficiently large  to  conunutate  successfully  the  greatest  value  of  current,  as  at 
A.  If  the  motor  driving  the  shears  were  a  compound-wound  motor  with 
a  comparatively  large  number  of  turns  in  its  series  field  (say  30-40  per 
cent  compounding),  and  a  heavy  flj'wheel  is  put  on  the  same  shaft  with  the 
armature,  the  current  to  the  motor,  while  doing  the  same  work  as  before, 
will  be  given  by  the  dashed  curve  of  Fig.  300,  in  which  the  maximum  value 
is  much  less  than  it  was  before.  In  fact,  this  motor  equipped  with  the 
flywheel  might  be  much  smaller  than  the  one  without  the  flywheel.  The 
motor  through  which  current  A',  Fig.  300,  flows  need  be  only  about  two- 
thirds  as  large  as  if  current  A  were  the  current  input. 

293.  Effect  of  the  Flywheel. — The  action  of  the  motor  equipped  with 
a  flywheel  is  as  follows:  At  time  t\,  Fig.  300,  the  load  on  the  motor  suddenly' 
increases  and  so  causes  the  motor  to 
begin  to  slow  down.  As  it  slows  down, 
the  rotating  flywheel  is  slowed  down 
also  and  so  gives  up  some  of  its 
kinetic  energy.  During  the  time  from 
t\  to  i2,  Fig.  300,  the  electrical  input  to 
the  motor  is  not  as  great  as  the  power 
demanded  by  the  load,  hence  the 
motor  slows  down  and  the  retarding 
fl>'wheel  assists  the  motor  to  carrj'  the 
load.  During  this  slowing  down  proc- 
ess, the  current  input  to  the  motor 
must  increase  somewhat. 

If  at  the  time  t\  the  speed  is  1000  r.p.m.,  and  at  the  time  t2  the  motor 
has  slowed  down  to  800  r.p.m.  and  the  speed-load  curve  of  the  motor  is  as 
given  in  Fig.  301,  the  current  must  increase  during  the  same  period  from 
OD  to  OE.  In  Fig.  300  aU  equals  OD  of  Fig.  301  and  bto  of  Fig.  300  is 
equal  to  OE  of  Fig.  301.  At  the  time  <2  the  power  demanded  by  the  load 
is  less  than  the  input  to  the  motor  and  so  the  motor  begins  to  speed  up 
and  to  increase  the  energ>'  stored  in  the  fl>'^'heel;  the  current  l^egins  to 
decrease  at  the  same  time.  At  the  time  t^  the  motor  has  regained  its 
original  speed  of  1000  r.p.m.  and  the  current  has  fallen  to  the  value  OD. 
The  single-hatched  area  in  Fig.  300  represents  the  amount  of  energ>'  which 
the  retarding  fl>'wheel  gives  up  when  the  load  is  heavy,  and  the  double- 
hatched  area  represents  the  energy  which  the  motor  returns  to  the  fly- 
wheel when  the  load  is  light;  these  two  areas  are  equal. 
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Fig.  301. — Speed-load  curve  of  a 
heavily  compounded  motor. 
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This  use  of  a  heavy  flywheel  to  equalize  the  input  to  a  motor  supplying 
an  intermittent  load  is  becoming  quite  general;  it  decreases  the  size  of 
motor  required  and  makes  the  load  of  the  generating  station  much  more 
uniform.  This  last  consideration  is  of  importance  only  when  the  size  of 
the  motor  is  somewhere  near  that  of  the  generator  supplying  its 
power. 

294.  Djmamic  Braking. — When  a  motor  is  to  be  started  and  stopped 
frequently,  the  question  of  getting  sufficient  retarding  force  to  bring  it 
quickly  to  rest  is  to  be  considered.  Ordinary  frictional  braking  is  pos- 
sible, the  pressure  of  the  brake  shoe  being  exerted  by  a  powerful  electro- 
magnet, as  shown  in  Fig.  58.  Another  method  is  to  make  the  retarding 
motor  act  as  a  generator  by  disconnecting  its  armature  from  the  power 
supply  and  connecting  the  brushes  together  through  a  suitable  resistance. 
The  amount  of  current  suppHed  to  the  resistance  depends  upon  the  speed 
of  the  motor  (acting  as  a  generator),  the  field  strength,  and  the  value  of 
the  resistance;  the  braking  effort  of  the  motor  is  proportional  to  its  field 
flux  and  the  armature  current.  Sometimes  the  field  circuit  is  discon- 
nected from  the  line,  leaving  in  the  field  poles  only  the  residual  magnetism. 
The  armature  is  then  short-circuited,  and  sufficient  current  flows  to  give 
the  desired  braking  effort. 

In  electric  railroads,  regenerative  braking  has  been  tried  and  is  gen- 
erally successful.  When  continuous-current  motors  are  used  for  the  motive 
power,  it  is  possible  to  make  them  pump  power  back  into  the  trolley 
system  when  running  downhill,  thus  not  only  acting  as  efficient  brakes 
but  also  saving  the  mechanical  braking  equipment.  As  a  series  motor  will 
not  reverse  the  direction  of  its  current,  no  matter  what  the  speed  may  be, 
it  is  necessary  to  make  the  motors,  which  are  to  be  used  for  braking,  sep- 
arately excited  when  braking.  In  the  latest  scheme,  two  of  the  motors 
of  a  train  are  used  as  a  motor-generator  set  to  supply  field  current  to  all 
the  other  motors  of  the  train  acting  as  brakes;  each  of  these  motors  is 
connected  to  the  trolley  system  and,  if  running  at  sufficient  speed,  and 
supplied  with  sufficient  field  current,  it  will  supply  power  to  the  trolley. 
The  amount  supplied,  and  hence  the  braking  effort,  is  controllable  by  the 
field  current.  In  the  C,  M.,  and  St.  P.  RR.,  this  scheme  decreases  the  total 
power  required  for  operation  of  the  road  by  about  15  per  cent,  thus  cut- 
ting down  the  power  bill  by  this  amount.  A  more  important  advantage 
of  this  braking  scheme,  however,  is  to  be  found  in  the  saving  of  brake 
shoes  and  wheel  rims.  Even  if  no  power  at  all  were  saved  by  the  scheme, 
it  would  still  be  worth  while  because  of  the  saving  in  wear  of  shoes  and 
wheels. 

295.  Balancers. — A  balancer  is  a  motor-generator  set  used  for  the 
purpose  of  maintaining  equality,  or  approximate  equality,  between  the 
voltages  on  the  two  sides  of  a  three-wire  sj-^stem.    In  Fig.  302,  a  three- 
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Fia.  302. — Showing  the  connection  of  a  balancer 
act  to  a  threo-wirc  distribution  system,  the 
neutral  wire  carrj'ing  twenty  amperes,  due 
to  the  unbalanced  load.  This  diagram 
assumes  that  the  balancer  consumes  no  power 
to  run  itself. 


wire  system  is  shown,  the  voltage  across  the  outside  of  which  is  main- 
tained constant  at  220  volts  by  an  onlinan'  220- volt  generator.  The 
balancer  set,  consisting  of  two  duplicate  machines,  mechanically  direct- 
connected,  have  their  armatures  electrically  in  series  across  the  two  out- 
side wires;  the  neutral  wire  is  connected  between  the  two  armatures. 
The  fields  are  also  generally 
connected  in  series  across  the 
outside  wires,  as  shown. 

The  action  of  the  Imlancer 
set  in  maintaining  the  poten- 
tial of  the  neutral  midway 
between  the  two  outside  wires, 
may  be  seen  from  Fig.  302. 
When  the  load  is  unbalanced, 
the  unit  connected  across  the 
heaN-ily  loaded,  lower  voltage, 
side,  will  act  as  a  generator 
while  that  across  the  lightly 
loaded  side  will  operate  as  a 

motor.  If  the  machines  comprising  the  balancer  set  are  assumed  to  have 
no  losses,  the  neutral  current  will  divide  equally  between  them,  and 
the  power  absorlx»d  by  the  lower  machine,  or  motor,  will  be  given  out  by 
the  upper  one  acting  as  a  generator.  In  Fig.  302,  the  current  distribution 
throughout  the  system  is  indicated  by  arrows  and  figures,  the  field  cur- 
rents of  the  machines  being 

-J »  I 1        disregarded. 

Transferring  the  unbalance 
in  the  loads  to  the  other  side 
will  simply  reverse  the  func- 
tion of  the  two  units;  the 
machine  acting  before  as 
motor  becomes  a  generator, 
and  vice  versa. 

When  there  is  no  load  on 
the  system,  or  when  the  loads 
on  the  two  sides  are  equal, 
the  two  machines  of  the  bal- 
ancer set  act  as  motors  in  series,  the  voltage  across  each  being  in  this 
case  110  volts,  as  shown  in  Fig.  303.  In  this  figure  the  shunt  fields  of 
the  two  machines  are  also  connected  in  series  across  the  outside  wires, 
giving  both  fields  the  same  constant  value  of  current.  It  is  assumed 
that  the  field  current  is  0.5  ampere,  and  that  with  no  load  on  the  bal- 
ancer an  armature  current  of  2  amperes  is  required  for  each  motor;  th^ 
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Fig.  303. — Conditions  in  a  balancer  set  when 
the  two  loads  are  equal,  the  neutral  carrying 
no  current.  It  is  assumed  that  the  balancer 
units  require  currents  as  shown  to  supply 
the  no-load  losses. 
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main  generator  therefore  furnishes  20  amperes  at  220  volts  to  the  load  and 

2.5  amperes  to  the  balancer  set. 

If,  with  the  unbalanced  load  of  Fig.  302,  the  losses  of  the  balancer  set 

are  assumed  the  same  as  in  Fig.  303,  the  current  distribution  will  be  as  in 

Fig.  304;  obviously  the  losses 
of  the  entire  set  must  be 
supplied  through  that  machine 

voits/'"^     a  \_J        '         1    V    T     I        which  is  acting  as  a  motor. 


Actually  the  losses  will  be 
somewhat  greater  when  the 
balancer  is  loaded,  causing  a 
difference  in  the  armature 
Fig.  304.— With  the  amount  of  unbalance  in-  currents  still  greater  than  that 
dicated  in    Fig.    302,    and    with    the    losses      shown. 

assumed  in  Fig.  303,  the  current  distribution  With  an  unbalanced  load 

in  the  system  wiU  be  as  shown  here.  ^^e    terminal    voltage  of  the 

generator  G  will  be 

Vl  =  E  —I'aR'a, 

and  that  across  the  motor 

where  E' ,  I' a  and  R'a  are  respectively  the  generated  e.m.f.,  armature  cur- 
rent, and  armature  resistance  of  the  generator  G,  and  E",  I" a  and  R"a  are 
corresponding  quantities  for  the  motor  M.  E"  is  thus  the  c.e.m.f.  of  the 
motor  M. 

Since  the  machines  are  both  operating  at  the  same  speed  and  have  the 
same  field  current,  E'  must  be  equal  to  E".  It  follows  that  the  voltage  Fi 
across  the  heavily  loaded  side  must  be  less  than  the  voltage  V2  across  the 
lightly  loaded  side  by  an  amount  equal  to  the  sum  of  the  two  IR  drops. 

Thus,  with  the  field  connections  so  far  shown,  the  automatic  response 
of  the  balancer  set  depends  for  its  action  upon  an  unbalancing  of  the  volt- 
age. The  amount  of  voltage  unbalance  may  be  somewhat  reduced 
and  the  operation  of  a  balancer  set  thereby  improved  by  cross-connecting 
the  shunt  fields  of  the  two  machines  as  in  Fig.  305.  Now  as  the  voltage 
across  the  loaded  side  falls,  it  will  weaken  the  field  of  the  machine  operating 
as  motor,  holding  up  the  speed  of  the  set.  An  increase  in  the  voltage 
across  the  lightly  loaded  side  will  at  the  same  time  strengthen  the  field  of 
the  generator,  and  thereby  somewhat  increase  its  generated  e.m.f.  There 
must,  however,  be  still  some  voltage  unbalance. 

Perfect  regulation  may  be  obtained  if  compound-wound  machines  are 
used,  their  series  fields  being  connected  in  series  in  the  neutral  in  such  an 
order  that  the  neutral  current  flowing  through  the  two  series  fields  increases 
the  field  strength  of  the  generator  and  weakens  that  of  the  motor.    The 
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connections  for  this  arranRement  arc  shown  in  Fig.  306,  the  upper  machine 
Ix'ing  across  the  heavily  loaded  side  and  therefore  acting  as  a  generator. 
The  connections  are,  however,  such  that  if  the  load  unbalance  is  shifted 
and  the  neutral  current  reverses,  the  lower  machine,  now  acting  as  gene- 
rator, has  its  field  strtmgtiioned  and  the  upper  machine,  now  a  motor,  has 
its  field  weakened. 

With  this  arrangement  the  actual  amount  of  series-field  current  that 
each  machine  will  receive  must  be  carefully  adjusted  by  means  of  German 


Fig.  305. 


Fig.  306. 


Fig.  305. — By  cross-connecting  the  fields  of  the  balancer  set  it  is  possible  to  reduct 
the  amount  ot  unbalance  in  the  voltage  for  a  given  amount  of  unbalance  in  current. 

Fig.  306. — By  suitably  compounding  the  units  of  the  balancer  set  and  connecting 
the  series  field  in  the  neutral  wire  it  is  possible  to  keep  the  voltage  division  between 
the  two  sides  of  the  line  as  nearly  equal  ae  may  be  desired. 

silver  shunts.     If  the  series  fields  are  too  strong,  the  voltage  on  the  heavily 
loaded  side  will  increase. 

In  practice,  balancer  sets  are  not  usually  called  upon  to  handle  more 
than  15  or  20  per  cent  unbalance  in  load;  i.e.,  the  neutral  current  will  not 
be  more  than  15  to  20  per  cent  of  the  full-load  current  of  the  main  gener- 
ator. The  actual  current  through  either  unit  of  the  set  will  generally  be 
less  than  the  neutral  current,  so  that  the  balancer  units  are  relatively 
small  machines. 


PROBLEMS 


1.  A  four-pole  lap-wound  motor  has  1.2x10*  lines  per  pole,  and  55  armature 
coils  of  6  turns  each.  If  the  armature  current  taken  from  the  line  is  40  amperes, 
what  will  Ije  the  torque? 

2.  If  the  above  motor  is  turning  at  1200  r.p.m.  and  the  armature  current  is 
35  amperes,  what  horsepower  is  being  developed?  If  the  speed  is  cut  down  to 
600  r.p.m.,  by  resistance  in  series  with  the  armature,  and  the  armature  current  is 
60  amperes,  how  many  horsepower  are  being  converted  by  the  motor  into  mechan- 
ical power? 
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3.  A  bipolar  motor  has  an  armature  8  inches  in  diameter  and  10  inches  long; 
polar  angle  is  120°.  There  are  55  coils  of  2  turns  each,  and  the  air-gap  density  is 
5500  gausses.  Neglecting  pole  fringe,  how  many  horsepower  are  being  developed,  if 
the  armature  takes  65  amperes  and  turns  1350  r.p.m.?  If  the  friction  and  core 
losses  are  350  watts,  what  is  the  torque  at  the  pulley? 

4.  A  bipolar  shunt-wound  motor  takes  52.2  amperes  from  220-volt  line;  the 
field  resistance  is  125  ohms  and  the  armature  resistance  is  0.12  ohm.  The  flux 
is  3.05X10^  lines,  and  the  number  of  conductors  is  280.  What  is  the  c.e.m.f., 
and  at  what  speed  is  the  motor  turning?     Allow  2  volts  for  total  brush  drop. 

5.  The  field  winding  of  a  shunt  motor  has  a  resistance  of  105  ohms,  and  is  con- 
nected to  a  240-volt  line.  The  total  current  taken  by  the  motor  is  55  amperes, 
and  the  armature  resistance  is  0.18  ohm.  How  much  power  is  used  as  heat  in  the 
field,  and  how  much  in  the  armature?  If  the  core  loss  and  friction  loss  together 
are  280  watts,  how  much  horsepower  is  being  delivered?  What  is  the  speed,  if 
the  torque  is  110  Ib.-ft.? 

6.  A  110-volt  shunt  motor  has  an  armature  resistance  of  0.42  ohm  and  brush 
contact  drop  of  3  volts.  Field  resistance  is  130  ohms.  When  drawing  39.5  amperes 
from  the  line,  the  motor  runs  1150  r.p.m.  At  what  speed  must  the  machine  run 
as  a  generator  to  deliver  45  amperes  at  110  volts.  What  is  the  difference  in  the 
generated  voltage  when  taking  40  amperes  as  a  motor  and  delivering  40  amperes  as 
a  generator,  both  on  a  1 10-volt  line? 

7.  Find  the  speed  of  a  railway  motor,  in  r.p.m.,  corresponding  to  a  car  speed  of 
25  miles  per  hour,  the  gear  ratio  being  15  :  64,  and  the  car  wheels  being  33  inches 
diameter.  Assuming  10  per  cent  of  the  motor  torque  used  up  in  gear  and  axle 
friction,  what  is  the  motor  torque  in  Ib.-ft.  if  the  car  requires  a  tractive  effort  of 
2400  pounds?    What  is  the  horsepower  output  of  the  motor? 

8.  A  bipolar  shunt  motor  has  a  full-load  armature  current  of  95  amperes,  an 
armature  resistance  of  0.092  ohm,  and  280  conductors  on  the  armature.  The 
flux  is  3.45  X 10"  lines  per  pole.  If  the  brush  contact  drop  is  2  volts  at  no  load,  and 
3  volts  at  full  load,  what  is  the  no-load  speed  and  the  full-load  speed?  The  friction 
and  core  losses  are  450  watts.    (Line  voltage  =  1 10.) 

9.  In  the  above  problem,  the  field  current  is  reduced  10  per  cent  by  the  field 
rheostat,  and  the  reluctance  of  the  magnetic  circuit  therewith  is  reduced  by  2 
per  cent.    Answer  same  questions  as  for  Problem  8. 

10.  By  how  many  ampere-turns  would  the  effective  field  m.m.f.  be  reduced 
by  armature  reaction,  if  the  brushes,  were  moved  back,  in  the  machine  of  Problem  8, 
by  20°,  the  armature  carrying  full-load  current? 

11.  A  series-wound  armature  for  a  four-pole,  220-volt  shunt  motor  has  full-load 
current  of  90  amperes.  The  field  resistance  is  40  ohms,  and  the  armature  resistance 
is  0.15  ohm.  The  flux  per  pole  is  3.8  X 10*  lines,  and  there  are  280  conductors  on  the 
armature.  The  no-load  input  to  the  armature  is  900  watts.  What  is  the  no-load 
speed,  full-load  speed,  and  speed  regulation?  Assume  brush  drop  as  2  volts  at 
no-load  and  as  3  volts  at  full-load. 

12.  Solve  the  above  problem  for  full-load  speed,  assuming  that  there  is,  in 
addition,  a  series-field  winding  of  0.022  ohm,  shunted  by  a  German  silver  strip  of 
0.018  ohm,  the  flux  being  the  same  as  for  the  previous  problem. 

13.  What  would  be  the  speed  of  the  motor  of  Problem  11  with  full-load  current 
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flowiii}?,  if  tlHTc  wore  iii.Hortet]  in  tlie  armutun'  rircuit  an  extra  resistance*  of 
1.2  ohms? 

14.  If  the  field-circuit  resistance  of  the  motor  of  Problem  11  was  measured 
at  70"  F.,  and  after  it  has  run  for  two  hours  the  resistance  of  the  field  circuit  is 
found  to  be  48.5  ohms,  what  is  the  temperature  of  the  winding? 

16.  A  certain  shunt  motor  having  an  armature  resistance  of  0.042  ohm  has  a 
full-load  current  in  the  armature  of  1 10  amperes.  It  runs  at  450  r.p.m.  with  full 
load,  when  on  the  110-voit  line.  What  full-load  speeds  are  available  with  the 
power  supply  given  in  Fig.  292,  the  field  circuit  remaining  constantly  on  the 
1 10- volt  line?    Assume  3  volts  brush  drop  at  full  load. 

16.  Two  25-h.p.,  1200-r.p.m.,  110-volt  shunt  motors  are  directly  connected 
mechanically,  and  their  shunt  fields  are  in  series  on  a  220-volt  line.  At  what  speed 
will  the  motors  run  if  the  armatures,  in  series,  are  connected  to  a  220-volt  line? 
If  connected  to  a  110-volt  line?  If  the  fields  are  in  parallel  on  a  110-volt  line  and 
armatures  in  series  on  a  220-volt  line? 

17.  For  the  first  case  in  the  above  problem,  the  field  strength  of  one  motor  is 
reduced  by  shunting  it  with  a  resistance  just  equal  to  the  field  resistance.  At  what 
-]ieed  will  the  motors  run,  and  how  much  power  will  each  motor  deliver  when 

arrying  full-load  current  in  its  armature?  Assume  permeability  constant  and 
iisregard  brush  drop. 

18.  A  four-pole,  wave-wound,  600-volt  railway  motor  has  140  turns  per  field 
rf)il.    Armature  resistance  is  0.15  ohm,  and  field  resistance  0.21  ohm.    Full-load 

iirrent  is  90  amperes.  Number  of  conductors  on  the  armature  is  912.  With 
30  amperes  flowing,  the  flux  per  pole  is  1.8X10*  lines.  Assume  reluctance  of  the 
magnetic  circuit  constant.     What  is  the  speed  for  50,  100,  and  150  amperes? 

19.  At  what  speed  will  the  motor  in  the  above  problem  run,  if  2.5  ohms  resist- 
ance are  inserted  in  series  with  it,  and  the  current  is  45  amperes? 

20.  A  110-volt  motor  is  fitted  with  a  steel  flywheel  weighing  700  pounds,  the 
radius  of  g>Tation  of  which  is  15  inches.  If  the  current  during  the  starting  perio<l 
is  20  amperes,  and  the  average  voltage  on  the  armature  during  the  starting  period 
is  50  volts,  and  the  armature  losses  are  negligible,  how  long  does  it  take  to  bring 
the  flj'wheel  to  a  speed  of  500  r.p.m.?  How  much  longer  would  it  take  to  get  it  to 
800  r.p.m. 

21.  The  frictional  and  core  losses  of  the  above  motor  are  450  watts  at  700  r.p.m. 
and  may  be  assumed  directly  proportional  to  the  speed.     How  long  will  it  take  for 

he  motor  to  come  to  rest  after  the  power  is  shut  off,  for  the  two  speeds  mentioned 
in  Problem  20? 

22.  A  110-volt  shunt  motor  having  an  armature  resistance  of  0.15  ohm  has  a 
normal  speed  of  950  r.p.m.  when  carrying  full-load  current  of  50  amperes.  How 
much  resistance  must  be  put  in  series  with  the  armature  if  it  is  desired  to  give 
full-load  torque  at  450  r.p.m.? 

23.  A  car  weighing  10  tons  is  running  down  a  5  per  cent  grade  at  a  speed  of  20 
miles  per  hour,  being  held  at  this  speed  by  friction  and  regenerative  braking.  If 
the  tractive  effort  to  overcome  friction  at  this  speed  is  500  pounds,  how  much  cur- 
rent is  the  motor  delivering  to  the  trolley,  this  being  at  600  volts  above  ground? 


CHAPTER  X 
EFFICIENCY,    HEATING   AND   RATING 

296.  Importance  of  a  High  Efficiency. — If  the  amount  of  electrical 
power  put  into  a  motor  is  measured,  and  the  mechanical  power  output 
is  measured  at  the  same  time,  the  efficiency  of  the  motor  may  be 
obtained  by  finding  the  ratio  of  the  output  to  the  input.  In  just  the  same 
way,  the  efficiency  of  a  generator  is  the  ratio  of  the  output  to  the  input; 
in  this  case,  however,  the  input  is  mechanical  power  and  the  output  is  in  the 
form  of  electrical  power.  Both  input  and  output  must  be  expressed  in 
the  same  unit  before  the  efficiency  may  be  calculated.  Suppose,  for 
example,  that  the  input  to  a  small  electric  motor  is  1  kw.  and  the  output  is 
1  h.p.     The  output,  in  terms  of  kilowatts,  is  0.746,  so  that  the  efficiency  is 

0.746     _,  ^ 

— j — -  =  74 . 6  per  cent. 

Or,  we  might  say  the  input  is  equal  to  1.34  h.p.,  so  that  the  efficiency  is 
equal  to  .— ^^  =  74 . 6  per  cent. 

The  efficiency  of  an  electrical  machine  is  one  of  its  most  important 
characteristics.  To  illustrate  the  importance  of  a  high  efficiency  for  a 
motor,  let  us  consider  the  case  of  a  factory  requiring  100  h.p.  to  run  the 
machinery  installed  in  it.  If  the  motor  used  to  drive  the  shafting  has  an 
efficiency  of  90  per  cent,  the  necessary  input  when  the  motor  is  giving  off 
100  h.p.  is  equal  to  100-^-0.90=  111  h.p.,  which  is  equal  to  83  kw.  Suppose 
the  price  of  power  is  10.06  per  kilowatt-hour  (prices  vary  between  $0.03 
and  $0.15  per  kilowatt-hour,  according  to  the  size  and  location  of  the 
power  station  and  the  amount  of  power  used  by  the  customer).  The  cost  of 
power  per  ten-hour  day  would  be  equal  to  $0.06  X  83  X 10  =  $49.80. 

If  the  motor  has  an  efficiency  of  80  per  cent,  we  may  calculate,  in  the 
same  way,  the  cost  for  power  to  run  the  factory  a  ten-hour  day  and  find 
it  to  be  $56,00.  The  difference  in  cost  in  operating  these  two  motors 
for  a  year  would  be  $1860,  and  this  is  more  than  the  probable  cost  of 
the  motor.  This  one  example  serves  to  show  how  important  the  efficiency 
of  a  dynamo-electric  machine  is  commercially. 

297.  Determination  of  EflEiciency  from  Name-plate  Data. — The  full- 
load  efficiency  of  a  motor  can  always  be  approximatelv  <lptermined  irom 
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the  rating  given  <mi  its  naiue-plate.  The  A.I.E.E.  rules  specify  that, 
among  other  things,  the  nanio-plate  of  a  motor  shall  give  the  voltage  and 
current  for  which  the  machino  was  designed  at  full  load,  and  the  output  in 
horsepower  (if  the  machine  is  a  motor). 

Suppose,  for  example,  that  the  rating  of  a  certain  machine  from  the 
name-plate  is  110  volts,  38.5  amperes,  5  h.p. 

The  watti*  input,  full  load  =  1 10  X .'58.5 =4350  watts. 
The  watts  output,  full  load  =  5X746  =3730  watts. 
Hence  the  full-load  efficiency  =  3730 -1-4350  =  85.7  per  cent. 

298.  Measured  and  Conventional  Efficiency. — The  efficiency  of  any 
machine  being  the  ratio  of  its  output  to  its  input,  expressed  in  terms  of  the 
same  unit  of  i>ower,  we  may  write, 

,,~  .  Output     Input  — losses  Output  /,.^v 

Efficiency  =  -= — ^  =  — ^ ~ =7^r-  ~ri •    •     (120) 

Input  Input  Output+losses 

The  efficiency  of  any  electrical  machine  can  be  determined  by  actually 
loading  it  and  measuring  its  output  and  input;  the  efficiency  determined 
from  actual  load  measurements  is  called  the  directly  measured  efficiency. 

Ever>'  piece  of  electrical  apparatus  carries  a  name-plate,  on  which  is 
plainly  marked  its  rating.  In  the  case  of  generators,  the  rating  is  expressed 
as  the  kilowatts  which  the  generator  can  furnish  at  its  terminals;  the 
rating  of  motors  (except  series  railway  motors)  is  usually  given  as  the 
horsepower  available  at  the  shaft.  It  is  necessary  to  specify  also  the 
terminal  voltage  of  the  machine  and  the  speed  at  which  it  is  to  operate 
at  full  load;  customarily  the  full-load  current  is  also  given.  In  the  case 
of  railway  motors,  only  the  full-load  current,  voltage,  and  speed  are 
specifie<l. 

From  Eq.  (120),  it  is  evident  that  if  an  input  or  an  output  is  assumed 
for  a  machine  from  its  name-plate,  and  the  corresponding  losses  are  deter- 
mined, the  efficiency  at  the  input  or  output  assumed  may  be  obtained. 
The  efficiency  so  determined  is  properly  called  the  conventional  efficiency, 
although  it  is  also  often  termed  the  predicted  efficiency. 

It  is  not  alwaj-s  possible  to  measure  exactly  the  losses  corresponding 
to  any  particular  load;  some  are  measured  under  different  conditions  of 
loading,  some  are  calculated  from  resistance  measurements,  others  may 
even  be  determined  by  empirical  methods.  It  is  because  these  losses  are 
iletermined  by  conventional  methods,  that  the  value  of  efficiency  result- 
ing is  called  the  conventional  efficiency. 

The  ordinary  electrical  machine  has  a  fairly  high  efficiency,  generally 
over  80  per  cent.  In  view  of  this  fact,  it  is  generally  possible  to  get  the 
efficiency'  of  an  electrical  machine  more  accurately  by  a  suitable  con- 
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ventional  method  than  it  is  by  making  direct  measure  of  input  and  output. 
Thus,  with  an  efficiency  of  90  per  cent,  if  the  input  is  read  1  per  cent 
high  in  the  direct  measurement  of  efficiency  and  the  output  is  read  1  per 
cent  low,  the  efficiency,  as  found,  will  be  2  per  cent  lower  than  its  actual 
value.  On  the  other  hand,  in  the  conventional  method,  even  if  an  error  of 
2  per  cent  is  made  in-  dgtermining  the  losses,  the  efficiency  will  differ  from 
its  actual  value  by  only  0.2  per,  cent. 

This  latter  statement  is  based,  of  course,  on  the  assumption  that  the 
conventional  method  does  measure  the  actual  losses  as  they  would  exist 
if  the  machine  were  loaded  to  the  corresponding  value.  Actually,  such  is 
not  the  case,  the  core  loss  in  a  rotating  armature,  for  example,  is  by  no 
means  the  same  in  the  conventional  test  as  when  actually  running  under 
load.  But  even  if  a  considerable  error  of  this  kind  is  involved,  the  con- 
ventional efficiency  is  probably  as  near  the  actual  value  as  is  the  directly 
measured  value  of  efficiency.  The  more  efficient  the  machine,  the  greater 
is  the  superiority  of  the  conventional  method. 

299.  Losses  and  their  Variation  with  Load. — Mechanical  Losses. 
There  are  several  so-called  losses  in  any  electric  machine.  For  example, 
in  the  operation  of  a  motor,,  some  of  the  power  input  is  used  in  overcoming 
the  friction  of  the  shaft  turning  in  the  bearings,  the  friction  of  the  brushes 
on  the  commutator,  and  the  friction  of  the  revolving  armature  on  the  air 
(called  windage) .    These  are  usually  designated  as  mechanical  losses. 

Electrical  Losses.  There  are  also  other  losses  due  to  ohmic  resistance, 
hysteresis,  and  eddy  currents;  these  are  called  electrical  losses.  As 
losses  due  to  ohmic  resistance  may  be  mentioned  the  PR  losses  in  the  field 
windings  and  field  rheostat,  in  the  armature  windings,  and  in  the  brushes 
and  brush  contacts.  Then  there  are  the  hysteresis  and  eddy-current 
losses  in  the  armature  core  and  the  pole  faces,  where  power  is  used  and 
given  out  in  the  form  of  heat. 

Variation  of  Losses  with  Load.  Some  losses  are  independent  of  the  load 
the  machine  is  carrying,  and  some  vary  with  the  load.  If  the  speed  of  a 
machine  (either  motor  or  generator)  remains  constant  as  the  load  varies, 
we  may  assume  that  all  of  the  mechanical  losses  are  constant,  i.e.,  inde- 
pendent of  load.  If  they  are  measured  at  any  one  load  they  may  be 
regarded  as  having  the  same  value  for  any  other  load. 

When  the  speed  of  a  inachine  varies  as  the  load  changes,  the  mechanical 
losses  may  he  considered  to  vary  directly  with  the  speed.  If,  for  example,  in 
a  series  motor,  the  mechanical  losses  are  measured  and  found  to  be  800 
watts  when  the  armature  is  turning  1200  r.p.m.,  they  may  be  assumed  to 
equal  400  watts  when  the  motor  is  turning  600  r.p.m. 

The  current  flowing  in  a  shunt  field  is  nearly  independent  of  the  load. 
In  the  case  of  a  shunt  motor  connected  to  a  constant-potential  line,  the 
shunt-field  current  wilLbe  entirely  independent  of  the  load,  and  hence 
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the  PR  loss  in  the  field  coils  will  be  coruUanl.  This  Kjss  will  In?  larger  when 
the  machine  is  first  started  than  when  it  has  run  a  sufficient  length  of  time 
to  get  wanned  up;  in  Chapter  IV  the  effect  of  an  increasing  temperature 
upon  the  resistance  of  a  conductor  was  discussed. 

The  current  in  the  armature  and  series  field  of  a  motor  (or  generator) 
is  proportional  to  the  load  the  machine  is  carrying;  the  ohmic  resistance 
loss  is,  therefore,  proportional  to  the  square  of  the  load,  and  if  the  PR  loss 
is  plottotl  as  one  coordinate  with  the  load  as  the  other,  the  cur\'e  will  be  a 
paralK)Ia. 

300.  Loss  at  the  Brush  Contacts. — The  resistance  of  the  brush  con- 
tacts (carlx)n  brushes  are  assumed)  is  not  a  constant  quantity,  but  depends 
upon  the  current  density  at  the  contact  surface.  If  the  current  density 
'-  low,  the  resistance  is  high,  and  vice  versa.  This  is  entirely  different 
;rom  the  armature  and  field  circuits;  except  for  the  temperature  change 
effects,  the  resistances  of  these  circuits  are  constant  and  not  affected  by 
the  current  density.  It  has  been  found  by  experiment  that  the  IR  drop 
through  two  brush  contacts  in  series  may  be  calculated  approximately  by 
the  formula, 

IR  drop=  1.0-1- (0.3  X amperes  per  sq.  cm.) 

=  1.0-f(0.047Xamperespersq.  in.)  .     .     .     (121) 

If  we  assume  the  normal  current  density  at  full  load  is  5  amperes  per 
square  centimeter,  then  the  brush  contact  drop  =1.0-f  (0.3X5)  =  2.5  volts, 
for  both  brushes  together.  This  drop  is  nearly  the  same  on  all  sizes  of 
machines,  as  it  depends  only  upon  the  current  density  in  the  brush  contacts 
and  not  upon  the  current  itself;  the  current  density  at  rated  load  is  practi- 
cally the  same  for  all  sizes  of  machines. 

The  loss  due  to  brush-contact  resistance  is  small  compared  to  the  other 
losses  in  a  machine  and  it  is  often  computed  by  taking  the  IR,  or  conUui 
resistance  drop,  as  equal  to  2  wUs  at  all  loads.  This  makes  the  calculation 
of  brush  contact  PR  ver>'  simple,  and  even  though  it  is  a  rough  approxima- 
lon,  but  very  little  error  is  produced  in  the  final  result.  In  a  motor  taking 
40  amperes  at  full  load,  the  contact  resistance  loss  may  be  approximately 
obtained  by  putting  PR  loss  =  40X2  =  80  watts,  etc. 

301.  Hysteresis  and  Eddy-Current  Losses. — In  a  shunt  generator  or 
motor,  the  hystereais  ami  eddy-current  losses  may  be  considered  as  independent 
of  the  load,  providing  the  speed  does  not  change  with  the  load.  They  depend 
upon  the  flux  density  in  the  armature  core  and  the  speed  with  which  the 
armature  revolves.  In  the  case  of  a  motor  the  speed  will  generally  change 
somewhat  as  the  load  changes;  and  in  this  case,  however,  but  little  error 
is  made  if  these  losses  are  con.sidered  to  vary  directly  with  the  speed,  as 
do  the  mechanical  losses. 
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302.  Stray  Power. — All  of  the  mechanical  losses,  and  the  hysteresis 
and  eddy-current  losses  (commonly  called  core  loss)  are  measured  together, 
and  the  whole  loss  is  called  the  stray  power.  The  stray  power  therefore 
comprises  all  mechanical  losses  and  core  losses,  and,  if  the  field  density  is 
considered  as  constant,  it  may  be  assumed  to  vary  directly  with  the  speed. 

303.  Loss  Curves. — We  have,  then,  four  losses  to  take  into  considera- 
tion when  determining  the  efficiency  of  a  motor  or  generator:  the  stray 
power,  which  varies  slightly  with  the  load;  the  shunt-field  loss,  which  is 

generally  independent  of  the 
load;  the  brush-contact  resist- 
ance loss,  which  varies  directly 
with  the  load;  and  the  armature 
and  series-field  (if  there  is  any) 
PR  loss,  which  varies  with  the 
square  of  the  load. 

These  various  losses  are  shown 
plotted  as  curves  in  Fig.  307. 
The  results  are  taken  from  a  test 
of  a  5-h.p.  shunt  motor  and  are 
about  right  for  any  continuous- 
current  machine  of  this  capacity. 
The  curve  marked  "  total  loss  " 
is  plotted  by  adding  the  ordinates 
of  the  other  four  curves,  the  sig- 
nificance of  which  is  indicated  in 
the  figure.  The  shunt-field  loss 
is  97  watts  at  all  loads;  and  the 
stray  power  is  320  watts  at  no  load  and  practically  the  same  at  full 
load;  the  brush-contact  resistance  loss  is  3  watts  at  no  load  and  80 
watts  at  full  load ;  the  no-load  armature  PR  loss  is  less  than  one  watt  and 
at  full  load  it  is  242  watts. 

304.  Calculation  of  EflBlciency  from  Loss  Curves. — If  such  a  set  of 
curves  is  given  for  any  machine,  its  efficiency  curve  may  be  at  once 
obtained.  The  input  to  any  electric  machine  must  evidently  be  equal  to 
the  output  plus  all  the  losses  occurring  in  the  machine;  hence  the  effi- 
ciency may  be  obtained  by  using  the  formula. 
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307. — The  loss  curves  for  a  five  horse- 
power continuous-current  motor. 


Efficiency  = 


Output 


Output -|- losses" 


(122) 


At  full  load  the  output  of  the  motor  referred  to  in  the  previous  paragraph 
is  equal  to  746X5  =  3730  watts. 
The  input  must  be 
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3730+ (242+97+80+320) =4469  watte. 

Hence, 

3730 
The  full  load  efficiency =^2^  =  83. 6  per  cent. 


When  the  output =4  h,p., 

The 
When  the  output  =  3  h.p., 

The 
When  the  output  =  2  h.p., 

The 
When  the  output  =  1  h.p., 

The 
When  the  output  =  0  h.p., 


2982 
The  efficiency  =  =  82 . 7  per  cent. 


2238 
The  efficiency  =  ^^     --^,  =  80 . 3  per  cent. 


1492 

The  efficiency  =  ,  ^»o  .  a^,,  =  75 . 1  per  cent. 

1492+495 


746 
The  efficiency  =  -.„.-_  =  62 . 1  per  cent. 


The  efficiency = j^  =  0  per  cent. 

Ordinarily,  the  loss  curves  are  not  obtained  in  terms  of  horsepower 
output,  but  in  terms  of  the  armature  current,  and  hence  the  efficiency 
curve  is  obtained  in  terms  of  the  armature  current.  It  may,  however,  be 
readily  converted  into  terms  of  horsepower  if  so  desired. 

306.  Efficiency  Determination  without  Actually  Loading  the  Machine. — 
To  determine  the  conventional  efficiency  of  an  electrical  machine  it  is  not 
necessary  to  actually  load  it;  some  method  of  determining  the  various 
losses  is  all  that  is  required.  This  is  a  great  advantage  in  the  testing  of  large 
machines;  for  example,  if  a  1000-h.p.  motor  were  to  be  tested,  two  diffi- 
culties would  be  encountered  if  it  were  attempted  to  actually  load  it  up 
to  its  rated  capacity.  First,  it  would  be  difficult  to  find  some  way  of 
putting  a  load  of  1000  h.p.  on  the  motor  and  then  of  measuring  it  accu- 
rately; secondly,  it  would  require  about  1000  kw.  of  power  to  run  the  test 
and,  even  though  this  power  were  available,  it  would  all  be  wasted  in  running 
the  test  unless  some  special  "  pump-back  "  test  was  used. 

The  term  "  pump-back  "  test  is  used  to  designate  a  test  in  which  two 
similar  machines  are  being  tested  at  the  same  time.  In  such  a  c^se,  one 
machine  is  generally  used  as  a  motor  to  drive  the  other  machine  as  a  gener- 
ator; the  power  from  the  generator  is  "  pumped  "  back  into  the  line 
from  which  the  motor  is  drawing  ite  power;  hence  the  power  actually 
used,  even  when  both  machines  are  operating  at  approximately  full  load, 
is  only  that  amount  necessary  to  supply  the  losses  in  the  two  machines. 
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306.  Obtaining  Data  for  the  Determination  of  Efficiency. — To  deter- 
mine the  losses,  no  facilities  for  loading  the  machine  are  required,  and 
but  little  power  is  used  in  making  the  test.  To  get  the  stray  power,  the 
machine  is  run  as  a  motor  with  no  load  and,  after  sufficient  time  has 
elapsed  for  the  field  coils  to  warm  up,  the  input  to  the  armature  circuit 
is  measured. 

The  resistance  of  the  armature  winding  is  determined,  and  the  arma- 
ture PR  loss  (with  no-load  current  flowing)  is  calculated.  This  sub- 
tracted from  the  no-load  input  to  the  armature  gives  the  no-load  stray 
power,  and  this  is  assumed  as  the  same  for  all  loads.  The  resistance  of  the 
shunt-field  circuit  is  measured,  and  the  shunt- field  PR  loss  is  found.  The 
brush-contact  resistance  is  calculated  after  the  area  of  the  brush  con- 
tact has  been  measured,  and  the  brush-contact  PR  loss  may  be  determined 
from  the  formula  discussed  in  a  previous  paragraph.     (Eq.  121.) 

The  readings  obtained  from  such  a  test  upon  a  100-h.p.  motor  would 
give  results  about  as  follows: 

Rated  voltage  =230  volts; 

Rated  current  =350  amperes; 

Shunt-field  resistance  (hot)  =49.8  ohms; 

Armature  resistance  (hot)  =0.0112  ohm; 

Armature  current  (running  light)  =  15,1  amperes; 

Total  area  of  all  brush  contacts     =  140  sq.  cm.; 

Current  density  at  full  load  =4.93  amperes  per  sq.  cm,; 

Drop  at  brush  contacts,  full  load  =  1.0-^(0.3X4.93)  =  2.48  volts; 

Drop  at  brush  contacts,  half  load  =  1.0+ (0,3X2.46)  =  1.74  volts; 

Armature  PR  loss,  no  load  =  15.12X0.0112  =  2,5  watts; 

Stray  power  at  no  load  (assumed  constant  in  this  problem) 

=  (230X15.1)-  |2.54-15.lA.O+('o.3X^))|  =3455  watts; 

2302 
Shunt-field  loss  =  jx-o  =  1060  watts. 

From  the  data,  the  curves  of  Fig.  308  were  plotted.  Then  the  total- 
loss  curve  was  constructed  and  from  this  the  efficiency  was  readily  com- 
puted. The  shape  of  the  efficiency  curve  is  about  the  same  for  any 
electric  motor  or  generator.  The  efficiency  is  low  at  light  loads,  reaches 
a  fair  value  at  half-load  and,  from  this  point  up  to  one  and  one-quarter 
load,  is  practically  constant.  The  full-load  efficiency  of  large  machines 
may  be  as  high  as  94  per  cent,  while  for  small  machines  of  a  few  horse- 
power it  is  nearer  80  per  cent. 
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307.  Allowable  Operating  Temperatures. — It  has  been  said  before 
that  the  capacity  of  any  electriail  luachino  is  limited  by  the  ability  of  its 
insulation  to  withstand,  continuously  and  without  deterioration,  the 
maximum  temperature  caused  by  Its  losses. 

EJxperience  shows  that,  for  each 
t}^^  of  insulation,  there  is  a  certain 
limiting  temperature  above  which 
the  insulation  will  deteriorate  more 
or  less  rapidly.  As  far  as  the  use- 
ful life  of  the  insulation  is  con- 
cerned, however,  there  does  not 
seem  to  be  any  advantage  in 
operating  at  temperatures  below 
this  safe  limit. 

For  the  purpose  of  standard- 
ization, the  American  Institute  of 
Electrical  Engineers  has,  in  its 
Standardization  Rules,  set  certain 
maximum  permissible  limits  for 
insulating  materials,  as  follows: 
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Fig.  308. —  Loss  curves  and  efficiency 
calculated  from  these  curves;  the  results 
are  for  a  lOO-hp.  230-volt  motor. 


Class  O.  Cotton,  silk,  paper  and  other  fibrous  materials,  not  so  treated  as  to 

increase  the  thermal  hmit 90°  C. 

Class  A.  Materials  similar  to  Class  O,  but  treated  or  impr^nated,  and  includ- 
ing enameled  wire 105"  C. 

Class  B.  Mica,  asbestos  and  other  nmtorial  capable  of  resisting  high  tempera- 
tures, in  which  any  Class  A  material  or  binder  is  used  for  struc- 
tural purposes  only,  and  may  be  destroyed  without  impairing  the 
insulating  or  mechanical  properties 125"  C. 

The  temperatures  fixed  are  those  which  should  not  be  exceeded  in 
any  part  of  the  insulation.  In  every  machine,  certain  spots  will  be  hotter 
than  the  average  for  the  part  of  the  machine  in  which  they  occur;  these 
are  called  the  hottest  spots.  The  temperatures  of  the  table  refer  to 
these  spots,  and  will  generally  be  from  10°  to  15*  C.  higher  than  the 
observed  temperatures  of  a  completed  armature  or  field  winding,  depending 
on  how  the  temperature  is  observed. 

308.  Capacity  and  Rating. — The  rating  of  an  electrical  machine  is 
determined  by  the  service  for  which  it  is  intended.  For  service  in  which 
the  machine  is  never  expected  to  operate  above  a  definite  limit,  the  rating 
may  be  the  same  as  the  capacity.  Such  machines  are  referred  to  as  50- 
degree;  they  are  not  intended  to  have  any  overload  capacity. 

When  the  service  requires  a  machine  to  operate  for  the  most  part  at 
or  l)elow  a  definite  limit,  but  is  likely  to  require  it  to  carry  certain  over- 
loads for  periods  of  a  few  hours,  the  rating  of  the  machine  must  be  less 
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than  its  capacity.  Such  machines  are  referred  to  as  40-degree  machines; 
they  are  usually  capable  of  carrying  25  per  cent  overload  for  two 
hours. 

Machines  intended  for  intermittent  loads,  as  railway  or  hoisting  motors, 
etc.,  are  given  an  intermittent,  or  "  short-time,"  rating.  With  such 
service,  heat  is  generated  intermittently,  but  is  dissipated  to  the  sur- 
rounding air  at  a  more  or  less  steady  rate.  Experience  has  shown  that 
such  service  may  be  approximated,  so  far  as  heating  is  concerned,  by 
allowing  the  machine  to  reach  its  limiting  temperature  after  continuous 
operation  at  rated  load  in  a  definite  time.  Thus,  a  motor  which,  operated 
at  full  load,  reaches  the  limiting  temperatures  in  two  hours,  is  given  a  two- 
hour  rating.  For  some  services,  a  twenty-minute  rating  approximates 
the  intermittent  duty  for  which  a  motor  is  intended;  railway  motors  are 
generally  given  a  one-hour  rating. 

Motors  intended  for  intermittent  duty  (especially  inclosed  motors), 
are  often  built  with  more  iron  than  is  necessary  for  magnetic  requirements, 
in  order  to  increase  their  heat-storage  capacity.  There  is  obviously  no 
gain  in  increasing  the  heat-storage  capacity  of  a  machine  that  is  to  be 
given  a  continuous  rating. 

309.  Heating  and  Cooling. — The  rise  in  temperature  of  a  machine 
depends  upon  the  rate  of  generation  of  heat,  upon  its  heat-storage  capacity, 
and  upon  the  facility  with  which  the  heat  is  dissipated.  When  the  rates  of 
heat  generation  and  dissipation  become  equal,  the  temperature  will 
become  stationary.  The  form  of  curve  showing  the  temperature  rise  is 
a  logarithmic  curve  of  exactly  the  same  shape  as  that  given  for  the  rise 
of  current  in  an  inductive  circuit,  in  section  87.  The  heat  dissipative 
quality  of  the  machine  corresponds  to  the  resistance,  and  the  heat  storage 
quality  of  the  machine  corresponds  to  the  inductance,  of  the  electric 
circuit,  the  rate  of  heat  supply  corresponds  to  the  voltage  impressed  in 
the  inductive  circuit  multiplied  by  the  final  value  of  the  current. 

Cooling  of  a  machine  is  facilitated  by  causing  air  currents  to  circulate 
in  definite  paths  through  the  machine.  In  modern  machines,  a  fan  at 
the  back  end  of  the  armature  is  quite  common. 

310.  Open  and  Closed  Ratings. — If  a  motor  is  installed  in  surround- 
ings where  the  air  is  clean,  it  may  be  open,  so  that  the  air  may  circulate 
freely  through  its  windings;  but  when  there  is  much  dust  in  the  air,  it 
becomes  necessary  to  protect  the  motor  from  the  dust  as  much  as  possible. 
In  such  cases,  only  one  or  two  openings,  covered  with  screens,  are  provided 
for  the  circulating  air,  resulting  in  a  semi-inclosed  motor.  If  the  surrounding 
air  is  laden  with  dust,  moisture,  or  fumes,  or  the  motor  is  subject  to  splash- 
ing (as  in  railway  or  marine  service)  the  motor  must  be  totally  inclosed. 

Depriving  a  motor  of  free  circulating  air  will  naturally  reduce  its 
capacity;  a  motor  with  an  open  rating  of  5  h.p.  might  develop  only  3  h.p. 
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before  reaching  limiting  temperatures  when  totally  inclosed;  its  closed 
rating  would  thoreforo  bo  3  h.p. 


Fig.  309. — Showing  the  pa  ;i:  ukm  b\  : ug  air  in  a  aenoi-indoeed  motor. 

The  importance  of  properly  directing  the  air  currents  within  the  frame 
of  semi-inclosed  and  totally  inclosed  motors,  to  bring  the  heated  air  against 
cool  surfaces,  is  thus  apparent.     In  Fig.  309,  the  path  of  the  air  currents 


FiQ.  310. — In  a  totally  inclo6».J air  currents  circulate  about  as  shown  here; 

the  only  way  the  heat  can  escape  from  the  motor  is  by  the  comparatively  poor 
convection  through  the  8t«el  frame.  The  air  heats  up  as  it  passes  throuKh  the 
armature  and  partly  cools  oflf  as  it  flows  by  the  frame  while  in  the  outer  part  of  its 
path.    The  safe  rating  of  such  an  incloeed  motor  is  comparatively  low. 

in  a  semi-inclosed  motor  arc  shown;  Fig.  310  indicates  them  for  the  same 
motor  totally  inclosed. 
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311.  Methods  for  Determining  Temperature  Rise. — There  are  two 
standard  methods  for  detennining  the  temperature  rise  of  the  various 
parts  of  CO.  machines:  (1)  by  thermometers;  and  (2)  by  resistance  meas- 
urements. 

Thermometers  are  appHed  directly  to  the  part  of  which  the  tempera- 
ture is  required.  In  c.c.  machines,  the  available  parts,  while  the  machine 
is  running,  are  the  field  coils,  bearings,  frame  and  pole  tips.  The  final 
temperature  of  the  armature  winding,  armature  core,  and  commutator, 
are  taken  with  the  machine  stopped,  after  it  has  been  operated  for  a  suf- 
ficient time  for  the  armature  temperature  to  become  constant.  Thermom- 
eters are  generally  held  against  a  surface  by  felt  pads  or  by  putty;  when 
so  used  for  a  field  coil  or  armature  winding,  the  hottest-spot  temperature 
is  estimated  by  adding  a  correction  of  15°  C.  to  the  highest  temperature 
observed. 

The  average  temperature  rise  of  a  winding  may  be  determined  from 
resistance  measurements,  as  was  already  shown  in  Chapter  IV.  When 
this  method  is  used,  a  hottest-spot  correction  of  10°  C.  is  added  to  the 
temperature  calculated. 


PROBLEMS 

1.  What  is  the  full-load  efficiency  of  a  motor  with  a  name-plate  rating  of  115 
volts,  38  amperes,  1200  r.p.m.,  5  h.p.? 

2.  If  the  only  variable  loss  in  a  motor  is  that  due  to  the  armature  I^R  loss, 
prove  that  the  maximum  efficiency  occurs  when  this  loss  is  equal  to  the  sum  of  all 
the  other  losses. 

3.  A  110- volt  motor  has  a  shunt-field  resistance  of  68.3  ohms,  and  an  arma- 
ture resistance  of  0.052  ohm.  Rated  full-load  current  is  110  amperes.  When 
running  light,  it  draws  from  the  line  5.2  amperes.  What  is  its  efficiency  and  horse- 
power output,  with  an  input  current  of  50  amperes?    With  100  amperes? 

4.  The  motor  of  a  motor-generator  set  takes  110  amperes  at  240  volts  and 
delivers  91.2  per  cent  of  its  input  to  its  generator.  This  machine  has  an  efficiency 
of  92  per  cent  and  is  furnishing  power  to  a  110-volt  line.  What  is  its  output  cur- 
rent? 

6.  The  data  for  a  10-h.p.,  220-volt  motor  are:  shunt-field  resistance  250  ohms; 
armature  resistance  0.35  ohm;  area  of  contact  per  set  of  brushes,  2  square  inches; 
rated  current,  40  amperes;  stray  power,  46J  watts.  Plot  curves  (points  for 
every  10  amperes  input,  to  50  per  cent  overload)  of  armature  loss,  field  loss, 
brush-contact  loss,  stray  power,  total  loss  and  efficiency. 


CHAPTER  XI 

AUXILIARY   APPARATUS   USED   WITH    CONTINUOUS-CURRENT 

MACHINERY 

312.  Switches. — A  switch  is  a  device  for  easily  opening  and  closing  a 
circuit.  The  simplest  tj'pe  consists  of  a  copper  blade,  hinged  at  one  end 
and  fitting  tightly  between  two  copper  plates,  or  jaws,  at  the  other.  A 
wooden  handle  is  fastened  to  the  end  of  the  copper  blade,  by  which  the 
switch  is  operated.  It  is  styled  a  knife,  or  lever,  switch;  the  current  is 
ruptured  in  the  air. 

These  switches  are  made  in  various  sizes,  from  25  amperes  to  several 
thousand  amperes.  The  larger  ones  use  compound  blades,  as  the  contact 
surface  available  on  one  blade  would  not  Ije  great  enough  to  carrj'  the  large 
currents  without  overheating.  The  switches  used  for  generators  supplying 
power  to  lighting  circuits  are  generally  double  pole,  one  blade  being  in 
each  side  of  the  line.  Railway  generators,  however,  have  the  negative 
side  continually  connected  to  the  negative  bus,  and  so  to  ground,  so  that 
these  machines  require  only  a  single-blade  switch  in  the  positive  line. 

The  length  of  the  blade,  and  the  spacing  Ix?t  ween  blades  of  a  double-pole 
switch,  depend  upon  the  voltage  for  which  the  switch  is  designed,  those  to 
operate  on  a  600-volt  circuit  having  considerably  longer  blades  and 
greater  spacing  Ijctween  blades  than  those  for  a  250-volt  circuit.  This  is 
due  to  danger  of  a  short  switch  not  opening  a  600-volt  circuit  even  though 
the  blade  has  been  pulled  back  as  far  as  it  will  go.  When  the  switch  is 
opened,  an  arc  is  formed,  and  the  arc  may  run  down  the  blade  as  the 
switch  is  opened  and  so  hold  over  and  bum  from  one  post  of  the  switch 
to  the  other.  To  prevent  this  disastrous  arcing,  quick-break  switches  are 
sometimes  used.  These  are  so  designed  that  the  switch  is  opened  by  a 
spring,  snapping  the  blade  back  ver>'  quickly. 

313.  "  Cutting  "  of  a  Switch. — Switches  sometimes  Ix^n  to  "  cut," 
csiKHially  in  the  hinge.  This  is  caused  by  grit  getting  into  the  joint  and 
wearing  off  little  pieces  of  copper  as  the  switch  is  o|x?ned  and  closed.  Then 
the  little  bits  of  copper  help  this  rubbing  process,  until  the  blade  is  worn 
very  rough  in  the  hinge  and  so  makes  poor  contact  and  is  caused  to  over- 
heat. As  soon  as  "  cutting  "  is  detected,  a  switch  should  lie  taken  apart 
and  the  rubbing  surfaces  snioothetl  down  with  a  file  and  emerj'.  A  little 
grease  id  the  joint  will  generally  keep  the  rubbing  surface  in  good  condition. 
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314.  Remote-control  Switches. — A  switch  which  is  opened  directly  by 
the  operator  is  said  to  be  a  manually  operated  switch.  Very  large  switches 
may  be  operated  by  means  of  small  motors,  the  current  supply  of  which 
is  controlled  by  a  small  switch,  placed  conveniently  for  the  operator;  the 
main  large  switch  may  be  far  from  the  controlling  switchboard.  Instead 
of  using  a  small  motor  for  operating  a  remote-control  switch,  the  action 
of  an  electromagnet  may  be  used;  in  some  types  of  switches  (e.g.,  such  as 
is  used  on  many  railway  equipments)  compressed  air  may  be  used  to  open 
and  close  the  switch.  It  is  the  remote-control  switch  that  makes  the 
compact,  remote-control  switchboard  of  a  large  modern  power  plant 
possible. 

315.  Fuses. — ^When  a  machine  or  circuit  is  carrying  more  current 
than  that  for  which  it  was  designed,  serious  injury  may  result  from  over- 
heating. The  purpose  of  a  fuse  is  to  prevent  such  a  possibility.  A  fuse 
consists  of  a  piece  of  easily  melted  alloy,  in  the  form  of  a  wire  or  ribbon, 
connected  in  series  with  the  machine  or  circuit  to  be  protected.  The  size 
of  a  fuse  is  so  selected  that  when  a  dangerous  current  is  being  carried  by 
the  circuit  it  is  designed  to  protect,  the  heat  generated  by  the  PR  loss  in 
the  fuse  is  sufficient  to  melt  it  and  so  the  circuit  is  automatically  opened. 

316.  Types  of  Fuses. — There  are  several  types  of  fuses  in  common  use. 
The  earlier  type  was  the  string  fuse,  which  consisted  merely  of  a  piece  of 
fuse  wire  inserted  in  the  circuit  by  suitable  clamps  and  screws.  The  dis- 
advantage of  this  kind  is  that  there  is  some  danger 
of  starting  a  fire  when  the  fuse  blows  and  throws 
melted  lead  around. 

The  -plug  fuse  is  designed  to  overcome  this  pos- 
sibility; it  consists  of  a  short  string  fuse  mounted  in 
a  porcelain   plug  fitted  with  a  screw  base  like  an 

Fig.  311.— a  plug     incandescent  lamp   base.     The  cover  to  the  plug  is 
111S6       XnsurRiico 

rules  have  done  ^^<^^  ^^  mica  so  that  it  may  be  seen  whether  or  not 
away  with  the  the  fuse  has  blown.  The  plug  fuse  is  illustrated  in 
open    string  fuse      Fig.  311. 

originally    used.  The  National  Board  of  Fire  Underwriters  do  not 

This  fuse  screws     permit    the    use    of   plug    fuses    for  currents  greater 
•k  t-  th  than  30  amperes.     For  larger  sizes  the  cartridge  fuse 

is  of  mica  for  niust  be  used.  This  consists  of  a  tube  made  of  fiber, 
inspection.  sometimes  filled  with  borax,  infusorial  earth,  or  similar 

substances,  through  the  center  of  which  the  fuse  ribbon 
passes.  The  two  ends  of  the  paper  tube  are  fitted  with  copper  caps,  to 
which  the  ends  of  the  fuse  are  fastened.  Short  copper  blades  are 
fastened  to  these  copper  caps  in  the  larger  sizes  and  these  fit  into 
copper  clips  on  the  fuse  block.  When  such  a  fuse  blows,  the  arc  is  con- 
fined and  smothered  by  the  substance  with  which  the  fiber  tube  is  filled. 
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In  order  to  dctoot  whether  or  not  such  a  fuse  is  blown,  a  tell-tale  is 
provided.  This  consists  of  a  ver>'  small  fuse,  soldered  to  the  copper  ter- 
minals 80  that  it  is  in  parallel  with  the  main  fuse.  This  small  fuse,  how- 
«  ver,  for  a  short  way  passes  on  the  outside  of  the  paper  tube,  so  that  it 
an  be  seen.  When  the  main  fuse  blows,  the  little  one  inmiediately  melts 
ind  so  gives  evidence  of  the  blowing  of  the  main  fuse.  Such  fuses  are  gen- 
erally called  N.E.C.S.  fuses,  meaning  that  they  are  designed  in  accordance 
with  the  National  Electric  Code  Standard. 

317.  Replacing  a  Fuse. — When  a  fuse  is  blown,  the  circuit  in  which  it 
is  connected  should  be  opened,  by  first  opening  the  proper  switch,  and  then 
a  new  fuse  may  be  inserted.  A  new  fuse  should  not  l)e  inserted  until  it 
has  been  ascertained  that  the  circuit  is  dead ;  neglect  of  this  point  is  likely 
to  prove  dangerous  to  the  operator  putting  in  the  fuse,  as  the  new  fuse 
may  blow  (melt)  while  he  is  inserting  it  and  so  cause  a  dangerous  burn. 

Before  leaving  the  subject  of  fuses,  we  must  say  a  word  regarding  the 
practice  of  substituting  copper  wire,  nails,  etc.,  for  fuses  that  have  been 
lil<»\vn,  as  a  result  of  an  overload  on  the  line.  A  fuse  is  used  to  proted 
against  fire^  overheating  of  machinery,  etc.,  and  when  the  fuse  fails  to  w^ork 
dangerous  results  may  follow.  If  a  fuse  is  replaced  by  a  much  larger 
one,  or  copper  wire,  etc.,  the  circuit  is  no  longer  protected.  An  operator 
who  replaces  fuses  by  pieces  of  wire,  etc.,  is  just  as  foolish  as  a  fireman  who 
sits  on  the  safety  valvo  of  his  lx)iler  and  waits  there  for  the  boiler  to  blow  up. 

318.  Circuit-Breakers. — In  many  kinds   of    service,  overloads  occur 

(juite  frequently;   this  is  especially  true  in  railway  work.     If  several  cars 

-tart  up  at  the  same  time,  or  some  cars  start  up  just  when  two  or  three 

■thers  are  on  an  upgrade,  the  feeder  supplying  power  for  that  section  of 

the  road  is  sure  to  be  overloaded  and,  if  it  were  fused,  the  fuses  would 
I  »e  continually  blowing,  causing  much  work  and  annoyance  for  the  operator. 
.\lso,  during  the  tinie  spent  in  replacing  the  fuses,  the  feeder  would  l)e 
dead  and  soon  the  cars  would  all  be  off  their  schedule  time. 

For  this  kind  of  service,  where  overloads  occur  frequently  and  an 
operator  is  present,  fuses  are  not  used  for  protection ;  a  switch  that  opens 
automatically  when  an  overload  occurs,  called  a  circuit-breaker,  is  used 
instead.  The  circuit-breakers  used  in  continuous-current  circuits  always 
open  the  circuit  in  air.  • 

The  air-break  circuit-breaker  does  not  resemble  a  knife  switch  very 
closely,  as  may  \ye  seen  by  reference  to  Figs.  312  and  313.  These  illus- 
trate a  double-pole  breaker  for  a  low-voltage  circuit  of  perhaps  100  amperes 
capacity. 

319.  Use  of  Multiple  Contacts  on  an  Air-break  Circuit-Breaker. — 
The  breaker  shown  in  Fig.  312  is  an  air-break  circuit-breaker,  which  has 
three  sets  of  contact  surfaces;  when  the  breaker  is  closed  practically  all  of 
the  current  is  carried  through  a  set  of  contacts  made  by  a  copper  foil 
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finger  pressing  against  a  copper  block.  When  the  breaker  opens,  these 
contact  surfaces  open  and  the  current  goes  through  another  pair  of  copper 
contacts  (not  as  carefully  fitted  as  the  first),  and  when  these  open,  a  final 
pair  of  contacts  carry  the  current. 

This  last  contact  is  made  between  two  carbon  blocks,  the  separation 
of  which  finally  ruptures  the  current.  The  idea  of  thus  breaking  the  cir- 
cuit through  a  series  of  contacts  is 
to  preserve  the  main  pair  of  con- 
tacts in  good  condition.  If  the 
current  were  ruptured  by  the  main 
contacts,  the  arcing  would  soon 
spoil  the  contact  surfaces.  The 
arcing  is  really  all  done  at  the  car- 
bon blocks;  when  they  are  worn 
away  a  new  pair  may  be  put 
in. 

The  arm  of  the  breaker  is  held 
in  the  "  closed "  position  by  a 
latch;  it  is  tripped  by  the  impact 
of  a  small  plunger  or  similar  device, 
which  is  operated  by  a  solenoid 
located  in  the  breaker.  This  sole- 
noid carries  the  same  current  as 
the  feeder  is  suppljdng,  and  when 
this  current  gets  too  large  the 
solenoid  lifts  up  the  plunger,  trips 
the  latch,  and  a  spring  forces  the 
breaker  to  quickly  snap  open. 
Figure  313  shows  the  breaker  in 
the  "  open  "  position. 
320.  Procedure  in  Closing  a  Circuit-Breaker. — Each  breaker  in  a 
station  has  a  knife  switch  in  series  with  it.  When  a  breaker  opens,  it  must 
not  be  closed  until  the  switch  in  the  same  feeder  has  been  opened.  The  cir- 
cuit-breaker is  for  the  protection  of  apparatus,  etc.,  and  cannot  operate 
if  the  attendant  holds  the  handle;  hence,  while  it  is  being  closed  it  cannot 
protect  the  apparatus.  If,  however,  the  switch  in  series  with  it  is  opened 
first,  then  the  circuit-breaker  closed,  and  then  the  switch  closed,  the 
circuit-breaker  is  free  to  operate,  and  protection  against  overloads  is 
always  obtained. 

There  is  always  an  adjustment  on  a  circuit-breaker  which  fixes  the 
current  at  which  it  opens  the  circuit.  A  certain  breaker  rated,  for  example 
at  100  amperes  may  be  set  to  trip  at  any  current  between  00  amperes  and 
150  amperes, 


Fi(i.  312. — A  double-pole  air-break  circuit- 
breaker.  There  are  three  sets  of  con- 
tacts which  open  successively  as  the 
breaker  opens. 


o\TniijnAn.  timr-limit  relays 
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321.  Overload,  Time-limit  Breaker.  Any  cU'ctnc  inachine  will  stund 
an  ovcrlotiti  for  a  short  time  without  sufFering  injury.  A  manufat^'turinK 
fonipany  will  generally  guarantee  large  Kcnerators  to  cairv'  a  25  per  cent 
overload  for  two  hours  and  a  5()  |)or  cent  overlojid  for  one  minute. 

In  certain  kind.s  of  work,  the  load  on  an  electric  machine  is  intermit- 
tent, and  for  short  periotls  of  time  there  may  be  quite  a  heavy  overload 
<>n    the    machine.      If     the 

lumtion  of  this  overload  is 

hort,  the  machine  will  carr>' 
It  safely  and  it  is  not  desir- 
able   to    have    the    circuit 

'|)ened  by  a  breaker  or  fu.sc. 
liut  if  this  overloail  should 
continue  too  long,  the  ma- 

liine  would  be  injuretl,  and 
It  is  thus  evident  that  a  fuse 
or  ordinary  circuit-breaker 
ould  not  properly  take  care 
of  this  kind  of  a  load. 

An    overload,     time-limit 
breaker    is   designed    to    fit 
such  a  service.     It  is  essen- 
tially   a   circuit-breaker,   to 
the  plunger  of  which  a  dash- 
pot  is  attached.      When  an 
overload  occurs,  the  plunger  p,^   3i3._The  breaker  of  Fig.  312  in  the  open 
iM'sriiis     to    move,     but    the       position.     The  main  contacts  of  copper  leaves, 
damping    is     such     that     a       the  second   contacts  of  block  copper,  as  well  as 
considerable  time  is  required       the  third  contacts  of  carbon  block,  can  be  seen, 
for  the  plunger  to  move  far 

enough  to  trip  the  breaker.  The  time  elapsing  from  the  moment  the 
overload  occurs  to  the  tripping  of  the  breaker  is  adjustable  by  a  valve 
in  the  dash-pot,  or  similar  device.  It  is  evident  from  this  description  that 
-uch  a  piece  of  apparatus  as  the  time-limit  breaker  just  suits  the  needs  of 
motors  operating  punch-presses,  rolls,  hoists,  etc. 

322.  Meters. — A  complete  description  of  the  most  important  types 
of  meters  used  in  c.c.  circuits  has  already  been  given  in  Chapter  VI; 
something  will  now  be  said  of  their  use. 

An  indicating  meter  is  one  in  which  the  pointer  deflects  over  a  graduated 

M-ale,  and  so  indicates  at  any  instant  the  current  or  voltage  in  the  cir- 

uit  to  which  it  is  connected.     It  has  no  rotating  parts  and  makes  no 

record  of  the  motion  of  its  finger.    These  instruments  show  the  operator 

how  much  current  a  feeder  is  carrying  at  any  instant,  or  what  voltage  a 
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machine  is  generating.  From  their  indications  the  operator  may  properly 
adjust  the  voltage,  re-distribute  the  load  from  one  machine  to  another, 
etc. 

A  recording  meter  keeps  a  time  record  on  a  suitable  chart,  indicating 
by  pen  marks  the  magnitude  of  all  fluctuations  and  the  time  at  which 
they  occurred;  it  must,  therefore,  include  a  time  or  clock  mechanism  within 
its  parts. 

Meters  are  subdivided  into  switchboard  instruments  and  portable 
instruments.  The  first  are  fastened  permanently  on  a  switchboard  and 
can  generally  be  used  only  for  indication  on  the  machine  or  feeder  to  which 
they  are  attached.  The  portable  meters  are  smaller  and  more  compact 
than  the  switchboard  instruments,  and  are  made  for  laboratory  work,  or 
for  carrying  out  to  different  parts  of  a  distributing  system  to  read  the 
current  or  voltage. 

323.  Switchboard  Meters. — A  switchboard  meter  should  be  compact, 
have  a  large,  well-marked  scale  of  uniform  graduations  (except  in  some 

special  cases),  have  a  large,  black 
pointer  on  the  end  of  the  indicating 
finger,  and  should  be  well  damped. 
Of  course,  there  are  numerous  other 
points  to  consider,    such  as  perma- 


FiG.  314.  Fig.  315. 

Fig.  314. — A  switchboard  meter  of  the  round  type;  its  pointer  is  large  so  as  to  be 

visible  from  a  distance. 
Fig.  315.— An  edgewise  type   of  switchboard  meter;  it  is  somewhat  more  compact 

than  the  round  type  and  is  used  when  many  meters  have  to  be  assembled  on  a 

small  board. 

nency  of  calibration,  freedom  from   temperature   errors,  etc.,  but  only 
those  mentioned  above  will  be  considered  here. 

On  a  large  switchboard,  having  many  generators  connected  to  it,  and 
supplying  many  feeders,  the  size  of  a  meter  is  of  prime  importance.  There 
may  be  on  one  switchboard  a  hundred  or  more  meters,  and  it  is  evident 
that  if  these  meters  are  not  comparatively  small,  the  switchboard  must 
be  very  large  and  so  difficult  for  one  operator  to  manage.  Also,  the 
expense  for  bus-bars,  marble,  copper  feeders,  etc.,  makes  it  advisable  to 
keep  the  size  of  a  switchboard  as  small  as  possible. 
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A  round  type  of  switchboard  instrument  is  shown  in  Fig.  314  and  in 
Fig.  315  is  shown  an  edgewise  type,  having  the  scale  horizontal.     It  will 

1  >e  noticed  that  the  design  of  the  meter  has  been  carried  out  with  the  idea 
f  getting  compactness  and  still  having  a  large,  easily  read,  scale.    The 

'    ive  advantages  of  the  round  type  and  the  edgewise  types  are  much 
.'sed;  which  is  the  better  seems  to  be  an  open  question. 
324.  Scale  of  a  Meter. — ^The  scale  of  an  ammeter  should  be  uniformly 
graduated,  but  sometimes  it  is  advisable  to  have  a  voltmeter  with  a  con- 
densed scale  on  its  lower  ranges,  for  the  purpose  of  getting  a  more  open 

ale  in  the  range  where  it  is  always  used.  For  instance,  a  meter  to  be 
used  on  a  600-volt  circuit  would  probably  have  a  total  range  of  700  volts; 
from  zero  to  400  volts  the  scale  might  well  be  condensed,  as  the  meter  is 
{)ractically  never  used  on  these  ranges.  From  400  volts  to  700  volts,  the 
scale  could  then  be  more  open  than  if  it  were  uniform  throughout  its  range. 
The  necessity  for  a  clearly  marked  scale  and  large,  easily-seen,  indicating 
pointer  is  apparent  when  it  is  remembered  that  one  operator  may  have  to 
notice  continually  tho  indications  of  a  hundred  or  more  of  these  meters. 

326.  Portable  Meters. — The  portable  type  of  meter  differs  from  the 
-witchboard  tjTX?  in  that  it  is  generally  more  accurately  calibrated,  has  a 
more  accurate  and  finely  divided  scale,  and  has  a  very  thin  indicating 
pointer.     A  switchboard  instrument  which  indicates  with  an  accuracy  of 

2  per  cent  is  generally  good  enough;  for  laboratory'  tests,  however,  much 
higher  accuracy  is  generally  required.  A  common  type  of  portable  labora- 
tor>'  voltmeter  is  shown  in  Fig.  316. 

326.  Value  and  Importance  of  Recording  Meter  Records. — By  inspec- 
tion of  the  curve  trace<l  by  a  recording  meter,  the  station  superintendent 
can  tell  at  a  glance  just  what  the  load  on  his  station  has  been,  what  its 
maximum  and  minimum  values  were,  and  when  they  occurred.  Or,  if  the 
rword  is  from  a  voltmeter,  it  serves  to  show  how  well  the  operator  has 
maintained  the  voltage  constant.  These  meters  are  excellent  for  keeping 
the  operator  at  his  ta.sk,  as  they  infallibly  indicate  any  variations  in  the 
station  voltape. 

327.  Maximum   Demand  Meters. — In  order  to  distribute  the  fixed 
hargos  of  the  power  plant  and  distribution  s>'stem  of  a  power  company 

more  etjuitably  among  its  customers,  there  is  a  growing  tendency',  in 
charging  for  electric  energy,  to  take  into  account  the  power  demands  of 
the  customers  as  well  as  their  energy  demands.  A  customer  who  requires 
a  large  amount  of  energj'  at  a  uniform  rate  evidently  ties  up  less  generator 
and  feeder  capacity  than  one  who  takes  the  same  amount  of  energy  at 
widely  varying  rates.  Thus,  the  unit  charge  for  energy  should  take  into 
account  not  only  the  total  kilowatt-hours  used  by  a  customer  during  a 
given  period,  but  also  the  maximum  power  demanded  at  any  time  during 
the  same  period. 
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It  would  not,  however,  be  fair  to  consider  as  the  maximum  of  a  cus- 
tomer, the  greatest  instantaneous  peak  that  occurred ;  it  is  better  to  take 
the  average  of  the  power  demanded  over  an  appreciable  time  interval, 
so  as  not  to  include  short-circuits  or  other  abnormal  consumptions  of 
energy  that  last  for  so  short  a  time  as  not  to  affect  the  generator  or  feeder 
capacity  of  the  system.    The  time  interval  over  which  the  maximum' 


Fici.  .'il(i. — A  portable  type  of  continuous-current  meter;   the  pointer  is  very  fine  and 
can  be  very  accurately  read  with  the  assistance  of  the  mirror  mounted  in  the  scale. 

demand  is  taken  depends  upon  the  relation  the  maximum  demand  bears 
to  the  connected  capacity  of  the  station,  so  that  the  interval  may  be  only 
a  few  minutes  in  the  case  of  a  large  installation,  and  fifteen  or  thirty 
minutes  in  small  ones. 

If  no  time  interval  were  to  be  considered,  the  simplest  kind  of  demand 
meter  for  a  c.c.  system,  when  the  voltage  at  the  customer's  premises  is 
practically  constant,  would  be  an  ammeter,  the  needle  of  which  pushes 
another  friction  pointer  before  it  up  the  scale  and  leaves  it  at  the  maximum 
indication. 

Where  the  average  power  demand  over  a  given  interval  is  desired, 
without  any  record  of  the  exact  time  at  which  it  occurred,  a  thermal  type 
of  demand  meter  is  much  used.  One  form  operates  by  heat  storage  from 
an  electrical  heating  element  that  includes  a  bi-metallic  spring  system; 
the  two  metals  of  the  spiing,  having  different  rates  of  expansion,  cause  a 
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I>ointer  to  move  over  a  scale.    This  pointer  pushes  the  maximum  demand 
{)ointer  before  it,  and  leaves  it  at  the  highest  reading. 

Where  both  the  maximum  power  demand  and  the  time  of  occurrence  are 
desired,  the  demand  meter  works  in  conjunction  with  a  watt-hour  meter; 
♦he  demand  meter  may  be  in  a  separate  case,  or  may  be  combined  with 
he  watt-hour  meter  in  a  single  case.  In  one  such  form  of  demand  meter, 
a  set  of  cyclometer  type  wheels  are  electrically  interlocked  with  the  register 
of  the  watt-hour  meter.  The  type  wheels  are  moved  forward  at  a  rate 
which  is  exactly  equal  to  the  rate  of  energy  flow  through  the  watt^hour 


Fia.  317. — The  printometer,  one  type  of  maxiinuin  demand  meter. 

meter,  and  therefore  give  at  any  instant  an  indication  which  is  equivalent 
to  the  reading  of  the  watt-hour  meter  dial.  At  regular  time  intervals,  a 
(lock  closes  a  circuit,  energizing  an  electromagnet  which  pushes  a  rubber 
platen,  a  copying  ribbon  and  a  paper  tape  against  the  cyclometer  type 
wheels,  thus  printing  their  reading  on  the  paper  tape.  The  electrical 
interlocking  device  between  the  demand  meter  and  the  watt-hour  meter 
consists  of  a  contact-making  device  attached  to  one  of  the  spindles  of  the 
watt-hour  meter  register,  the  contact  maker  energizing  an  electromagnet 
which,  for  each  impulse,  pushes  the  cyclometer  wheels  ahead  one  unit. 

A  view  of  the  printing  type  of  demand  meter  is  shown  in  Fig.  317,  a 
plan  of  its  electrical  circuits  in  Fig.  318,  and  a  twelve-hour  record  made  by 
it,  from  6  a.m.  to  6  p.m,  in  Fig.  319.  The  left-hand  figure  indicates  the 
time  of  printing,  the  second  similar  figure  indicating  the  half-hour  reading; 
thus  the  maximum  kilowatt-hour  consumption  for  a  thirty-minute  period 
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is  shown  to  be  46,  which  occurred  between  2:00  and  2:30  o'clock,  indi- 
cating an  average  power  demand  during  this  interval  of  92  kw. 

328.  Switchboards. — Originally,  the  switchboard  was  a  very  crude 
affair,  a  wooden  rack  on  the  front  of  which  were  mounted  the  switches 
and  fuses  necessary  for  the  operation  of  the  plant.  To-day,  the  switch- 
board is  probably  the  most  important  part  of  a  generating  plant;  if  an 
accident  happens  at  the  switchboard,  the  whole  plant  may  be  crippled. 
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Fig.  318. — Schematic  representation  of  the  essential  parts  of  the  printometer,  showing 
how  the  reading  of  the  watt-meter  is  printed  every  half  hour. 

The  switchboard  is  the  place  to  which  the  electric  power  from  the 
generators  is  supplied  and  metered  and  thence  distributed  to  the  outside 
system  through  a  group  of  feeders.  On  it  are  located  all  the  switches, 
meters,  and  protective  devices  of  the  plant,  and  from  it  the  operation  of 
the  whole  plant,  both  inside  and  outside  the  power  house,  is  controlled. 

329.  Panels. — A  modern  switchboard  is  divided  into  a  number  of 
'panels;  each  panel  serves  for  the  control  either  of  one  generator  or  of  a 
feeder  or  group  of  feeders.  They  are  styled  the  generator  panels  and  the 
feeder  panels;  in  addition  there  may  be  panels  for  recording  meters,  etc. 

330.  Construction  of  a  Switchboard. — The  material  of  which  the  board 
is  made  must  be  a  good  insulator  and  of  pleasing  appearance;  slate  is 
sometimes  used  in  cheap  boards,  but  generally  a  high  grade  of  marble  is 
employed.  The  marble  is  a  better  insulator  than  slate  (which  is  likely  to 
have  streaks  of  conducting  mineral  matter  through  it)  and  is  much  finer 
in  appearance;  of  course  it  costs  more  than  slate.  The  panels  may  be 
from  18  to  24  inches  wide  and  perhaps  6  feet  high.  They  are  supported 
by  a  framework  of  structural  steel  anchored  to  the  floor  and  wall  of  the 
station  houne. 
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Fig.  319. — Sample  of  rec- 
ord of  printometer;  the 
reading  of  the  watt- 
hour  element  is  printed 
every  half  hour  and 
the  diflference  of  the 
successive  readings 
shows  the  average  de- 
mand for  that  inter\'al 
of  time.  The  maximum 
demand  for  the  record 
shown  here  was  bietween 
2.00  and  2.30,  and  was 
at  the  rate  of  92  kilo- 
watts. 


331.  Bus-bars. — Behind  the  whole  length  of  the  switchboard  run  a 
set  (two  or  tluetj)  of  heavy  copper  bars,  called  bus-bars,  or  sometimes 
merely  bu.sen.  All  the  generator  panels  are  on  one  side  and  the  feeder 
fwnols  on  the  other;  the  bus-bars  then  convey 
the  total  power  of  the  station  lengthwise  along 
the  board.  For  this  reason  they  have  a  very 
large  cross-section.  They,  as  well  as  the  rest  of 
the  connecting  bars  and  wiring  on  the  back  of 
the  board,  are  supported  by  pwrcelain  channels 
and  cleats  fastened  to  the  steel  framework  of  the 
board. 

332.  Arrangement  of  Panels. — Each  genera- 
tor is  connected  through  its  respective  circuit- 
breaker,  ammeter,  and  switch  to  the  bus-bars 
at  a  generator  panel,  and  each  feeder  is  connected 
to  the  bus-bars  through  its  ammeter,  circuit- 
breaker  and  switch.  By  having  all  generator 
panels  on  one  end  of  the  board  and  all  feeders  on 
the  other  end,  the  addition  of  more  generators  or 
feeders  is  easily  accomplished  without  disturbing 
the  arrangement  of  the  board ;  the  proper  numljer 
of  panels  may  be  added  at  either  end  of  the 
l)oard. 

At  the  center  of  the  board,  Ijetween  the 
generator  and  feeder  panels,  is  located  the  sta^ 
tion  output  panel  on  which  are  the  recording  and 
watt -hour  meters  that  show  the  total  power 
output  of  the  station.  By  daily  records  of  these 
meters  and  of  the  records  of  the  customers* 
meters,  the  station  manager  may  obtain  an  idea 
of  the  efficiency  of  his  system,  i.e.,  the  ratio  of  the 
amount  of  energy  sold  to  customers,  to  the  total 
energj'  sent  out  of  the  station.     If  this  ratio  is  low 

he  must  improve  it  by  better  insulation  of  the  outside  lines,  checking  the 
accuracy  of  the  customers'  meters,  etc. 

In  Figs.  320  and  321  are  shown  the  front  and  rear  views  of  a  railway 
switchboard;  in  the  front  view  the  meters,  switches  and  circuit-breakers 
are  seen  and  in  the  rear  vfew  the  general  construction  of  the  board,  angle- 
iron  supports,  cable  connections,  etc.,  is  shown. 

333.  The  Voltage  Regulator. — WTien  the  load  fluctuations  on  a  plant 
an^  frcijuent  and  rapiil,  the  automatic  voltage  regulation  of  a  compound 
generator  may  not  be  sufficient  to  prevent  momentary  fluctuations  in 
voltage.     If  a  more '  nearly  constant  voltage  is  required  than  can  be 
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obtained  from  a  compound  generator  by  itself,  an  automatic  voltage 
regulator  is  added. 

For  regulating  the  voltage  of  small  generators  of  approximately  30  kw. 
and  less,  a  regulator  is  used  which  intermittently  short-circuits  the  field 
rheostat  of  the  generator  with  which  it  is  used.  A  view  of  a  regulator  of 
this  type  is  shown  in  Fig.  322,  and  a  diagram  of  its  connections,  in  Fig.  323. 


Fig.  320. — This  front  view  of  a  switchboard  for  a  railway  power  plant  shows  the 
feeder  panels,  with  their  switches  and  circuit-breakers  in  the  foreground,  the 
station  metering  panel  in  the  center  of  the  board  and  the  generator  panels  in 
the  background. 


Two  magnets,  known  as  the  main  control  magnet  and  the  relay  magnet, 
are  provided,  each  magnet  actuating  a  pair  of  contacts,  known  respectively 
as  the  main  and  relay  contacts.  Each  set  of  contacts  is  opened  by  the 
action  of  its  magnet  and  closed  by  a  spring.  Both  magnets  have  lam- 
inated cores. 

The  winding  of  the  relay  magnet,  in  series  with  an  external  resistance, 
is  connected  directly  across  the  terminals  of  the  generator.  It  will  be 
seen  that  when  the  relay  contacts  are  closed,  the  field  resistance  of  the 
generator  is  short-circuited.  This  field  resistance  is  so  adjusted  that  when 
the  relay  contacts  are  open  and  the  resistance  therefore  in  the  field  circuit, 
the  voltage  of  the  generator  will  be  about  35  per  cent  lower  than  rated; 
when  the  contacts  close  and  short-circuit  the  field  resistance,  the  gen- 
erator voltage  rises  above  rated  value. 


THE  VOLT  AC.  I :  IlEGUL.\TOH 


345 


The  potential  windinf;  of  the  nmin  control  magnet,  in  series  with  an 
external  resistance,  is  also  connected  across  the  terminals  of  the  generator. 
When  the  main  contacts  close,  a  short  circuit  is  applied  to  the  relay  winding. 

Consider  that  the  voltage  of  the  generator  is  falling.  The  current 
through  the  main  control  magnet  will  therefore  also  be  decreasing,  and  at 


Fia.  321. — Rear  view  of  the  switch  board  illustrated  in  Fig.  320;  this  shows  the  general 
arrangement,  method  of  supporting  the  bus-bars,  ammeter  shunts,  etc.  The  panels 
themselves  are  supported  by  an  iron  pipe  frame  work. 

some  predetermined  value  of  voltage,  dependent  upon  the  setting  of  the 
spring,  the  main  control  magnet  will  no  longer  be  able  to  keep  the  main 
contacts  open;  the  spring  will  then  close  them,  short-circuiting  the  relay- 
magnet.  The  relay  magnet,  being  suddenly  deprived  of  current,  allows 
its  spring  to  close  the  relay  contacts  very  promptly.    This  action  in  turn 
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short-circuits  the  field  resistance,  thereby  causing  the  generator  voltage 
to  rise. 

As  the  generator  voltage  rises,  it  soon  reaches  a  value  where  the  main 
control  magnet  current  is  sufficient  to  overcome  the  pull  of  the  main  con- 
trol magnet  spring.  The  main  contacts  open  and  remove  the  short-cir- 
cuit across  the  relay  wind- 
ing, causing  a  sudden  appli- 
cation of  voltage  across  the 
latter,  and  opening  the  relay 
contacts  very  quickly.  This 
action  removes  the  short- 
circuit  across  the  field  resist- 
ance, and  the  generator  volt- 
a  ;o  falls,  so  that  the  cycle 
repeats  itself.  The  cycle  of 
operations  continues  at  a  high 
rate,  the  main  contacts  vibrat- 
ing at  the  rate  of  500  to  800 
times  a  minute,  depending  on 
the  tendency  of  the  voltage 
to  vaiy  from  normal.  Suitable 
condensers  are  used  across 
the  relay  contacts  to  reduce 
sparking. 

By     proper     constmction 
and    adjustment,   the    action 
of  the  control    magnet    may 
be  made  very   delicate,    and 
the   generator  voltage   main- 
tained   quite    constant.     The 
closeness  of  the  voltage  regulation  (IcihmkIs  upon  the  range  and  rapidity  of 
the  load  fluctuations;  but  even  with  the  most  severe  load  fluctuations,  the 
voltage  can  be  held  constant  within  1  or  2  per  cent. 

If  it  is  desired  to  have  the  generator  voltage  rise  with  the  load,  a  so- 
called  compensating  winding,  connected  across  an  adjustable  compen- 
sating shunt  (Fig.  324),  is  added  to  the  control  magnet;  the  compensating 
shunt  is  placed  in  series,  either  with  the  bus-bars  or  with  one  of  the  feeders. 
The  compensating  winding  on  the  control  magnet  is  so  connected  as  to 
oppose  the  action  of  the  potential  winding,  so  that  with  load,  the  voltage 
across  the  potential  winding  must  be  greater  in  order  to  open  the  main 
contacts.  About  15  per  cent  of  compounding  may  be  obtained  by  the 
use  of  a  regulator  using  a  compensating  winding  and  shunt. 

The  regulator  may  be  used  to  mainfain  the  ^'()ltagc  constant  at  some 


Fig.  322. — The  form  of  voltage  regulator  orig- 
inated by  Tirrill,  and  frequently  called  the 
Tirrill  regulator. 
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distant  (list rihut ion  ccntor,  by  connoctin^i  the  main  control  mafoict  wintl- 
injj;  thniufih  prehsuro  win's  to  the  center.  The  voltage  at  the  bus-bars 
then'fon*  is  rti\»ei\  to  compensate  for  the  IR  drop  of  the  feeders  to  the 
distribution  center.    (Sec  Fig.  254.) 
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Fio.  323. — Eaaential  cin-uits  of  the  regulator  shown  in  Fig.  322;  its  essential  action  is 
prtxluced  by  the  relay  contarts  continually  short-circuiting  the  field  rheostat, 
and  then  opening  this  short-circuit  connection. 

When  the  rej^ulator  described  is  used  with  several  compound  generators 
operating  in  parallel,  it  is  used  on  onh'  one  machine  at  a  time,  the  others 
l)oing  allowed  to  "trail"  by  means  of  their  compound  windings  and 
equalizer  connections;  the  regulated  generator  takes  the  instantaneous 
fluctuations  in  load,  the  average  load  being  equalized  over  all  the  machines 


Fig.  324. — The  kind  of  resistance  put  ia  series  with  a  feeder,  the  drop  acroas  which 
serves  to  permit  the  compounding  action  of  the  regulator. 


through  their  compound  windings.  The  arrangement  of  regulating  only 
one  of  several  compound  generators,  is  used  only  for  maintaining  constant 
bus-bar  voltage;  it  cannot  be  used  for  compensating  line  drop. 

334.  Counter  E.M  J?.  Regulator.— With  generators  larger  than  30  kw. 
the  field  currents  to  be  handled  become  so  large  that  arcing  across  the 
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relay  contacts  takes  place  unless  large  condensers  are  used  across  these 
contacts.  For  regulating  the  voltage  of  c.c.  generators  above  30  kw.,  a 
regulator,  in  which  the  relay  magnet  is  replaced  by  a  "  counter  e.m.f." 
motor,  the  shaft  of  which  carries  a  small  eddy-current  brake,  is  used. 
The  motor  field,  in  series  with  an  external  resistance,  is  connected  across 
the  generator  terminals;  and  the  brake  coils,  the  motor  armature,  the 
generator  field  rheostat,  and  the  generator  field  are  all  connected  in  series 


Fig.  325. 


Fig.  326. 


Fig.  325. — The  front  view  of  the  control  panel  of  the  c.e.m.f.  voltage  regulator. 
Fig.  326. — The  c.e.m.f.  motor  used  for  field  regulation,  the  near  end  of  the  motor  is 
fitted  with  the  eddy,  current  brake  described  in  the  text. 

across  the  generator  terminals.  A  front  view  of  the  regulator  panel,  carry- 
ing the  main  control  magnet,  is  shown  in  Fig.  325;  a  rear  view  of  the  panel 
with  the  counter  e.m.f.  motor,  is  given  in  Fig.  326;  a  simplified  diagram 
of  connections  is  shown  in  Fig.  327. 

The  action  of  the  main  control  magnet  is  the  same  as  before  described ; 
when  the  generator  voltage  is  low  the  main  contacts  are  closed.  In  this 
case,  however,  the  main  contacts  short-circuit  the  field  of  the  motor, 
instead  of  controlling  the  field  resistance  through  the  relay  magnet. 
With  no  field  current,  the  motor  develops  no  counter  e.m.f.,  and  the  field 
current  of  the  generator  is  a  maximum.     The  generator  voltage,  therefore, 
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tends  to  rise,  and  at  a  prccleternuutd  voIUige,  slightly  above  the  value  to 
be  maintained,  the  main  control  magnet  opens  the  main  contacts,  remov- 
ing the  short-circuit  from  across  the  motor  field.  With  current  through 
its  field,  the  motor  develops  a  high  value  of  counter  e.m.f.,  which  reduces 
the  generator  field  current,  and  the  generator  voltage  falls.  The  c>'cle 
repeats  itself  very  rapidly,  the  naain  contacts  vibrating  from  500  to  800 
times  a  minute. 

If  no  brake  were  used  in  connection  with  the  counter  e.m.f.  motor,  the 
latter  would  have  very  little  resisting  torque,  and  would  therefore  run  at 
too  high  a  speed  to  function  properly.  Its  generated  torque  would  depend 
upon  the  average  value  of  its  field  current  and  the  current  through  its 
armature;  the  latter  is,  of  course,  the  field  current  of  the  generator.    The 


Fig.  327. — Essential  circuits  of  the  c.e.ni.f.  voltage  regulator. 


rapidly  vibrating  main  contacts  always  give  the  motor  a  certain  average 
value  of  field  current,  so  that  its  generated  torque  will  varj',  for  the  most 
part,  as  the  field  current  of  the  generator.  The  field  current  of  the  gener- 
ator is  to  be  varied  as  the  load  changes,  so  that  the  generated  torque  of 
the  motor  will  var>'  with  the  load  on  the  generator,  resulting  in  a  varying 
speed  for  the  motor. 

The  etldy-current  brake  is  added  to  maintain  the  speed  of  the  motor 
fairly  constant;  it  consists  of  a  metallic  disc  rotating  between  electromag- 
nets. Eddy  currents  are  generated  in  the  disc,  forming  a  load  for  the 
motor,  the  resisting  torque  exerted  varj'ing  directly  as  the  speed  of  the 
motor  and  the  strength  of  the  magnets,  which  are  themselves  excited  by 
the  generator  field  current.  Thus,  any  action  that  increases  the  gene- 
rated torque  of  the  motor  also  increases  the  resisting  torque  placed  upon 
it,  in  about  the  same  proportion. 

This  type  of  regulator  may  Ixj  developed  for  any  size  of  c.c.  generator. 
It  varies  the  field  excitation  more  rapidly,  and  therefore  provides  closer 
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voltage  regulation,  than  the  first  type  described;  it  is  obviously  more 
expensive. 

335.  Automobile  Equipment. — Electrical  apparatus  plays  an  impor- 
tant part  in  the  operation  of  a  modern  automobile,  the  equipment  serving 
to  perform  the  functions  of  lighting  the  car,  starting  and  igniting  the 
engine,  and  keeping  the  battery  charged.  The  various  pieces  of  appa- 
ratus that  carry  out  these  functions  will  be  discussed  in  a  general  way. 

Lighting. — To  light  the  car,  a  storage  battery  is  provided.  This  is  of 
the  lead  type,  giving  either  6  or  12  volts,  the  former  being  more  generally 
used.     The  capacity  of  the  battery  is  usually  60  to  100  ampere-hours. 

A  car  may  have  either  one  of  two  types  of  wiring;  these  are  the  single- 
wire,  or  grounded-return,  and  the  two-wire.  In  the  single-wire,  or  grounded- 
return,  system  the  various  electrical  circuits  are  completed  by  using  the 
frame  of  the  car  as  part  of  the  circuit,  each  lamp  or  other  piece  of  appa- 
ratus having  one  side  grounded  to  the  frame.  Such  ground  connections 
must  be  perfect  electrically  and  mechanically,  so  as  not  to  be  affected  by 
corrosion  and  vibration.  In  the  two- wire  system,  both  sides  of  the  elec- 
trical circuits  are  insulated  from  the  frame,  the  circuits  being  completed 
with  wires. 

Starting. — To  start  the  engine,  a  series  motor  is  used,  the  motor  being 
required  to  exert  sufficient  torque  to  start  and  turn  the  engine  over  at  a 
speed  ranging  usually  between  100  and  200  r.p.m.,  a  speed  sufficient  to 
cause  the  engine  to  ignite.  The  series  motor  is  connected  to  the  engine 
flywheel,  through  some  type  of  sliding  pinion  and  overrunning  clutch,  which 
enables  the  engine  to  run  away  from  the  motor  after  it  has  been  ignited. 
The  operator  usually  pushes  a  pedal  against  spring  action,  putting  the 
motor  into  mesh  with  the  engine  flywheel  by  means  of  the  sliding  pinion, 
and  also  closing  the  electrical  circuit  of  the  starting  motor.  As  soon  as  the 
engine  is  ignited,  it  speeds  up,  overrunning  the  clutch.  Release  of  the 
starting  pedal  allows  the  spring  to  take  the  sliding  pinion  out  of  mesh 
with  the  engine,  and  also  opens  the  electrical  circuit  of  the  motor. 

Ignition. — The  primary  object  of  ignition  is  to  explode  the  compressed 
mixture  of  gasoline  vapor  and  air  in  the  engine  cylinder,  at  the  proper 
moment,  by  an  electric  spark.  This  is  done  by  suddenly  building  up  a 
voltage  across  a  gap  between  the  two  terminals  of  the  spark  plug  extending 
into  the  engine  cylinder,  the  voltage  being  sufficiently  high  to  cause  a 
discharge  across  the  gap. 

Battery  Ignition. — In  Fig.  328  the  principle  of  battery  ignition  is 
shown,  the  principal  parts  indicated  being  a  battery,  an  induction  coil, 
an  interrupter,  a  distributor  and  a  spark  plug.  The  interrupter  and  the  dis- 
tributor are  mounted  on  the  same  shaft,  which  is  driven  through  gears 
from  the  engine.  The  interrupter  is  merely  a  contact  which  is  momen- 
tarily made  and  broken  by  a  cam,  as  many  times  per  revolution  as  the 
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ngine  requires  sparks;  the  distributor  consists  of  an  arm  or  brush  which 
lotates  over  a  surface  of  insulating  material,  in  which  are  imbedded  a 
number  of  metallic  strips,  each  connected  to  the  spark  plug  of  one  of  the 
t  Mgine  cylinders. 

The  induction  coil  has  a  low-tension  winding  of  a  small  number  of 
turns  and  a  high-tension  winding  of  a  large  number  of  turns.  Each  time 
the  interrupter  makes  a  momentary  contact,  current  flows  through  the 
primar>'  or  low-tension  winding  of  the  induction  coil,  which,  when  broken 
by  the  interrupter,  induces  a  high  voltage  in  the  high-tension  winding. 


Ground 


Fiu.  328. — .\  schematic  diugram  of  battery  and  coil  scheme  of  ignition  for  an 

automobile  engine. 

At  the  same  instant  that  the  high  voltage  is  induced  in  the  high-tension 
winding,  the  distributor  arm  is  over  one  of  the  metal  contacts;  the  high 
voltage  is  thus  applied  to  a  spark  plug,  causing  a  spark  to  pass. 

In  Fig.  328  there  is  a  small  gap  between  the  distributor  brush  and  the 
various  contacts,  and  it  is  neces.sary  that  this  gap  be  bridged  by  a  spark 
in  addition  to  the  gap  in  the  spark  plug.  Sometimes,  no  such  gap  is  pro- 
vided, the  end  of  the  distributor  brush  making  actual  wiping  contact  with 
t  he  various  contacts.  Obviously,  there  must  be  as  many  contacts,  evenly 
sj)accd,  as  there  are  engine  cylinders. 

The  scheme  shown  in  Fig.  328  gives  only  a  single  spark  to  each  cylinder 
per  explosion.  In  some  sj'stems,  a  vibrator  is  added  to  the  induction  coil, 
as  in  Fig.  329.  When  the  circuit  is  closed  by  the  interrupter,  current 
passes  through  the  low-tension  winding  and  magnetizes  the  core;    the 
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keeper,  K,  of  the  vibrator  carried  on  a  steel  spring,  is  thus  attracted.  As 
soon  as  the  keeper  moves  toward  the  core  a  small  amount,  the  circuit  is 
opened  at  the  contacts  C,  and  the  keeper  is  released, 
again  closing  the  circuit.  The  vibrator  thus  rapidly 
opens  and  closes  the  circuit  several  times  during 
the  interval  that  the  interrupter  and  distributor 
are  in  contact,  and  there  will  be  a  shower  of  sparks 
at  the  spark  plug  for  each  explosion. 

Magneto  Ignition. — The  ordinary  magneto  is  a 
small  generator  having  permanent  magnets  and  a 
peculiarly  shaped  armature  known  as  the  Siemens 
H  type.  Two  successive  positions  of  the  arma- 
ture within  the  field  are  shown  in  Fig.  330;  as  the 
armature  moves  from  position  (a)  to  position  (6), 
there  is  a  very  rapid  reversal  of  the  lines  of  force 
through  it. 

The  armature  generally    carries    two   windings 

placed  on  the  central  portion;  one  is  a  low-tension 

winding  of  few  turns  and  the  other  is  a  high-tension 

winding  of  many  turns.     The  low-tension  winding 

is  closed  on  itself  through  an  interrupter  which  breaks  the  circuit  twice 

per  revolution  of  the  armature,  while  the  flux  through  the  armature  is 


Fig.  329.— The  scheme 
shown  in  Fig.  328 
gives  only  one  spark 
for  igniting  the  mix- 
ture in  the  cyHnder; 
if  the  primary  cir- 
cuit of  the  coil  is 
fitted  with  a  vibra- 
tor, as  shown  here, 
for  each  ignition  a 
shower  of  sparks  is 
furnished  by  the 
coil. 


(a) 

Fig.  330. — Showing  how  the  rapid  change  in  flux  interlinkages  of  the  Siemen's  H 
armature  occurs;  from  position  a  to  position  b,  the  flux  through  the  armature  has 
completely  reversed. 


changing  at  its  greatest  rate.  The  collapse  of  the  primary  current  is 
followed  by  the  induction  of  a  high  voltage  in  the  high-tension  winding, 
this  voltage  being  set  up  by  the  rapid  reversal  of  the  field.    The  high 
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tension  is  applic<l  to  each  cylinder  by  a  distributor,  as  before,  one  end 
of  the  high-tension  winding  l)eing  connecteti  to  the  distributor  arm 
through  a  slip  ring,  or  similar  connection,  and  the  other  end  grounded. 

A  simple  diagram  of  the  magneto  is  given  in  Fig.  331.  For  a  four- 
rvUnder  engine  with  two  explosions  per  revolution,  the  magneto  arma- 
ture is  rotatetl  at  engine  speed,  since  it  gives  two  sparks  per  revolution  of 
its  armature;  the  distributor  rotates  at  one-half  engine  speed. 

The  magneto  descriljed  is  known  as  a  high-tension  magneto,  since  it 
carries  both  a  high-  and  a  low-teusiou  winding.    If  a  magneto  carries  only 

To  Spark  Ptafi 


ya  f^  S]  f^ 


Cooteeta 


—    Distribotor  Arm 
(iomlatod  from  shaft) 


Sprins  Contact 
to  coOMCt  H.T.  Wiadi^ 
to  Diatribatoc  Ana 


Cob  tact  Breaker 
Bockar  Am 


(fawilatad  ftnn  ahan) 


H.T.  HisfaTonaioa  Wiatfioc 
\  H.T.  Low  Tanaioo  Winding 
'^^HoUow  Shaft 


Fig.  331. — Showing  how  the  double  winding  magneto  is  used  for  automobUe  ignition; 
the  motion  of  the  cam  and  rocker  arm  give  one  spark  in  the  secondary  when  the 
primar>'  circuit  is  opened  and  this  spark  is  distributed  in  turn  to  the  various 
cyUnders  of  the  engine.  The  distributor  is  generally  mounted  integral  with  the 
ma^ieto,  as  shown  here. 


a  low-tension  winding  on  its  armature,  it  is  called  a  low-tension  magneto; 
it  is  used  in  connection  with  an  external  induction  coil. 

Charging  the  Battery. — In  order  that  the  storage  battery  may  remain 
more  or  less  charged  at  all  times,  a  generator  for  the  purpose  is  usually 
provided.  As  this  generator  is  driven  from  the  engine  at  var>'ing  speeds, 
it  must  be  of  the  type  descril^ed  in  section  229,  furnishing  more  or  less 
constant  current  at  all  speeds.  The  generator  i.s  connected  in  parallel 
with  the  batter>'  through  a  cut-out  switch;  the  battery  thus  maintains 
the  voltage  of  the  generator  fairly  constant. 

The  cut-out  switch  usually  has  two  windings,  as  shown  in  Fig.  332. 
One  winding  is  a  potential  winding,  P,  which  closes  the  contacts,  C,  when 
the  voltage  of  the  generator  has  built  up  to  a  predetermined  voltage. 
The  second  winding,  ^1,  is  a  current  winding;  its  function  is  to  open  the 
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circuit  whenever  the  voltage  of  the  generator  drops  below  that  of  the 
battery,  so  that  the  latter  begins  to  discharge  into  the  generator.  While 
the  generator  is  furnishing  current,  both  windings  hold  the  cut-out  switch 
closed. 

It  is  important,  with  all  types  of  generator  used  on  automobiles,  that 
the  generator  never  become  disconnected  from  the  batteiy.  Should  this 
happen,  the  voltage  of  the  generator  may  rise  to  as  much  as  50  volts, 

burning  out  the  lamps  if  connected, 
its  own  field  coils,  and  possibly  the 
potential  winding  of  the  cut-out 
switch. 

336.  Electric  Welding.— The 
electric  arc  can  be  utilized  very 
successfully  for  making  welds  and 
for  the  deposition  of  metal,  the 
process  being  much  used  with  iron 
and  steel. 

If  a  block  of  iron  and  a  thin  pencil 
of  iron  are  connected  to  the  two 
sides  of  a  source  of  voltage,  and  the 
pencil  of  iron  touched  to  the  block 
and  then  slightly  withdrawn,  an  arc 
will  be  formed.  If  this  arc  is  main- 
tained, a  spot  on  the  block  and  the 
end  of  the  pencil  are  heated  to  fusion 
temperature,  and  the  metal  of  the  pencil  vaporizes,  is  carried  across 
and  condenses  on  the  block.  The  process  is  thus  one  of  deposition  of 
metal;  a  skillful  operator  is  able  by  this  method  to  deposit  metal  even 
overhead,  filling  up  cracks  and  adding  strengthening  metal  wherever 
desired. 

For  making  welds  or  filling  up  cracks,  the  edges  to  be  joined  are  cleaned 
and  beveled,  and  metal  is  deposited  to  fill  up  the  space.  The  pencil  or 
rod  of  iron  varies  from  about  one-twelfth  inch  to  one-eighth  inch  in 
diameter,  depending  upon  the  work;  the  rod  is  held  in  a  suitable  holder 
and  is  generally  spoken  of  as  the  electrode.  An  experienced  welder  is 
able  to  maintain  the  arc  with  from  20  to  35  volts  across  the  arc,  and  uses 
a  current  of  from  50  to  175  amperes,  both  voltage  and  current  values 
depending  upon  the  nature  of  the  work.  The  metal  deposited  by  this 
process  can  readily  be  machined  and  has  reasonable  tensile  strength. 

The  resistance  of  an  electric  arc  varies  inversely  as  the  current  it  is 
taking,  the  greater  the  current  the  lower  the  resistance.  This  property 
results  in  an  arc  becoming  fatter  and  drawing  more  and  more  current,  if 
allowed  to  do  so,  as  its  resistance  drops,  resulting  finally  in  a  short-circuit. 


Fig.  332. — The  "cut-out"  relay  of  an 
automobile  equipment;  the  battery 
is  not  connected  to  the  generator 
until  the  generated  voltage  is  greater 
tlian  that  of  the  battery.  If  the 
voltage  of  the  generator  falls  below 
that  of  the  battery,  the  reversed  cur- 
rent flowing  through  coil  A,  demag- 
netizes the  relay  and  so  allows  the 
spring  to  open  the  contact  C. 
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It  becomw?  neoesaarj'  therefore  to  limit  the  current  taken  by  an  arc;  thi« 
IS  done  in  one  of  two  ways. 

If  welding  is  to  be  done,  say,  from  a  110-volt  constant-potential  supply, 
a  certain  amount  of  dead  resistance,  called  ballast  resistance,  is  put  in 
series  with  the  arc.  Now,  if  the  arc  tends  to  draw  more  current,  the 
drop  in  voltage  across  the  ballast  increases  and  cuts  down  the  voltage 
crass  the  arc,  thus  limiting  the  current  flow.  The  use  of  dead  resistance 
.M  this  fashion  is,  however,  not  economical. 


Fig.  333. — A  portable  welding  set. 


If  the  generator  used  as  the  source  of  power  is  to  be  used  only  for 
welding,  it  may  be  designed  to  have  high  annature  reaction,  which  causes 
the  voltage  of  the  generator  to  fall  rapidly  as  iti*  load  current  is  increased. 
There  are  available,  on  the  market,  portable  welding  sets  consisting  of  a 
•  nerator  with  high  armature  reaction,  driven  by  a  suitable  prime  mover. 
In  Fig.  333  such  a  portable  set  is  shown;  the  prime  mover  in  this  case  is 
an  alternating  current  motor.  The  generator  u.sed  for  such  welding  sets 
is  generally  separately  excited;  in  the  set  shown  in  Fig.  333,  a  small 
rxciter  is  furnished  for  the  purpose. 

In  Fig.  334  a  set  of  volt-ampere  curves  for  the  generator  shown  in 
Fig.  333  are  given,  the  curves  corresponding  to  different  settings  of  the 
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generator  field  rheostat.  The  generator  is  designed  to  supply  20  volts  at 
the  arc,  but  must,  of  course,  also  furnish  the  voltage  drop  in  the  cables 
leading  from  the  generator  to  the  work.  Suppose  that  the  two  cables 
were  each  400  feet  long,  and  of  size  No.  2,  and  that  150  amperes  were  re- 
quired at  the  arc.  The  cable  drop  would  amount  to  approximately  20  volts, 
requiring  the  generator  field  rheostat  to  be  so  adjusted  that  the  generator 


Fig.  334. — The  external  characteristics  of  the  welding  generator  of  Fig.  333,  when  using 
different  values  of  field  current. 


would  give  150  amperes  at  40  volts.  This  field  setting  corresponds  to  the 
right-hand  curve  of  Fig.  334. 

For  filling  blow  holes  and  cracks,  in  castings  which  are  not  to  be  fin- 
ished, a  carbon  pencil  is  used  and  an  arc  struck  between  the  casting  and 
the  carbon  pencil.  A  thin  pencil  of  iron  is  then  thrust  into  the  arc  and 
melted,  the  molten  metal  dropping  into  the  hole  or  crack.  This  process 
requires  no  skill  and  permits  more  rapid  deposition  of  metal;  it  has  the 
disadvantage  that  the  metal  deposited  is  hard  and  cannot  be  readily 
machined. 

It  is  to  be  noted  that  an  electric  arc  gives  out  a  great  deal  of  ultra- 
violet light,  making  it  imperative  that  the  eyes  and  every  part  of  the 


EIXCTRIC  WELDING  357 

body  of  the  operator,  and  other  persons  in  the  vicinity,  be  protected. 
Expoeure  of  the  eyes  results  in  severe  pain  and  at  least  teniporar>'  blind- 
ness, and  exix)8ure  of  the  skin  results  in  severe  burning,  similar  to  sunburn. 
The  skin  is  protected  by  ordinary  clothing,  gloves,  and  hoods  or  masks; 
sufficient  protection  for  the  eyes  is  provide*!  by  the  use  of  suitable  colored 
glass  windows  set  into  the  hood  or  mask. 


CHAPTER  XII 
BATTERIES 

337.  Classification  of  Batteries. — A  battery  is  essentially  nothing 
but  two  dissimilar  metals  or  other  conductors,  dipping  into  a  conducting 
solution  of  some  kind.  Two  metals,  such  as  copper  and  zinc,  dipping  into 
a  solution  of  sulphuric  acid,  will  show  a  difference  of  potential  of  about 
one  volt;  and  if  an  external  circuit  is  connected  to  the  two  metals,  suffi- 
cient current  will  be  delivered  to  ring  a  door-bell,  operate  a  telegraph 
sounder,  etc.  As  current  flows,  chemical  action  takes  place,  the  zinc 
dissolving  in  the  acid  as  zinc  sulphate. 

Batteries  in  which  these  chemical  changes  cannot  be  economically 
reversed,  by  forcing  current  to  flow  through  the  battery  in  the  reverse 
direction,  are  called  'primary  batteries;  when  they  have  supplied  current 
for  a  certain  length  of  time,  their  materials  become  exhausted.  The  old 
solution  must  be  taken  out  and  new  supplied,  and  new  electrodes  must  be 
furnished  periodically  for  the  ones  which  go  into  solution. 

There  are  certain  other  combinations  of  metals  or  metallic  salts  which 
form,  in  the  proper  electrolyte,  efficient  batteries;  these  batteries,  when 
exhausted,  may  be  entirely  recuperated  by  the  passage  of  a  current  in 
the  reverse  direction  for  a  sufficient  time.  Such  combinations  evidently 
constitute  reservoirs  for  electric  energj',  and  are  hence  called  storage  bat- 
teries. 

338.  Primary  Batteries. — There  are  various  combinations  of  metals 
and  solutions  which  form  efficient  primary  batteries,  but  at  present 
only  one  or  two  types  have  any  appreciable  application.  For  telegraph 
lines  the  gravity  battery  is  still  used  to  a  considerable  extent;  it  consists 
of  copper  and  zinc  for  the  electrodes  with  a  solution  of  zinc  sulphate  for 
the  electrolyte.  Its  e.m.f.  is  just  one  volt,  and  the  internal  resistance 
varies  from  0.1  ohm  to  a  few  ohms,  depending  upon  the  size  and  proximity 
of  the  electrodes.  The  Leclanch6  type  of  primary  battery  is  important, 
because  in  a  slightly  modified  form  it  constitutes  the  modern  dry  cell  of 
which  many  milUons  are  used  each  year.  In  this  battery  the  electrodes 
are  carbon  and  zinc,  and  the  electrolyte  is  a  solution  of  sal  ammoniac 
iNH4Cl).  The  Leclanch^  cell  gives  an  e.m.f.  of  about  1.5  volts  and 
generally  has  a  resistance  of  from  1  to  perhaps  5  ohms. 

339.  Polarization  and  Depolarizers. — As  current  flows  from  a  cell, 
changes  take  place  at  the  electrodes  which  reduce  very  materially  the 
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fivailable  e.m.f.  of  the  cell.  These  cluinKCs  may  be  merely  an  alteration 
in  the  density  of  the  electrolyte  near  the  electroties,  or  may  involve  the 
production  of  new  substances,  such  as  hydrc^n,  at  the  surfaces  of  the 
IjH'trodes.  This  effect  is  of  sufficient  importance  to  require  the  use  of 
another  element  in  the  cell,  in  addition  to  the  electrodes  and  electrolyte. 
This  extra  substance  is  generally  an  oxidizing  agent,  to  reduce  the  hydrogen 
t't  free  at  the  positive  pole  of  the  batter>';  it  is  calle<l  a  depolarizer.  In 
I  lie  gravity  battery,  the  depolarizer  is  a  solution  of  copper  sulphate,  and 
in  the  Leclanch^  cell  it  is  a  mass  of 
manganese  dioxide  which  surrounds 
the  c'arl)on  electrode. 

310.  Dry  Battery.— The  dry  bat- 
ter>',  somuch  used  for  flashlights, radio 
sets,  ignition,  etc.,  is  a  modification  of 
the  Leclanch^  cell;  the  ingredients 
are  the  same,  but  they  are  put  to- 
gether in  such  a  manner  that  the  cell 
may  be  used  in  any  position.  The 
cell  is  not  actually  dr}-,  but  is  filled 
with  a  moist  paste  or  mass  of  some 
inert  material  containing  the  elec- 
t  roly te,  and  is  covered  with  a  water- 
tight seal  of  wax  or  pitch;  it  can  thus 
operate  perfectly  well  even  if  turned 
upside  down. 

In  the  form  generally  used  in 
America,  it  consists  of  a  tall  cylindrical 
cup  of  zinc  which  serves  as  one  elec- 
trode and  also  as  a  container  for  the 
other  ingredients,  about  as  indicated 
in  Fig.  335,  which  shows  a  cross- 
section  of  the  ordinary  cell.  Next  to 
the  zinc  is  a  layer  of  pulp,  blotting 

paper,  or  starch  pa.ste,  which  is  saturate<l  witli  sal  aiiunoniac  and  zinc 
<-hloride.  The  carbon  rod  is  centrally  placed,  as  shown  at  D,  and  is 
surrounded  by  a  mass  of  carl)on  granules  and  manganese  peroxide.  A 
seal  of  pitch,  applied  hot,  serves  to  hold  the  carbon  in  place  and  to  make 
the  cell  tight. 

341.  E.M.F.  and  Short-circuit  Current  of  a  Dry  Cell.— The  e.m.f.  of  a 
new  cell  on  open  circuit  is  between  1.5  and  1.0  volts,  but  the  terminal 
voltage  is  considerably  lower,  especially  after  being  used  a  short  time. 
In  normal  use,  the  average  terminal  voltage  of  the  cell  during  its  useful 
life  is  about  1.1  volts.    A  new  cell  may  have  an  actual  internal  resistance 


Fhj.  :J35. — General  construction  of  the 
ordinary  dry  cell;  the  outskle  xinc 
cup  serves  as  one  element  of  the  cell 
a.«<  well  as  container  for  the  electrolyte 

and  carlwin  «'Ipment. 
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of  only  0.05  ohm,  but  this  increases  as  the  cell  ages,  and  with  an  old  cell 
may  be  several  tenths  of  an  ohm.     The  current  which  the  cell  delivers 

on  short-circuit  (say,  external 
resistance  less  than  0.01  ohm) 
is  from  20  to  30  amperes, 
with  a  new  cell  2|  inches  by  6 
inches,  the  ordinary  size  for 
a  dry  cell.  As  the  cell  ages, 
this  short-circuit  current 
rapidly  decreases,  even  though 
the  cell  may  not  be  in  use. 
The  shelf  life  of  a  6-inch  cell 
is  only  about  one  year;  after 
the  cell  has  stood  idle  for  this 
length  of  time,  the  short-cir- 
cuit current  will  generally  be 
not  more  than  10  amperes. 
The  smaller  sizes  of  dry  cells 
have  a  shelf  life  of  much  less 
than  a  year,  unless  especially 
well  prepared. 

342.  Ampere-hour  Capaci- 
ty of  a  Dry  Cell.— The  ordi- 
nary 6-in.  cell  has  a  capacity 
of  from  20  to  40  ampere- 
hours,  when  discharged 
through  a  resistance  of  16 
ohms  continuously  until  the 
terminal  voltage  falls  to  0.5 
volt.  Actually,  a  cell  becomes 
useless  for  ordinary  purposes 
long  before  this  quantity  of 
electricity  has  been  taken 
from  it;  when  the  terminal 
voltage  has  fallen  to  one  volt, 
the  cell  is  generally  unservice- 
able. The  more  rapidly  the 
cell  is  discharged  the  less  is 
its  capacity;  discharged 
through  40  ohms,  a  certain 
cell  had  1200  hours  life  (to  terminal  voltage  of  1.0),  and  when  dischni-irpd 
through  2  ohms  it  had  only  9  hours  life.  The  ampere-hours  deliveicd  ;uo 
only  about  one-sixth  as  much  with  the  lower  resistance  as  with  the 


Fig.  336. — This  construction  of  dry  cell  shows 
an  attempt  to  use  the  material  more  eco- 
nomically; in  the  ordinary  cell  there  seems 
to  be  a  waste  of  depolarizer  and  carbon, 
which  defect  is  here  remedied  by  using  thin- 
ner carbon  and  depolarizer.  The  square  shape 
is  however  mechanically  bad,  the  sides  of  the 
cell  bulging  out  with  age. 


STORAGE  BATTERIES  OR  ACCUMULATORS  361 

higher.  The  ordinarj'  6-inch  dry  cell  should  not  be  used  for  a  circuit 
■•'quiring  more  than  0.1  ampere;  under  such  a  load,  the  cell  will  last 
A  tout  300  hours.  For  intermittent  service  the  cell  will  give  more  ampere- 
hour  output  than  for  continuous  service;  it  seems  to  recover  somewhat 
(luring  the  idle  periods. 

The  cell,  as  ordinarily  constructed,  makes  rather  poor  use  of  the  mate- 

i;ds;  when  the  useful  life  of  the  cell  is  ended,  much  zinc  and  depolarizer 

re  still  unused.     A  cell  2  J  inches  stjuare  and  6  inches  high,  having  a  more 

tHcient  assemblage  of  material  than  that  customarily  employed,  will  give 

:us  nuich  as  700  hours  life  when  discharged  through  16  ohms  resistance  to 

I  terminal  e.m.f.  of  1.0  volt.     Figure  336  shows  a  cross-section  through 

uch  a  cell;  it  will  be  seen  that  the  layer  of  depolarizer  is  thin,  that  three 

irbon  electrodes  are  used  in  parallel,  and  extra  sheets  of  zinc  are  placed 

i aside  the  cell.     When  properly  proportioned,  all  of  the  inside  zinc,  and 

all  of  the  depolarizer,  are  used  up  at  the  end  of  the  cell's  life,  and 

he  outer  containing  case  of  zinc  is  eaten  away  to  a  uniformly  thin 

.liell. 

A  square  coll  like  this  does  not  retain  its  shape  very  well,  however; 
he  actions  going  on  inside  the  cell  bulge  out  the  sides,  tending  to  make 
.t  take  a  cylindrical   form,  and  thus   breaking   the   pitch   seal   at    the 
top. 

313.  Storage  Batteries  or  Accumulators. — Of  the  reversible,  or  storage, 
''attories,  there  are  two  types  in  use:  the  lead,  or  acid,  battery,  and  the 

ikaline  batter>',  of  which  the  Edison  batter>'  is  the  only  commercial  type. 
In  the  lead  battery,  the  electrodes  are  of  lead  and  lead  peroxide,  both  of 
which  change  to  lead  sulphate  as  the  batter>'  discharges.  The  electrolyte 
IS  a  solution  of  sulphuric  acid,  generally  contained  in  a  glass  or  rubber  jar. 
rhe  Exlison  battery   has  one  electrode   of  high  nickel  oxide   and   the 

'ther  of  powdered  iron,  the  electrolyte  being  a  solution  of  potassium 

lydroxide.     By  far  the  greater  percentage  of  storage  batteries  used  to-day 

re  of  the  lead  type. 

314.  The  Lead  Storage  Battery. — There  are  two  methods  of  preparing 
he  electrodes  for  a  lead  battcr>'.  In  one,  the  Plant<^  type,  a  sheet  of  pure 
•ad,  properly  corrugated  to  expose  a  ver>'  large  surface  to  the  electrolyte, 
-Tves  as  the  original  material  for  both  electrodes.  Two  of  these  plates 
r-e  used  as  the  poles  of  an  electrolytic  bath,  and  by  repeated  charging 

I  rid  discharging  cycles  one  plate  becomes  covered  with  lead  peroxide 
PbOa)  and  the  other  with  spongy  lead.  In  the  other  t}T>e,  this  long 
orming  process  is  practically  done  away  with;  the  plates  are  formed  by 
>ing  a  flat  metal  grid  as  container  and  filling  it  with  a  paste  of  low  lead 
oxide,  such  as  PbO  or  Pb203.  Such  plates  are  called  pasted,  or  Faure, 
plates.  These  plates  are  made  ready  for  service  by  one  or  two  cj'cles  of 
harge  and  discharge. 
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345.  Action  of  the  Lead  Cell. — Although  authorities  differ  as  to  the 
exact  sequence  of  actions  taking  place  in  a  lead  cell,  it  is  agreed  that  this 
action  may  be  represented  by  the  equation 

Pb02+2H2SO-i+     Pb     =PbS04+2H20+PbS04.      .     (123) 

Positive  Negative        Positive  Negative 

plate  plate  plate  plate 

This  equation  is  to  be  read  from  left  to  right  for  discharge,  and  from  right 
to  left  for  charge.  During  discharge,  the  sulphuric  acid  is  decomposed 
to  form  lead  sulphate  at  both  electrodes  and  the  density  of  the  electro- 
lyte therefore  decreases  materially  as  the  cell  discharges;  a  corresponding 
increase  in  density  occurs,  of  course,  during  the  charging  period. 

346.  Plates  of  the  Lead  Cell. — Most  of  the  lead  storage  cells  in  use 
to-day  are  of  the  pasted  variety;  wherever  it  is  necessar>'  to  get  the  greatest 
possible  capacity  from  a  cell  of  minimum  weight  and  volume,  the  pasted 
is  chosen  in  preference  to  the  older  type  of  plate,  the  Plante.  Thus,  for 
automobile  ignition  and  for  the  propulsion  of  electric  vehicles  (if  lead  cells 
are  used),  the  pasted  plates  are  always  used. 

The  grid  which  serves  to  hold  the-  active  material  is  generally  of  a  stiff 
lead-antimony  alloy;  its  exact  form  varies  with  the  various  manufacturers, 
but  all  of  the  forms  are  designed  to  hold  the  active  material  as  firmly  as 
possible,  to  have  sufficient  mechanical  strength  to  prevent  breaking  and 
buckling,  to  have  sufficient  cross-section  to  carry  the  current  without 
appreciable  drop,  and  to  bring  the  metal  of  the  grid  into  as  intimate  con- 
tact with  the  active  material  as  possible.  This  latter  consideration  is 
important,  in  view  of  the  relatively  poor  conductivity  of  the  active 
material. 

These  grids  have  their  interstices  filled  with  a  paste  of  yellow  lead 
oxide  (PbO)  for  the  negative  plates,  and  red  lead  (Pb304)  for  the  positives. 
These  lead  oxides  are  made  up  into  a  paste  by  the  addition  of  some  such 
substance  as  a  mixture  of  glycerine  and  graphite,  ammonium  sulphate, 
potassium  silicate,  etc.,  any  one  of  which  is  generally  mixed  with  a  dilute 
solution  of  sulphuric  acid.  This  material  mixed  with  the  lead  oxide 
should  increase  as  much  as  possible  the  hardness,  conductivity,  and  poros- 
ity of  the  oxide.  Figure  337  shows  one  type  of  grid  used,  and  the  appear- 
ance of  these  pasted  plates  is  shown  in  Fig.  338. 

After  drying,  these  lead  oxide  plates  are  assembled  in  a  tank  of  dilute 
sulphuric  acid  for  forming.  As  current  is  passed  through  the  bath,  the 
yellow  oxide  is  changed  to  spongy  lead,  and  the  red  lead  is  changed  to 
lead  peroxide;  in  case  plates  of  only  one  kind  are  to  be  formed,  piuo  load 
plates  are  used  for  the  other  electrode  of  the  bath,  anode  or  cathode  accord- 
ing as  negative  or  positive  plates  are  being  formed.  The  positive  plate 
of  a  storage  battery  (the  one  from  which  current  flows  during  discharge) 
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has  a  reddish-brown,  or  chocolate,  color  aiul  is  tjuiie  luiixl;  the  ncRativc 
plate  is  of  gray,  six)ng>'  leati  and  is  coinparatively  soft.  The  active  mate- 
rial of  this  plate  can  be  quite  easily  scraped  off. 

The  Plants  plates  have  a  longer  life  than  the  pasted  plates,  and  should 
Ixj  used  in  cases  where  the  weight  is  not  of  so  much  importance  and  where 
tliscliarges  at  excessive  rates  are  likely  to  be  demanded.    They  have  a 


Fkj.  337.  ^  Fig.  338. 

Fig.  3.37. — Form  of  grid  iwed  in  making  a  pasted  plate  for  a  lead  cell;  a  stiff  Icad- 
nntiin«>ny  alloy  is  ra.«it  into  this  fomi  giving  inan}'  interstires  in  which  the  active 
lead  material  may  Ik>  held. 

I'ra.  338. — This  shows  the  appearance  of  such  a  grid  as  that  of  Fig.  337,  after  it  has 
been  pasted  full  of  the  active  material. 


higher  conductivity  than  is  possible  with  the  grid  construction  of  the 
jnisted  plates. 

347.  Separators. — If  the  positive  and  negative  plates  of  a  battery 
touch,  it  is  shortH'ircuited  and  so  soon  loses  all  of  its  charge.  With 
charging  and  discharging  cycles,  the  active  material  works  and  bulges, 
so  that  plates  once  straight  soon  l>ecome  warped  and  crooked,  especially 
if  the  charging  and  discharging  take  place  at  rapid  rates.  To  prevent  the 
plates  from  coming  in  contact  with  each  other,  which  they  would  nat- 
urally do  when  sufficiently  crooked,  insulating  separators  of  some  kind 
are  generally  used;  these  are  especially  necessar>'  when  the  batterj'  must 
Ik?  made  compact  and  hence  with  plates  very  close  together.  Thin  sheets 
of  wood  are  frequently  use<l  for  separators;  the  wood  must  be  treated 
chemically  to  remove  all  injurious  substances,  liefore  lx?ing  used  in  a  bat- 
ten*'. Thin,  hard-rubber  sheets,  sometimes  perforated  with  small  holes, 
and  sometimes  made  with  imbedded  threads,  are  also  used.  The  sepa- 
rator must  be  ver>'  porous,  so  that  acid  may  readily  diffuse  through  it; 
otherwise  the  resistance  of  the  battery  is  increased  and  its  capacity  cut 
down. 
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34.8.  Electrolyte. — The  electrolyte  used  in  a  lead  battery  is  always  a 
dilute  solution  of  sulphuric  acid;  the  proper  strength  of  the  solution  varies 
somewhat  with  the  use  to  which  the  battery  is  to  be  put,  but  is  generally 
of  specific  gravity  about  1.300  for  automobile  batteries,  and  1.210  for  bat- 
teries where  more  space  for  electrolyte  is  allowed,  as  station  stand-by  bat- 
teries. These  figures  for  density  are  for  the  battery  in  fully  charged  con- 
dition. 

The  resistance  of  the  electrolyte  varies  considerably  with  the  density, 
about  as  shown  in  Fig.  339;  it  is  seen  that  the  densities  specified  above  give 

the  lower  values  for  resist- 
ance. Pure  water  should  be 
used  in  making  up  the  electro- 
lyte, as  even  small  amounts  of 
certain  mineral  salts  are  very 
injurious  to  a  battery,  ma- 
terially shortening  its  life. 
In  getting  the  right  density, 
the  acid  should  be  added  to 
the  water  slowly,  as  the  heat 
of  solution  may  crack  the  jar 
or  even  sputter  the  acid 
around;  this  is  especially 
likely  to  occur  if  the  water 
is  poured  into  the  acid,  which 
should  never  be  done. 
The  resistance  varies  appreciably  with  temperature,  increasing  about 
1.5  per  cent  for  every  degree  Fahrenheit  decrease  in  temperature;  it  is 
twice  as  much  at  zero  as  it  is  at  70°  F.  This  effect  very  materially  reduces 
the  amount  of  current  which  can  be  drawn  from  a  battery,  as  illustrated 
by  the  fact  that  a  battery  which  operates  the  starting  motor  of  an  auto- 
mobile easily  in  the  summer,  may  not  be  able  to  turn  the  engine  over  in 
the  winter,  not  only  because  of  the  increased  viscosity  of  the  lubricating 
oil,  but  also  because  the  increase  in  battery  resistance  prevents  the  starting 
motor  from  getting  its  proper  current. 

349.  Assembly  of  Battery. — For  station  batteries,  the  plates  are  gen- 
erally assembled  in  large  glass  jars,  these  being  placed  on  sand  trays  or 
similar  supports.  The  plates  are  separated  from  each  other  by  perhaps 
one-half  inch,  and  no  separator  is  required;  a  badly  buckled  plate,  if  such 
occurs,  can  be  seen  and  replaced  before  giving  trouble.  The  jars  are 
sometimes  covered  with  glass  plates  to  prevent  too  rapid  evaporation 
of  the  water  from  the  electrolyte. 

For  automobile  batteries,  the  plates  are  held  perhaps  one-eighth  inch 
apart  by  suitable  separators,  are  squeezed  tightly  together  and  forced 


Fig.  339. — The  resistance  of  the  sulphuric  acid 
solution  used  as  the  electrolyte  in  lead  cells 
varies  according  to  the  amount  of  acid  used 
as  shown  by  this  curve. 
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Fia.  340. — A  large  installation  of  lead  eelU  to  serve  as 
a  stand-by  in  case  of  the  failure  of  the  power  supply 
to  a  large  building. 


into  a  rubber  jar,  which  is  itself  held  from  breaking  by  being  packed  into 
a  tightly  fitting  wooden  box.  The  rubber  jars  are  covere<i  with  sealed 
top  pieces.  The  plates  do  not  touch  the  lx)ttom  of  the  jars,  but  rest  on 
several  high  ridges  cast  integral  with  the  bottom  of  the  jar;  a  deep  sedi- 
ment space  is  thus  formed  below  the  plates.    As  the  battery  charges  and 

•  lischarges,  the  active  material  gradually  falls  off;  if  the  plates  rested  on 
the  bottom  of  the  jar,  this  material  would  soon  short-circuit  the  plates. 
The  sediment  space  is 
made  deep  enough  to 
care  for  all  the  active 
material  which  is  likely 
to  fall  off  during  the 
useful  life  of  the  battery. 

For  batteries  of  both 

•  yjies,  the  containers  are 
>o  made  that  there  is 
room  for  about  one  inch 
of  electrolyte  above  the 
top  of  the  plates;  the 
plates  should  never  be 
allowed  to  project  above 
the  electrolyte,  as  the  projecting  part  of  the  plates  would  spoil  if  this 
occurred.  In  the  case  of  the  sealed  type  of  automobile  batter>%  pro- 
vision must  be  made  for  the  escape  of  the  gas  formed  during  charge; 
this  is  generally  taken  care  of  by  small  holes  through  the  plug  provided 
for  filling  the  batter>'  with  electrolyte,  and  adding  water. 

A  completely  assembled  battery  of  the  station  type  is  shown  in  Fig. 
;'>40,  and  in  Fig.  341  is  given  a  section  view  through  an  automobile  bat- 
tery, showing  how  compactly  the  plates  are  assembled  in  the  jar,  and  also 
liow  the  plates  rest  on  the  rubber  ridges  proWding  the  sediment  space. 

360.  Voltage  of  the  Lead  CelL— The  voltage  of  a  lead  cell  may  be 
taken  roughly  as  2  volts,  but,  of  course,  this  varies  with  the  condition  of 
charge,  whether  the  battery  is  being  charged  or  discharged,  and  the  amount 
of  current  passing  through  it.  The  exact  form  of  the  voltage  curve  of  a 
batteiy',  for  discharge  and  charge,  varies  with  the  tj'pe  and  age  of  the  plates, 
temperature,  and  similar  factors,  but  is  generally  of  the  shape  given  in 
Fig.  342.  The  charge  curve  is  naturally  considerably  higher  than  the 
discharge  curve,  because  of  the  effect  of  the  internal  drop  of  the  batter>'; 
this  increases  the  terminal  voltage  of  the  battery  on  charge  and  decreases 
it  on  discharge. 

During  charge,  the  voltage  rises  rapidly  at  first,  then  holds  nearly  con- 
stant for  several  hours,  to  rise  again  rapidly  as  the  active  material  is 
nearly  all  changed.    At  this  time  the  battery  begins  to  give  off  gas;  when 
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nearly  all  the  active  material  has  been  transformed  according  to  Eq.  (123), 
the  current  begins  to  electrolyze  the  water.  This  gas  which  is  given  off 
is  highly  explosive,  and  because  of  this  the  battery  room  should  be  well 

ventilated;  in  certain  installations 
on  board  ship,  for  example,  blowers 
must  be  provided  which  continually 
renew  the  air  in  the  battery  chamber 
and  carry  off  the  old  air  in  closed 
ducts  to  keep  it  away  from  com- 
mutator sparks,  etc. 

During  the  discharge,  the  bat- 
tery voltage  falls  rapidly  for  a 
short  time,  then  holds  fairly  con- 
stant for  several  hours,  and  then, 
at  the  end  of  the  discharge  period, 
falls  rapidly  again.  The  discharge 
should  not  be  carried  below  about 
1.8  volts  per  cell;  if  this  is  done 
repeatedly,  the  ampere-hour  ca- 
pacity of  the  batter^''  is  seriously 
diminished,  and  its  internal  resist- 
ance increased  by  the  formation 
on  the  plates  of  excessive  sulphate 
of  a  hard,  insoluble  nature. 

As  the  battery  is  charged,  the 
electrolyte  increases  uniformly  in 
density;  the  continual  release  of 
the  SO4  ions  at  both  plates  during 
charge  increases  the  acid  density 
correspondingly.  In  station  bat- 
teries, the  density  may  increase 
form  perhaps  1.160  to  1.210,  and 
in  the  automobile  battery  from 
1.200  to  1.300,  the  greater  change 
being  due  to  the  correspondingly 
smaller  amount  of  electrolyte  pre- 


FiG.  341. — Cross-section  of  an  automo- 
bile battery,  showing  how  the  phites 
are  compactly  fitted  into  the  hard 
rubber  container,  and  how  the  high 
ridges  cast  integral  with  the  container 
serve  to  give  a  deep  space  below  the 
plates  for  the  accumulation  of  the 
active  material  which  gradually  falls  off 
the  plates  with  use. 


sent  in  the  latter  type. 
351.  Ampere-hour  Capacity  of  a  Cell. — The  capacity  of  a  storage  cell 
is  given  in  either  ampere-hours  or  watt-hours;  the  latter  takes  into  account 
the  IR  drop  in  the  cell,  and  so  is  the  quantity  from  which  the  efficiency  of 
a  cell  nmst  be  reckoned.  The  ampere-hour  rating  has  nothing  directly 
to  do  with  the  resistance  of  the  cell.  In  ordinaiy  practice  the  ampere- 
hour  rating  is  always  used.    The  theoretical  ampere-hour  capacity  can,  of 
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(•••iirso,  be  figured  from  the  known  electrochemical  equivalenti?  of  the 
r(.n.-tituent«;  thus,  per  ampere-hour  capacity,  there  are  requireti  4.42  grams 
of  lead  peroxide  and  3.88  grams  of  8pong>'  lead.  It  is  customar>'  with 
battery  manufacturers  to  allow  from  two  to  three  times  this  theoretical 
(luaiitity  to  allow  for  lack  of  porosity  (preventing  all  of  the  active  material 
from  being  used)  and  also  to  allow  for  the  scaling  off  of  the  active  material 
with  age.    The  negative  plates,  being  soft,  do  not  retain  their  active  mate- 
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Fio.  342. — Typical  charge  and  discharge  curves  of  a  lead  cell,  carrj'ing  normal  current. 


rials  as  well  as  the  positives,  so  that  in  the  assemblage  of  cells  it  is  custom- 
ary to  have  the  number  of  negatives  greater  by  one  than  the  number 
of  positives. 

The  ampere-hour  capacity  of  an  ordinary  cell  can  be  approximateil  by 
assuming  that  one  ampere  can  be  supplied  for  eight  hours  (8  ampere- 
hours)  for  each  25  square  inches  of  surface  of  positive  plate.  In  calcu- 
lating the  area,  both  sides  of  the  plate  are  to  be  used,  thus,  a  positive  plate 
4  inches  by  6  inches  could  deliver  16  ampere-hours.  These  figures  hold 
for  plates  about  one-eighth  inch  thick;  thicker  plates  have  more  capacity, 
the  number  of  ampere-hours  obtainable  increasing  about  as  the  square 
root  of  the  thickness. 

362.  Variation  of  Capacity  with  Rate  of  Discharge. — The  ordinary 
load  cell  is  rattni  l)y  the  iiuiiiIkt  of  ampere-hours  obtainable  when  the  cell 
is  discharged  at  the  eight-hour  rate;  thus,  an  80  ampere-hour  battery  is 
one  that  will  deliver  10  amperes  for  eight  hours.  The  capacity  varies 
greatly  with  the  time  taken  for  discharge;  if  the  above  batter>'  were  dis- 
rharged  at  one-half  the  normal  rate,  that  is,  with  a  discharge  current  of  5 
amperes,  about  95  ampere-hours  capacity  could  be  obtained.    This  change 
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of  capacity  with  rate  is  due  principally  to  the  non-porosity  of  the  active 
material.  The  discharge  at  first  changes  the  active  material  at  the  sur- 
face of  the  plates;  this  can  be  accomplished  very  effectively,  but  the 
material  deep  below  the  surface  can  only  change  as  the  electrolyte  pene- 
trates. As  the  rate  of  penetration  is  slow,  it  is  evident  that  for  rapid 
discharge  rates  the  inner  material  will  not  be  sufficiently  supplied  with 
fresh  electrolyte,  and  so  the  ampere-hour  capacity  must  be  correspond- 
ingly less.  A  certain  battery  having  an  eight-hour  rating  of  100  ampere- 
hours  had  a  capacity  of  110  ampere-hours  at  the  twelve-hour  rate,  80 
ampere-hours  at  the  four-hour  rate,  and  55  ampere-hours  at  the  one-hour 
rate. 

353.  Limiting  Terminal  Voltage. — A  battery  is  regarded  as  discharged 
when  its  terminal  voltage  falls  below  a  certain  value,  this  to  be  measured 
while  the  battery  is  delivering  current.  As  the  terminal  voltage  will  evi- 
dently depend  upon  the  internal  IR  drop,  as  well  as  the  condition  of  dis- 
charge, it  is  necessary  to  state  the  limiting  voltage  in  terms  of  the  current 
being  delivered.     It  is  ordinarily  taken  as 

£'nmiting=1.66+0.0175r, (124) 

in  which  T  is  the  hours  rate  of  discharge.  Thus  an  80-ampere-hour  bat- 
tery, discharging  at  the  rate  of  10  amperes,  should  not  be  discharged  below 
a  voltage  of  1.80  volts  (read  with  current  flowing)  or  below  1.70  when  dis- 
charging at  the  two-hour  rate. 

354.  Indications  of  Charge. — In  determining  whether  a  battery  is 
charged,  it  is  of  no  avail  to  read  the  open-circuit  voltage;  neither  is  it 
always  safe  to  depend  upon  the  electrolyte  density  unless  the  density  in 
the  discharged  condition  is  known.  If  the  density  of  the  electrolyte  of  a 
cell,  in  normal  condition,  is  0.100  above  that  of  the  discharged  condition, 
it  is  safe  to  assume  the  cell  fully  charged.  If,  when  discharging  at  normal 
rate,  the  terminal  voltage  is  2.05  volts  or  more,  the  battery  is  probably 
fully  charged.  The  best  criterion,  however,  is  its  behavior  after  it  has  been 
put  on  charge;  if,  when  charging  at  normal  rate,  the  battery  gasses  freely, 
it  is  completely  charged. 

355.  Sulphation  of  Plates. — Whenever  a  battery  discharges,  the  active 
material  on  both  plates  is  changed  to  lead  sulphate;  this  sulphate  is  fairly 
porous,  and  at  once  changes  back  to  lead  or  lead  peroxide  on  charge. 
If,  however,  a  cell  is  left  in  the  discharged  condition  for  some  time,  or  if 
too  dense  an  electrolyte  is  used,  or  if  the  battery  gets  too  hot,  a  deposition 
of  hard  dense  sulphate  forms,  and  this  may  seriously  injure  the  battery.  In 
a  bad  case  of  sulphation  of  this  kind,  light  gray  patches,  can  be  seen  on  the 
plates,  and  the  surface  of  these  patches  is  very  hard.  Excessive  internal 
resistance  is  thus  caused  by  the  isolation  of  the  active  material  below  the 
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Iini>omou8  sulplmte  layer;  the  dIfTerence  between  charge  and  dischaige 
\t.ltage  is  thus  inercatscd,  and  the  elix'trolyte  density  is  lowered,  owing  to 
the  pennanent  loss  of  the  sulphate  ions. 

Sulphiition  can  Ihj  remedied,  if  it  is  not  too  severe,  by  giving  the  bat>- 
terj'  several  overehai-ges;  the  gassing  resulting  from  overcliarge  tends  to 
crack  off  the  hartl  sulphate  layer.  In  ca.se  of  bad  sulphation,  the  plate 
must  be  either  discarded  or  given  some  special  treatment,  such  as  the 
(liauber's  sidt  treatment,  for  an  explanation  of  which  a  book  on  storage 
Ijatteries  should  be  consulted. 

366.  Charging  a  Battery. — For  charging  a  storage  batterj',  it  is  advis- 
able to  use  tin-  fight-hour  nite  until  gassing  occurs,  which  will  \ic  after 
about  nine  hours,  and  the  voltage  per  cell  (measured  with  charging  current 
tiowing)  is  alxjut  2.40.  The  rate  should  now  be  diminished  to  perhaps 
onc^lialf  its  nonnal  value,  and  this  low  value  maintained  until  the  voltage 
per  cell  is  again  2.40  and  remains  at  this  value  for  about  an  hour.  A 
!)atter>'  should  not  be  allowed  to  gas  violently  for  any  length  of  time,  as 
uassing  tends  to  crack  off  the  active  material,  with  consequent  loss  of 
I    1  Mcity  for  the  batter>'. 

357.  The  Alkaline  Storage  Battery. — The  Edison  is  the  only  commer- 
cial batter\'  of  this  tyjK'  now  available.  This  batten,'  depends  for  its  action 
on  the  oxidation  from  a  lower  to  a  higher  oxide  of  nickel  in  the  positive 
|)lato,  and  the  reduction  of  ferrous  oxide  to  metallic  iron  in  the  negative 
|)late.  The  electrolyte  has  a  peculiar  action,  in  that  whatever  change  is 
causetl  by  the  electrolytic  action  at  one  plate  is  at  once  neutralized  by  the 
reverse  action  taking  place  at  the  other.  The  electiolyte  (a  mixture  of 
solutions  of  potassium  and  lithium  hydrates)  is  not  u.se<l  up  at  all  during 
the  charging  operation,  and  hence  but  little  of  it  is  required.  The  plates 
can  thus  be  put  ver>'  close  together. 

The  action  of  the  Edison  cell  is  probably  represented  by 

6NiOj     +     8KOH     +     (H2O)     +     3Fe 

Poaitive  plate  Negative  plate 

charged  rharged 

=     2Ni304     +     8K0H     -f     (H2O)     -f     FeaO*.     .     (125) 

Positive  plate  Negative  plate 

liisrharKcd  disrbarKed 

The  equation  read  from  left  to  right  represents  dischaiige,  and  from  right 
to  loft  gives  the  cycle  of  charge. 

358.  Plates  of  the  Edison  Cell. — The  elements  of  the  positive,  or 
nickel  oxide,  plate,  consist  of  perforated,  nickel-plated,  steel  tubes,  packed 
tight  with  nickel  hydroxide,  alternated  with  layers  of  flake  nickel,  the 
latter  being  mixed  with  the  hydroxide  to  increase  the  effective  conduc- 
tivity of  the  active  material.    The  nickel  flakes  come  in  contact  with  the 
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steel  container,  and  then,  reaching  through  the  body  of  the  hydroxide, 
serve  to  conduct  the  current  throughout  the  mass  of  the  active  material. 

The  negative  plate  is  made  up  of  perforated,  nickel-plated,  steel  con- 
tainers, filled  with  powdered  iron  oxide.  The  elements  of  both  plates,  of 
which  several  are  required  to  make  one  plate  of  a  battery,  are  fastened,  by 
welding  or  pressing,  into  nickel-plated  steel  grids  which  serve  as  the  plates 
of  the  cell.  Fig.  343  shows  the  construction  of  the  negative  and  positive 
plates  of  an  Edison  cell. 

359.  Assembly  of  an  Edison  Cell. — The  steel  grids  containing  the  active 
elements  are  assembled  and  held  together  by  insulated  through-bolts. 


Fig.  343 


Fig.  344 


Fig.  343. — In  the  Edison  cell  the  active  material  is  held  in  small  steel  containers,  these 
being  fastened  into  steel  plates  about  as  shown  here.  The  size  of  the  steel  plates, 
and  the  number  of  the  small  elements  used  in  building  up  the  i>ositive  and  negative 
plates  depends  upon  the  capacity  the  battery  is  intended  to  have.  All  the  steel 
is  heavily  nickel  plated. 

344. — As  the  Edison  cell  is  held  in  a  steel  container  an  as.sembled  battery  must 
be  such  that  the  various  cells  are  held  from  coming  into  contact  with  each  other. 
This  shows  a  typical  assembly  of  five  cells,  in  a  wooden  rack,  in  which  the  different 
cells  are  held  apart  by  wooden  spacers. 


Fig. 


narrow  strips  of  hard  rubber  being  used  to  keep  the  plates  a  short  dis- 
tance apart;  as  in  the  lead  cell,  the  number  of  negative  plates  is  one  greater 
than  that  of  the  positives.  The  containing  jar  is  of  thin  nickel-plated 
steel,  having  corrugated  sides  to  increase  its  rigidity.  In  the  cover  of  this 
steel  tank  are  three  holes,  two  of  which  are  fitted  with  insulating  bushings 
for  bringing  oiit  the  battery  terminals;  the  third  hole,  for  filling  with 
electrolyte  and  for  adding  water  from  time  to  time,  is  fitted  with  a  cap  and 
pop  valve  which  lifts  to  let  out  gas  but  prevents  entrance  of  extraneous 
matter.  The  cells  are  assembled  in  wooden  trays,  so  built  as  to  properly 
separate  adjacent  tanks;   as  these  are  conductors,  they  must  not  touch 
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Fig.  345. — Typical  charge  and  dis- 
charge curves  of  an  Edison  cell. 


I  >ne  another,  a.s  larKc  leakage  currents  woulil  otherwise  flow. 
i-<stMnbl('(l  EtH.^^on  hattcry  is  shown  in  Fig.  344. 

360.  Voltage  of  Edison  Cell.— The  e.m.f.  of  the  Edison  cell  is  much 
I<'s«  than  that  of  the  lead  cell;  on  di.st-harge  the  terminal  voltage  .starts  at 
1 .50,  falls  riipidly  to  1.30,  has  an  avemge  value  during  discharge  of  1.20  and 
I  useful  limiting  tenninal  voltage  of  1.00. 

I  <«t  a  given  batter}'  installation  using 
Itii-on  cells,  it  is  therefore  necessary 
to  put  in  about  70  per  cent  more  cells 
than  would  Ik?  required  if  lead  cells  were 
used.  Owing  to  the  higher  internal 
resistance  of  the  Edison  cell,  there  is  a 
^ireater  difference  l)etween  the  charge 
and  di.scharge  voltages  than  is  the  case 
with   the   lead   cell.     T>'pical   charging 

rid  discharging  curves  for  an  Edison  cell 
re  given  in  Fig.  345. 

361.  Charging  Rate  for  the  Edison  Cell. — It  is  customary  to  rate  an 
i;<lis()n  cell  at  the  tive-hour  rate;  thus,  a  75  ampere-hour  cell  will  deliver 
].")  ainix?res  for  five  hours.  To  completely  charge  such  a  cell  requires  a 
current  of  15  amperes  for  about  seven  hours.  The  cell  is  regarded  as 
charged  when  the  charging  voltage  has  remained  constant  at  1.8  volts  for 
lialf  an  hour. 

The  alkaline  cell  will  stand  much  more  abuse  than  will  the  lead  cell; 
it  can  be  repeate<lly  di.scharged  to  complete  short  circuit,  with  no  harm, 
whereas  a  lead  cell  would  buckle  and  sulphate  under  such  treatment.  It 
will  yield  the  same  ampere-hour  output,  after  being  fully  charged,  at 
any  discharge  rate  from  one-quarter  normal  to  four  times  the  normal  rate. 

I I  can  Ix;  left  in  anj'  condition  of  charge  or  discharge,  with  no  deleterious 
iTects,  where  a  lead  cell  would  be  batUy  sulphated  under  the  same  treat- 
ment. 

362.  Efifect  of  Temperature  on  Edison  Cell. — A  storage  battery  of 
either  type  shows  a  loss  of  capacity  with  temperatures  lower  than  70*  F., 
Iiut  the  effect  is  more  marked  with  the  Etlison.  The  discharge  cajmcity 
decreases  somewhat  more  than  1  per  cent  per  degree  fall  in  temperature, 
until,  at  about  40**  F.,  practically  nothing  can  be  obtainetl  from  the  battery 

\en  though  it  may  be  fully  charge<l.     However,  if  the  cell  is  warmed  up, 
is  normal  output  is  available,  the  cooling  not  l>eing  permanently  injurious. 

If  Edison  cells  are  used  for  vehicles  in  cold  weather,  they  should  Ix?  given  a 

warming  charge  just  before  starting  a  nm,  and  put  in  a  covered  box; 

the  PR  loss  during  discharge  will  be  sufficient  to  keep  them  warm  even  in 

verj'  cold  weather. 

Diuing  charge,  an  Edison  cell  should  not  be  allowed  to  nse  above 
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115°  F.,  but  during  discharge  a  temperature  of  even  160°  may  obtain 
without  doing  the  cells  any  injury.  Lead  cells  should  not  be  operated  at 
such  high  temperatures,  110°  F.  being  the  upper  limit  if  the  life  of  the  cell 
is  not  to  be  seriously  diminished. 

363.  Resistance  of  Storage  Batteries. — The  internal  resistance  of 
a  lead  cell  is  extremely  low,  and  varies  approximately  inversely  with  the 
ampere-hour  capacity  of  the  cell.  At  70°  F.  the  short-circuit  current  of  a 
lead  cell  is  about  fifty  times  its  rated  current;  this  excessive  current  would 
be  maintained  for  a  short  time  only,  because  of  the  polarization  of  the 
cell.  The  Edison  cell  has  comparatively  more  resistance  than  the  lead 
cell;  when  short-circuited,  it  gives  a  current  about  ten  times  its  rated  value, 
showing  the  resistance  of  the  alkaline  battery  to  be  about  five  times  as 
much  as  that  of  a  lead  battery  of  the  same  rating.  As  mentioned  before, 
the  resistance  of  both  typos  rises  rapidly  as  the  temperature  falls. 

364.  Efficiency  of  Storage  Batteries. — The  efficiency  of  a  cell  may 
be  measured  by  the  ratio  of  ampere-hours  output  to  ampere-hours  input, 
or  by  the  ratio  of  watt-hours  output  to  watt-hours  input.  The  ampere- 
hour  output  is  measured  by  the  ampere-hours  delivered  by  a  completely 
charged  cell  until  its  terminal  voltage  has  fallen  to  the  value  given,  for  a 
lead  cell,  by  Eq.  (124),  and  the  corresponding  input  by  the  ampere-hours 
required  to  charge  a  cell  from  this  condition  until  the  charging  voltage 
remains  constant,  at  the  upper  limit,  for  half  an  hour. 

The  ampere-hour  efficiency  of  a  lead  cell  depends  somewhat  upon  the 
rate  of  discharge;  for  the  eight-hour  rate,  it  is  from  80  per  cent  to  95  per 
cent.  The  corresponding  figure  for  the  Edison  cell  averages  80  per  cent. 
The  watt-hour  efficiency  shows  up  the  lead  cell  much  more  favorably, 
because  of  its  lower  internal  resistance;  for  the  lead  cell  it  is  generally 
about  75  per  cent,  whereas  the  Edison  cell  on  normal  discharge  rate  shows 
from  55  to  65  per  cent  watt-hour  efficiency.  For  both  cells,  this  figure 
decreases  for  currents  greater  than  the  normal  rated  value. 

365.  Life  of  Cells. — With  normal  care,  a  lead  cell  using  pasted  plates 
should,  according  to  certain  authorities,  last  for  at  least  300  cycles  of 
discharge  and  charge  before  showing  appreciable  loss  of  efficiencj^*  for 
Plants  plates  30  per  cent  more  life  can  reasonably  be  expected.  The  life 
depends  upon  so  many  factors,  such  as  purity  of  materials,  regularity  of 
charging  and  discharging,  rates  of  discharge,  amount  of  gassing  permitted, 
variation  of  temperature  allowed, etc.,  that  much  variation  may  be  expected. 
As  many  as  1400  cycles  for  pasted  plates  have  been  reported  by  one  experi- 
menter. In  automobile  service,  a  good  lead  cell  should  last  two  years 
at  least,  unless  it  is  continually  overcharged,  or  allowed  to  freeze;  in  this 
service  the  battery  seldom  is  completely  discharged,  but  generally  suffers 
from  excessive  gassing. 

^      The  Edison  cell  is  so  free  from  troubles  that  its  life  is  much  longer 
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'\:\n  that  of  the  lead  cell;   the  manufacturers  generally  guarantee  their 
lis  to  show  their  rated  capacity  at  the  end  of  five  years'  use. 

366.  Comparison  of  Lead  and  Edison  Batteries. — The  weight  and 
gp;i  '^  ;Miretl  i)cr  kilowatt-hour  ca|)acity  is  nearly  the  same  for  both  types. 
The  i^uon  evaporates  its  water  much  faster  than  the  lead  cell,  and  so 

i{uire8  more  attention  for  this  reason.    If  the  cells  are  in  a  confined 

>;vce,  so  that  artificial  cooling  is  required  to  prevent  overheating,  the 
lison  requires  much  more  blower  capacity  to  keep  the  temperature 

ithin  advisable  limits.  The  watt-hour  efficiency  of  the  lead  cell  is  much 
better  than  that  of  the  Exlison  cell,  especially  at  high  rates  of  discharge; 
'»nd  at  low  temperatures  the  lead  cell  is  incompmrably  superior  to  the 

I  lison.  The  initial  cost  is  greater  for  the  Exiison,  but  this  is  offset  by  the 
iingor  life  guarantee. 

367.  Uses  of  Storage  Batteries. — By  far  the  greatest  number  of 
orage  batteries  in  use  to-day  are  in  automobile  lighting  and  ignition 
;uipments;  the  total  capacity  of  cells  in  such  service,  in  the  United 
tates  alone,  is  about  three  million  kilowatt-hours.     For  farm-lighting 

1  ad  other  small,  isolated  plants,  about  one  million  kilowatt-hours  capacity 
used,  while  for  electric  trucks,  locomotives,  and  stand-by  service  in  large 
rations,  another  million  kilowatt-hours  is  installed. 

For  central  station  work,  the  cells  have  two  distinct  uses.     In  small 
itions  they  are  usetl  to  carry  the  peak  load,  helping  the  generators  to 
irrj'  the  load  when  the  station  is  most  heavily  loaded,  and  then  being 
'uirged  when  the  generators  would  otherwise  be  underloaded.     Their  use 
ill  this  service  ver>'  materially  reduces  the  amount  of  generating  equip- 
ment required.     In  the  large  stations  connected  principally  to  lighting 
loads,  they  are  used  "floating"  on  the  line,  continually  charged;   their 
function  here  is  to  care  for  the  entire  load  of  the  system  for  a  short  time, 
in  case  the  generating  equipment  fails,  thus  ensuring  continuity  of  service, 
very  important  consideration  in  the  case  of  a  city  like  New  York.    The 
installed  capacity  in  such  stations  is  only  sufficient  to  carry  the  load  for 
perhaps  twenty  minutes,  but  in  this  time  the  generating  apparatus  would 
presumably  be  again  ready  to  operate. 


CHAPTER  XIII 
OPERATION  AND  CARE  OF  CONTINUOUS-CURRENT  MACHINERY 

368.  Location. — In  selecting  the  proper  location  for  an  electric  machine, 
the  two  principal  points  to  be  kept  in  mind  are,  first,  that  the  machine 
must  be  kept  dry,  and  second,  that  it  must  be  kept  free  from  dust  and  dirt. 
If  these  two  requirements  are  not  satisfied,  a  motor  or  generator  will  soon 
deteriorate  and  develop  faults. 

Effect  of  Moisture. — If  moisture  is  allowed  to  accumulate  on  or  around 
a  dynamo-electric  machine,  the  machine  will  very  soon  be  more  or  less 
grounded.  A  machine  is  said  to  be  grounded  when  any  part  or  parts  of 
the  electric  circuits  are  connected  to  the  framework  (field  casting,  arma- 
ture core,  etc.)  Such  a  grounding  of  the  winding  may  be  very  dangerous 
for  the  operator;  in  the  case  of  a  high-voltage  generator  or  motor  it  might 
cause  a  fatal  shock  if  the  operator  should  come  in  contact  with  the  frame- 
work when  he  is  standing  upon  a  concrete  floor  or  some  other  partially 
conducting  surface.  This  point  will  be  more  fully  discussed  in  the  section 
on  faults. 

Besides  the  possibility  of  grounds,  there  is  that  of  the  windings  becom- 
ing short-circuited  because  of  the  presence  of  moisture.  This  is  espe- 
cially likely  to  occur  by  the  development  of  two  grounds,  on  diff'erent  parts 
of  the  windings.  A  machine  which  develops  a  short-circuit  is  sure  to  be 
seriously  damaged  by  burning,  Xinless  the  fault  is  at  once  discovered  and 
removed. 

Effect  of  Vibration. — Of  course,  in  choosing  the  location  for  a  machine, 
care  must  be  exercised  that  a  firm  foundation  can  be  provided.  Even 
though  an  electric  machine  is  very  well  balanced  before  leaving  the  fac- 
tory, it  is  sure  to  vibrate  more  or  less  when  running,  unless  it  is  fastened 
to  a  solid  bed  of  some  sort.  If  a  machine  is  allowed  to  vibrate  when  in 
operation,  there  is  likely  to  be  sparking  at  the  brush  contacts,  owing  to 
the  fact  that  the  brushes  make  poor  contact  with  the  vibmting  commu- 
tator; the  vibration  may  also  make  the  bearings  heat  excessively. 

Effect  of  Dust  and  Dirt. — Any  continuous-current  machine  is  almost 
sure  to  develop  commutator  trouble  if  it  is  operated  in  such  a  location  tliat 
dust  or  dirt  can  fall  on  the  commutator.  The  dirt  will  work  into  the  bear- 
ing surface  of  the  brush,  producing  a  rough  surface  and  spoiling  the  .com- 
mutator surface  by  scratching  and  undue  wear.     Also,  it  is  likely  to  work 
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into  the  insulation  between  the  commutator  bars  and  produce  a  partial 
short-circuit  between  adjacent  bars.  When  a  partial  short-circuit  occurs, 
it  soon  develo|>s  into  a  complete  short-circuit,  and  the  coil  which  in  attached 
to  the  two  seRmentM  is  likely  to  bum  out. 

369.  Faults  Tend  to  Get  Worse. — A  point  for  the  operator  to  keep 
constantly  in  mind  is  tliat  nearly  all  of  the  faults  developed  by  electrical 
machinerv'  tend  to  aggravate  themselves  if  not  immediately  remedied.  Thus, 
a  slii^ht  roughening  of  the  commutator  will  produce  but  imperceptible 
sjiarking;  unless,  however,  the  rough  spot  is  removed  (and  the  cause  also 
HMuoved)  the  commutator  will  soon  be  unserviceable. 

If  it  is  absolutely  necessarj'  to  run  a  machine  in  a  room  where  dust 
accumulates,  as,  for  example,  in  a  cement  mill  or  flour  mill,  an  inclosed  type 
of  machine  should  be  installeil  if  possible.  This  tj-pe  of  machine  is  com- 
pletely closed  by  end  pieces  fitted  to  the  sides  of  the  yoke.  The  armature, 
commutator,  etc.,  are  thus  completely  shut  in,  so  that  dirt  and  dust  can 
collect  only  on  the  outside  of  the  machine,  where  it  can  do  but  little  harm. 
(All  railway  motors,  e.g.,  are  of  this  inclosed  type,  so  that  the  working 
parts  are  kept  free  from  the  dust  and  moisture  with  which  the  car  truck 
gets  covered.)  If  it  is  not  possible  to  use  an  enclosed  type  of  machine, 
the  attendant  must  exercise  special  care  in  keeping  the  commutator  clean, 
and  must  blow  the  dust  out  of  the  windings  by  means  of  a  bellows  whenever 
the  machine  is  shut  dovsTi. 

370.  Precautions  in  Starting  a  Machine. — After  a  machine  has  been 
properly  installed,  a  thorough  inspection  must  be  given  before  the  machine 
is  started.  The  operator  must  look  over  the  machine  ver>'  carefully',  to 
see  that  there  are  no  mechanical  or  electrical  faults  which  would  injure  the 
machine  as  soon  as  started. 

The  machine  should  be  thoroughly  blown  out  by  a  bellows,  so  that  any 
dust,  dirt,  chips,  etc.,  which  may  have  collected  in  the  interstices  of  the 
windings  and  various  parts,  may  be  cleaned  out. 

Tightening  of  Parts,  etc. — All  parts  of  the  machine  should  be  thoroughly 
tightened;  a  pole  may  pull  loose  from  the  yoke  ver>^  soon  if  its  fastening 
l)olts  are  not  drawn  up  snug;  the  same  precaution  holds  with  respect  to 
the  pole  shoes  and  any  other  parts  held  t<^ether  by  bolts.  Care  must 
l)e  observed  to  see  that  there  is  nothing  in  the  air  gap;  a  small  nut,  nail, 
etc.,  in  the  air  gap  may  cut  the  armature  winding  badly  when  the  machine 
is  started. 

Bearings. — The  machine  must  turn  freely  in  its  bearings,  and  the  oil 
rings  must  be  picking  up  the  proper  amount  of  oil.  This  latter  point  is 
extremely  important;  oil-ring  bearings  operate  so  reliably,  in  general, 
that  they  receive  less  attention  from  the  operator  than  they  really  require. 
The  oil  used  in  the  bearing  should  be  the  best  grade  of  machine  oil;  if 
too  thick,  it  does  not  flow  freely  through  the  oil  ducts  in  the  bearing,  and 
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if  too  thin  it  runs  out  too  quickly  and  there  is  not  a  sufficient  layer  of  oil 
between  the  shaft  and  bearings  for  proper  lubrication.  The  bearings 
must  be  thoroughly  cleaned  from  dirt,  grit,  etc. 

371.  Spacing  the  Brushes. — A  machine  may  spark  badly  at  the  brushes, 
no  matter  how  well  the  brushes  may  have  been  ground  and  how  smooth 
the  commutator  may  be.  This  may  be  due  to  the  improper  spacing  of  the 
brushes.  Of  course,  many  other  causes  may  exist  which  produce  sparking; 
some  of  them  have  been  taken  up  already,  and  they  will  all  be  grouped 
together  in  the  tabulated  list  of  faults,  which  is  given  on  a  following  page. 

If  a  two-pole  machine  is  considered,  it  is  seen  at  once  that  the  brushes 
should  be  spaced  180°  apart  on  the  commutator;  on  a  four-pole  machine 
they  should  be  90°  apart,  etc.  On  the  earlier  types  of  machines,  where 
the  interpolar  space  (space  between  the  adjacent  tips  of  consecutive 
poles)  was  large,  the  necessity  for  setting  the  brushes  exactly  the  right 
distance  apart  did  not  exist.  Around  one  side  of  the  commutator  of  a 
two-pole  machine,  there  might  be  49  segments  between  brushes,  and 
around  the  other  side  perhaps  51  segments,  and  still  there  might  not  be 
excessive  sparking. 

Proper  Spacing  Important  on  Commutating  Pole  Machines. — On  the 
more  modern  machines,  however,  especially  on  machines  having  commu- 
tating poles,  the  brushes  must  be  set  exactly  the  right  distance  apart. 
On  a  high-voltage  synchronous  converter,  if  the  spacing  between  one  set 
of  brushes  is  greater  than  that  between  another  set  by  half  the  width  of 
one  commutator  segment,  bad  sparking  is  likely  to  result.  In  addition 
to  the  sparking  trouble,  the  armature  of  a  machine  on  which  the  brushes 
are  improperly  spaced  is  very  likely  to  overheat,  even  though  the  machine 
is  not  delivering  full-load  current  to  the  outside  circuit. 

Uneven  Spacing  Produces  Sparking. — The  sparking,  with  unequally 
spaced  brushes,  may  be  due  to  either  of  two  causes,  or  both.  As  we  have 
shown  before,  the  armature  winding  of  any  continuous  current  armature 
consists  of  two  or  more  circuits  in  parallel,  the  lap-wound  armature 
having  as  many  paths  as  there  are  poles,  and  the  wave-wound  armature 
always  having  two  paths.  It  may  be  that  there  is  a  greater  e.m.f .  induced 
in  one  path  than  in  another  if  the  brushes  are  unequally  spaced.  But  if 
the  several  paths  are  in  parallel  and  one  path  has  a  greater  e.m.f.  than  the 
others,  then  this  path  will  force  current  to  flow  through  the  others  even 
though  there  is  no  load  on  the  outside  circuit. 

372.  Cause  of  the  Sparking. — Consider  the  case  shown  in  Fig.  346  (a) 
where  the  brushes  A,  B  and  C  are  correctly  spaced,  90°  apart,  but  D 
is  misplaced  so  that  the  distance  A-D  is  80°  and  the  distance  D-C  is  100°. 
The  paths  A-B  and  B-C  generate  the  normal  rated  voltage  of  the  machine, 
while  the  two  paths  A-D  and  D-C  generate  something  less  than  this  value 
as  there  are  less  effective  inductors  in  the  latter  two  quadrants  than  in  the 
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otlicrs.     (In  quadrant  D-C  various  inductors  arc  generating  voltages  in 
opixwite  directions.) 

The  electrical  conditions  in  the  armature  are  then  the  same  as  those 
-hown  in  Fig.  346  (6)  in  which  figure  the  cells  A  and  B  are  supposed  to 
develop  a  higher  e.m.f.  than  the  cells  C  and  D.  Even  though  there  is  no 
UmuI  on  the  l)atter>',  the  load  circuit  Ijeing  open,  there  will  still  lx»  current 
flowing  in  the  different  cells,  as  indicated  by  the  arrows.  The  amount  of 
<urrent  which  will  thus  flow  in  the  different  paths  of  the  armature  depends 
ui>on  the  inequality  of  the  voltages  in 
the  different  paths  and  upon  the  re- 
sistance of  the  armature.  In  large 
machines  this  resistance  is  very  small 
tnd  so,  on  lai^,  high-voltage  genera- 
tors, it  is  ver>'  important  that  the 
i  >rushes  be  spaced  exactly  right. 

If  the  brushes  on  a  commutating- 
pole  machine  are  unequally  spaced, 
it  is  impossible  to  eliminate  sparking 
at  all  brushes,  because  when  one  brush 
or  set  of  brushes  is  in  the  correct  posi- 
tion with  respect  to  the  commutating 
poles,  some  of  the  other  brushes  can- 
not possibly  be  placed  properly,  because  Fio.  346. — If  the  brushes  of  a  four- 


pole  machine  are  not  equally  spaced 
there  will  be  less  voltage  between 
some  brushes  than  between  others; 
due  to  this  effect  a  large  circulating 
current  may  flow  in  the  armature 
even  when  it  is  delivering  no  load. 


we  have  supposed  the  bnishes  une^jually 
-paced  while  the  commutating  poles  are 
always  spaced  equally.  We  have  previ- 
ously shown  that  a  conmiutating-pole 
machine  is  very  sensitive  with  regard 
to  the  proper  placing  of  the  brushes 
with   respect   to   the   commutating   poles. 

Testing  for  Spacing. — The  easiest  way  to  obtain  equality  in  spacing  is 
to  measure  the  total  circumference  of  the  commiitator  bj'  laying  a  tape  or 
strip  of  papjer  around  the  commutator  surface  under  the  brushes.  This 
distance,  divided  by  the  number  of  brush  studs,  is  the  proper  spacing 
to  use  in  measuring  frorn  the  toe  of  one  brush  to  the  toe  of  the  next  brush. 

373.  Fitting  the  Brushes. — The  brushes  must  be  thoroughly  "  sanded  " 
to  fit  the  commutator.  This  task  requires  a  deal  of  time  on  the  larger 
machines  and  must  be  done  carefully.  The  proper  method  is  shown  in 
Fig.  347.  Sandpaper  (never  emery  cloth)  must  be  used  for  this  purpose. 
The  sandpaper  is  torn  into  strips  slightly  wider  than  one  brush  and  a  strip 
is  inserted  between  the  brush  to  be  fitted,  and  the  commutator  surface, 
the  rough  side  of  the  paper  being  outside.  (It  is  supposed  that  the  brushes 
have  been  adjusted  for  the  proper  tension  of  about  1.4  pounds  per  square 
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inch  of  contact  surface.)  Then,  while  the  strip  of  sandpaper  Is  held  tightly 
against  the  surface  of  the  commutator,  it  is  worked  back  and  forth,  grind- 
ing the  under  surface  of  the  brush  to  a  shape  that  just  fits  the  commutator. 
Improper  Fitting  of  Brushes. — While  the  brush  is  being  ground  it  is 
extremely  important  that  the  sandpaper  be  so  held  that  it  lies  tightly  against 
the  commutator  for  at  least  an  inch  or  two  both  ahead  of,  and  behind,  the 
brush;  otherwise  the  brush  will  be  ground  in  such  a  fashion  that  only  the 
center  part  of  it  fits  on  the  commutator,  the  toe  and  heel  having  been  cut 
away  by  the  sandpaper.  Figure  348  shows  the  sandpaper  improperly 
held  and  the  resultant  shape  of  the  brush.  The  surface  of  such  a  brush 
actually  touching  the  commutator  surface  is  very  small  and,  when  a  load  is 


Fig.  347  Fig.  348 

Fig.  347. — How  sandpaper  should  be  used  to  fit  the  brush  to  the  commutator. 

Fig.  348. — If  the  sandpaper  is  improperly  held,  the  brush  will  be  ground  round  as 

shown  here,  making  poor  contact  with  the  commutator,  and  causing  excessive 

heating  at  the  brush  contact. 

put  on  the  machine,  excessive  heating  will  develop  at  this  point.  Figure 
347  shows  how  the  sandpaper  should  be  held  and  also  how  the  brush, 
when  so  ground,  fits  the  commutator  over  its  whole  cross-section.  While 
the  brush  is  being  ground  to  a  final  fit,  the  sandpaper  should  be  drawn  under 
the  brush  only  in  the  same  direction  as  the  machine  is  designed  to  run. 

Use  of  Emery  Cloth. — If  emery  cloth  is  used  instead  of  sandpaper,  two 
faults  are  likely  to  develop.  The  abrasive  material  used  in  making  the 
rough  surface  of  the  emery  cloth  is  a  partial  conductor,  and  small  particles 
of  it  are  likely  to  become  imbedded  in  the  insulation  separating  the  copper 
bars,  thus  producing  a  partial  short-circuit  of  the  commutator.  Or  small 
particles  of  it  may  become  imbedded  in  the  contact  surface  of  the  brush 
and  so,  when  the  machine  is  in  operation,  may  produce  severe  cutting 
(roughening)  of  the  commutator  surface,  because  the  emery  gmins  are 
extremely  hard. 

374.  Effect  of  Unequal  Air  Gaps. — The  inequality  of  voltage  in  the 
different  paths  will  also  occur  even  when  the  brushes  are  properly  spaced, 
if  the  air  gap  under  some  poles  is  less  than  under  others.  As  there  is  the  same 
magnetizing  force  on  all  field  poles  (same  number  of  turns  and  same  cur- 
rent) the  magnetic  circuit  having  the  smaller  air  gap  will  have  the  smaller 
reluctance  and  therefore  the  greater  flux.  Therefore,  the  inductors  lying 
under  those  poles  having  the  smaller  air  gaps  will  generate  a  greater  e.m.f. 
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than  the  iiukictors  lying  under  the  pole.s  witli  a  larger  air  gap.  Hence, 
those  jMiths  in  the  arnmture  lying  umler  the  ixjjes  with  the  smallest  air- 
gap  length  will  generate  a  greater  e.ni.f.  tlian  the  other  paths,  and  so 
cnrrent  may  flow  from  one  jmth  to  the  other  in  such  an  armature,  even 
tiiough  no  loail  is  being  supplietl  by  the  machine. 

rhe  ine(]uality  in  air  gaps  is  also  likely  to  produce  heating  in  the 
li  aiings.  That  pole  under  which  the  magnetic  field  is  most  dense  will 
cxrri  a  greater  pull  on  the  annature  core  tlian  the  others,  resulting  in 
excessive  pressure  on  the  bearing  and  thus  tending  to  produce  a  hot 
Ixjaring. 

DcirlopmerU  of  Uruqual  Air  Gap  by  Wear  of  Bearings. — This  inequality 
in  air  gap  may  not  exist  when  the  machine  is  sent  out  from  the  factory  but 
may  develop  if  the  l)earing8  are  allowed  to  wear  down  to  an  appreciable 
('xt<*iit.  This  allows  the  armature  to  drop  slightly,  shortening  the  air 
gap  for  the  magnetic  circuits  on  the  lower  side  of  the  armature  and  length- 
ening it  for  those  above. 

This  same  difficulty  occurs  if  one  field  coil  becomes  short-circuitetl, 
from  any  cause.  The  inductors  under  the  pole  with  the  short-circuited 
coil  will  generate  pnictically  no  volta^jo. 

375.  Faults  Occurring  in  Electrical  Machinery. — The  difficulties  which 
may  be  encountered  in  the  operation  of  electrical  machinery  an* 
tabulated  Inflow.  The  reasons  for  their  occurrence  and  the  means  of 
remedying  them  will  Ix;  explained  later,  with  reference  to  the  table  on 
page  380. 

1.  A  rough  or  dirty  commutiiior  always  i)roduces  sparking  at  the 
bnishes.  The  causes  for  the  roughening  of  a  commutator  have  lx>en  given 
l>efore.  When  the  roughening  exists  to  a  slight  extent  only,  it  may  be 
remedied  by  polishing  the  surface  of  the  commutator  with  sandpaper.  If 
the  machine  is  a  motor,  all  bnishes  but  one  pair  should  l)e  lifted  out  of  the 
holders;  the  one  pair  left  in  contact  with  the  commutator  will  carry  enough 
current  to  run  the  motor  with  no  load. 

The  motor  is  then  nm  at  a  low  speed  and  the  surface  first  smoothed 
by  coarse  sandpaper  held  on  the  comnmtator  surface  by  a  block  of  wood, 
the  face  of  which  is  perfectly  flat.  The  sandpaper  is  moved  slowly  back 
and  forth  across  the  commutator  as  it  revolves  and  this  process  is  con- 
tinued until  all  rough  spots  have  been  removed.  Then  finer  sandpaper 
may  be  used  in  a  similar  fashion,  to  polish  the  surface;  finally,  a  commu- 
tator stone  should  lie  use<l,  or  else  fine  sand|>aper  may  be  usetl  with  a 
mall  quantity  of  machine  oil;  this  will  produce  a  high  polish.  The  com- 
inutfitor  is  then  cleaned  with  a  piece  of  rag  and  all  copper  dust  is  blown 
from  the  bnishes  and  brush  holders  by  a  bellows.  The  windings  and 
commutator  connections  must  also  be  thoroughly  cleaned  out,  as  the 
•opper  dust  is  likely  to  produce  short  circuits. 
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Faults  likely  to 
occur  in  the 
operation  of 
CO  machinery 


A.  Sparking  at 
the  com- 
mutator 


B.  Heating 


Generator 
fails  to 
build  up 


D.  Motor    fails 
to  start 


1.  Rough  surface 

2.  Brushes  in  the  wrong  i)osition 

3.  Insufficient  brush  tension 

4.  Poorly  fitted  brushes 

5.  Armature  overloaded 

6.  Vibration  of  the  machine 

7.  Short-circuited  coil 

8.  Open-circuited  coil 

9.  Unequal  brush  spacing 

10.  Unequal  air  gaps 

11.  Poor  design 

12.  Bearings 

13.  Commutator 

14.  Armature 

15.  Field  coils 

16.  Open  field-circuit 

17.  High  resistance  in  the  field  rheostat 

18.  Dirty  commutator 

19.  Wrong  position  of  the  brushes 

20.  No  residual  magnetism 

21.  Field  connected  incorrectly  to  the  armature 

22.  Speed  low 

23.  Supply  line  dead 

24.  Fuses  blown 

25.  Field  or  armature  circuit  open 

26.  Too  much  resistance  in  the  field  rheostat 

27.  Too  much  starting  torque  required  by  the 

load 


If  the  commutator  Is  too  rough  to  be  smoothed  by  sandpaper,  a  special 
turning  tool  is  generally  used.  The  tool  holder  fits  on  one  of  the  brush- 
holder  studs,  and  the  commutator  is  turned  down  just  as  though  it  were  in 
a  lathe.  (See  Fig.  349.)  Small  armatures  are  generally  removed  from 
the  field  frame  and  swung  in  a  lathe  for  turning  the  commutator. 

2.  If  the  brushes  are  in  the  wrong  position  they  will  all  spark,  but 
the  difficulty  is  easily  overcome  by  manipulation  of  the  brush  yoke  rocker. 
On  some  machines,  not  equipped  with  commutating  poles,  the  brush  posi- 
tion must  continually  be  changed  as  the  load  changes  if  sparkless  com- 
mutation is  desired. 

3.  The  brush  tension  should  be  between  1  and  1^  pounds  per  square 
inch  of  contact  area.  If  the  tension  is  not  enough,  the  brush  will  not 
"  follow  "  the  commutator,  and  if  the  tension  is  too  great,  the  conunu- 
tator  heats  because  of  excessive  loss  due  to  friction.  Loosen  or  tighten 
the  springs  used  for  holding  the  brush  on  the  commutator. 

4.  These  result  from  the  unskillful  fitting  of  the  brushes,  or  by  a  faulty 
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hnish  having  hard  spots  in  it  and  so  wearing  unevenly.  This  trouble 
niry  Ix?  deloete<l  by  a  ck)c«  examination  of  the  wearing  surface  of  the 
brush,  after  the  brush  has  betni  taken  from  the  holder.  The  surface  should 
l)e  smooth  and  polished  all  over;  if  the  wearing  surface  is  polished  only  in 
six)t8,  it  indicates  a  non-homogeneous  brush,  and  a  new  one  should  be 
-ul)stituted. 

5.  A  machine  not  equipped  with  commutating  poles  will  alwa^^s  spark 
when  overloaded,  while  a  commutating-pole  machine  will  not  do  so  unless 


Fig.  349. — If  a  commutator  becomes  badly  worn  the  armature  may  be  taken  out  and 
put  in  a  lathe  for  re-finishinR  the  commutator,  if  the  machine  is  a  small  one;  for  a 
larger  one  a  commutator  turning  tool  may  be  mounted  right  on  the  bnish  rieeing, 
as  shown  here. 


the  overhead  is  very  excessive.  In  the  case  of  a  station  generator,  inspec- 
tion of  the  switchboard  ammeter  will  locate  this  trouble,  and  if  the  meter 
indicates  .an  overload,  part  of  the  load  should  be  taken  off. 

6.  If  a  machine  vibrates  to  any  extent,  it  is  likely  to  prevent  the 
brushes  from  making  firm  contact  with  the  commutator  surface,  with  the 
rot*\ilt  that  sparking  occurs.  The  machine  must  be  put  on  a  more  solid 
foundation  and  balanced  l>etter,  to  get  rid  of  this  trouble. 

7.  A  short-circuited  coil  will  alwaj's  produce  bad  sparking  at  the 
brush  contact  every  time  the  short-circuited  coil  passes  under  a  brush. 
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Unless  the  trouble  is  remedied  very  soon,  the  short-circuited  coil  will  be 
burned  out.  Sometimes  the  cause  of  the  short-circuit  is  a  thin  copper 
bridge  spun  over  the  mica  insulation  between  the  two  copper  segments 
to  which  the  ends  of  the  coil  are  attached.  Or  the  insulation  may  have 
broken  down  on  the  armature  where  the  end  connections  of  the  coils  cross 
each  other. 

8.  An  open-circuited  coil  produces  very  vicious  sparking  every  time 
the  coil  passes  under  a  brush.  The  commutator  bars  to  which  the  faulty 
coil  is  connected  soon  become  very  badly  burned  and,  if  the  machine  is 
allowed  to  run  any  considerable  time  with  an  open-circuited  coil,  the  bars 
to  which  it  is  attached  burn  away  so  badly  that  it  becomes  necessary  to 
turn  down  the  whole  commutator  before  sparking  can  be  prevented,  even 
though  the  faulty  coil  has  been  repaired.  The  method  of  locating  a 
short-circuited  or  open-circuited  coil  will  be  described  in  the  last  section 
of  this  chapter. 

9.  This  trouble  has  been  discussed  on  a  preceding  page.  The  brushes 
may  be  tested  tor  even  spacing  by  measuring  accurately  the  distance 
around  the  commutator  surface,  between  brushes.  If  this  proves  to  be 
uneven,  the  spacing  may  be  changed  by  rocking  the  brush  holder  on  the 
brush -holder  stud  and  re-fitting  the  brush. 

10.  The  air  gap  may  be  accurately  measured  by  a  tapered  steel  wedge. 
This  wedge  is  chalked  and  then  pushed  into  the  air  gap  as  far  as  it  will  go, 
in  a  direction  parallel  to  the  shaft.  The  pole  rubs  the  chalk  off  and  so 
the  distance  the  wedge  was  inserted  can  be  easily  determined  and  its  width 
at  this  point  measured  by  a  micrometer  caliper.  This  distance  must  be 
practically  the  same  for  all  poles;  if  it  is  not,  a  thin  piece  of  sheet  iron  may 
be  inserted  between  the  poles  and  yoke,  where  the  air  gap  is  too  long. 
This  is  generally  called  "  shimming  up  the  pole." 

11.  When  discussing  the  subject  of  commutation,  it  was  shown  that 
when  the  coefficient  of  self-induction  of  the  armature  coil  was  too  high  or 
the  width  of  the  brush  too  small  or  the  speed  of  the  commutator  too  high, 
it  would  be  impossible  to  obtain  sparkless  commutation.  These  points 
are  well  understood  by  designers,  so  that  such  a  cause  of  sparking  is  not 
likely  to  exist.  If  it  does,  the  operator  can  do  nothing  to  remove  it  and 
the  machine  must  be  turned  back  to  the  factory  as  being  improperly 
designed. 

12.  Heating  of  the  bearings  is  generally  due  to  lack  of  oil,  to. the  poor 
grade  of  oil  used,  or  to  the  dirt  in  the  bearing.  The  attendant  should 
keep  constant  watch  on  all  bearings,  and  if  one  begins  U)  heat  excessively 
the  cause  should  immediately  be  discovered  and  removed.  If  this  is  not 
done,  the  bearing  is  likely  to  get  hot  enough  to  melt  the  Babbitt  metal 
lining,  and  then  the  machine  is  very  likely  to  be  injured  seriously.  If  the 
Babbitt  metal  runs  out,  the  armature  may  drop  enough  to  rub  on  the  pole 
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faces  and  tear  the  binding  wires  1ck)so,  etc.,  ami  the  shaft  is  likely  to  be 
scored  badly  where  it  goes  through  the  bearing. 

If  the  bearing  bejins  to  get  too  hot,  it  is  quite  probable  that  it«i  tem- 
jxrature  will  continue  to  inrrea.se  until  the  lining  melts.  This  is  due  to  the 
fact  that  the  excessive  heating  of  the  l)OX  thins  the  oil  to  such  an  extent 
that  it  no  longer  affords  the  requisite  lubrication.  If  a  lx?aring  is  dis- 
covennl  dangerously  hot,  oil  (preferably  hea\y,  such  as  cylinder  oil)  should 
be  poureti  lilx'raily  into  the  holes  on  the  top  of  the  lx)x;  the  shaft  should 
be  cooled  by  pouring  water  on  it,  close  to  the  bearing  when  possible  fcare 
Ix'ing  used  to  keep  the  windings  dry)  and  the  machine  should  be  kept 
turning  slowly. 

Water  should  never  be  poured  over  the  box,  and  the  machine  should  never 
fx-  (lUoiced  to  stop  turning  until  the  bearing  has  cooled  sufficiently  to  be  at  a 
safe  temperature.  If  these  two  precautions  are  not  beetled,  the  shaft  is 
likely  to  "  freeze  "  in  the  bearing;  i.e.,  the  bearing  metal  solidifies  tight  to 
the  shaft  just  as  solder  does  in  a  soldered  joint.  When  this  happens,  it 
takes  a  skillful  mechanic  to  get  it  off;  it  should  not  be  attempted  by  the 
machine  operator,  as  the  shaft  is  likely  to  be  spoiled  by  scratching  and 
scoring  in  removing  the  box. 

13.  If  a  comnmtator  is  allowed  to  become  too  hot,  all  of  the  coil  con- 
nections are  likely  to  be  melted  loose  from  the  conmiutator  bars.  The 
over-heating  of  a  commutator  may  be  due  to  excessive  brush  pressure, 
sparking  at  brushes,  too  high  a  current  density  in  the  brush-contact  sur- 
face, or  improper  lubrication. 

If  too  high  a  current  density  is  used  in  the  brushes,  either  larger  brushes 
must  be  employed  or  the  rating  of  the  machine  must  be  decreased.  A 
commutator  often  gets  hot  Ijecause  of  insufficient  lubrication  at  the  brush- 
contact  surface;  most  brushes  are  made  self-lubricating,  but  a  little 
machine  oil  appliet^l  to  the  surface  of  the  commutator  with  a  piece  of  rag 
often  helps  to  keep  the  comnmtator  in  good  condition,  and  stops  heating 
and  sparking.  All  superfluous  oil  must  l)e  carefully  removed  from  the 
conmiutator  surface  by  a  clean  rag,  or  it  will  soon  result  in  a  dirty  conmiu- 
tator and,  therefore,  in  sparking. 

14.  The  armature  may  become  too  hot  either  because  of  excessive  core 
loss  or  excessive  PR  loss.  If  the  first  cause  exists,  the  core  has  been  im- 
properly constructed,  or  else  the  machine  is  operating  at  a  higher  voltage 
than  that  for  which  it  was  designed.  If  the  armature  heats  because  of  a 
high  PR  loss,  there  may  be  a  short-circuited  coil,  or  else  the  machine 
may  be  canying  too  much  load.  In  either  case  the  remedy  is 
evident. 

15.  Excessive  heating  of  the  field  coils  is  likely  to  occur  only  if  they 
are  forced  to  cany  more  current  than  that  for  which  they  were  designed. 
One  field  coil  may  become  short-circuited  and  thus  cut  out  of  the  circuit; 
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the  rest  of  the  coils  will  then  carry  more  than  the  normal  current.     This 
fault  very  seldom  occurs. 

16.  A  self-exciting  generator  often  fails  to  build  up  when  started,  but 
the  cause  generally  can  easily  be  located.  If  the  machine  fails  to  build 
up,  the  first  thing  to  examine  is  the  connection  of  the  shunt  field.  It 
must,  of  course,  be  properly  connected  to  the  armature  circuit.  It  may 
be  that,  even  though  the  field  circuit  is  properly  connected  to  the  arma- 
ture, there  is  an  open  circuit  somewhere.  One  of  the  connections  between 
the  various  coils  may  be  open.  A  bell-ringing  magneto  may  be  used  to 
see  if  the  field  circuit  is  open,  or  a  test  may  be  made  with  any  c.c.  power 
line  available;  an  incandescent  lamp,  connected  to  a  110-volt  line  through 
the  field  circuit  to  be  tested,  will  light  if  there  is  no  open  circuit,  but  will 
not  burn  if  the  field  is  open  somewhere.  When  this  test  is  made,  the  field 
must  be  disconnected  from  the  armature,  otherwise  the  armature  forms  a 
short-circuit  for  the  field. 

Of  course,  the  generator  cannot  build  up  if  the  field  circuit  is  open, 
as  its  magnetic  circuit  cannot  become  excited. 

17.  There  is  always  a  rheostat  in  the  shunt  field  of  generator,  and  if 
this  rheostat  is  turned  to  the  "  all  in  "  position  the  generator  will  probably 
refuse  to  build  up.     This  difficulty  was  discussed  in  section  221. 

18.  A  dirty  commutator  produces  the  same  effects  as  the  field  rheostat 
resistance.  The  high  contact-resistance  of  the  brushes  on  the  commu- 
tator (due  to  the  dirty  surface)  acts  just  the  same  as  a  high  resistance  in 
the  field  rheostat.  The  commutator  may  be  cleaned  by  holding  a  piece 
of  oily  rag  on  the  revolving  commutator;  the  oil  will  generally  loosen 
the  sticky,  black  coating  which  forms  on  a  commutator  surface.  The 
commutator  should  always  be  cleaned  after  oil  is  applied  to  its  surface. 

19.  The  brushes  may  ha.ve  been  disturbed  and  then  set  in  the  wrong 
position,  with  the  result  that,  even  if  the  field  were  excited,  there  would 
be  no  voltage  on  the  armature  terminals.  The  brush  should  rest  on  that 
commutator  bar  to  which  is  connected  the  coil  which  lies  in  the  inter- 
polar  space:  whether  or  not  it  does  so  may  generally  be  ascertained  by 
tracing  the  end  connections  of  the  coils. 

20.  In  the  discussion  of  the  "  building  up  "  of  a  self-exciting  generator, 
it  was  shown  that  some  residual  magnetism  is  necessary  to  start  the 
process.  If,  owing  to  some  jarring,  reversed  current,  or  similar  cause, 
the  field  frame  has  lost  its  residual  magnetism,  it  is  necessary  to  re-magr.e- 
tize  the  field  by  supplying  current  to  the  field  coils  from  some  outside 
source.  A  few  primary  cells  will  generally  be  sufficient  to  give  the  requisite 
amount  of  residual  magnetism.  Before  the  cells  are  connected  to  the 
shunt-field  circuit,  the  field  must  be  disconnected  from  the  armature  or 
all  the  positive  or  negative  brushes  lifted  from  the  commutator;  otherwise 
the  low-resistance  armature  forms  a  short-circuit  for  the  field,  and  the  cur- 
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rent  from  the  cells,  insteuil  ol  tlowmg  througii  tlic  ticlii,  pructiculiy  all  goof 
tlirough  the  ariiuiture. 

21.  This  difficulty  is  only  apt  to  occur  in  a  laboratory,  or  after  a  gener- 
ator has  been  reconne<'ted  for  some  reason  or  other.  It  was  shown,  in 
(ILscussing  the  "  building-up  "  of  a  aelf-excitcd  generator  that,  with  a 
given  direction  of  rotation,  there  is  a  correct  and  a  wrong  order  of  con- 
nections of  the  field  to  the  armature;  when  the  field  is  incorrectly  con- 
nected to  the  armature,  what  small  current  is  sent  through  the  field  circuit, 
by  the  voltage  due  to  residual  magnetism,  tends  to  decrease,  instead  of 
increase,  the  field  magnetism.  In  this  case,  the  connections  of  the  field 
circuit  to  the  armature  must  Ix*  reversed. 

To  test  for  this  difficulty,  the  voltage  of  the  machine  should  be  noted 
with  the  field  circuit  open.  If,  on  closing  the  field  circuit,  the  voltage  drops 
towards  zero,  it  is  probable  that  the  field  connections  are  reversed,  although 
a  dirty  commutator  will  sometimes  also  give  this  same  result. 

In  case  the  residual  has  reversed  for  some  reason  or  other,  with  correct 
field  connections,  a  generator  will  build  up  with  reversed  polarity,  as  shown 
in  section  220.  In  practice,  if  it  becomes  necessary  to  reverse  the  residual 
magnetism,  a  few  dr>'  cells  will  generally  suffice.  The  shunt  field  is  dis- 
connected from  the  armature,  at  one  terminal  (or  all  the  positive  or  nega- 
tive brushes  raised),  and  the  dry  cells  (perhaps  half  a  dozen)  are  connected 
to  the  field  circuit  for  a  few  moments.  Then  the  cells  may  be  discon- 
nected, the  field  connected  again  to  the  armature  (or  brushes  let  back  on 
commutator)  and  the  generator  may  start  to  build  up  with  the  correct 
polarity.  In  case  it  does  not,  the  operation  should  be  repeated,  but  the 
cells  should  be  connected  to  the  field  with  polarity  opposite  to  that  first 
use<l. 

If  the  residual  of  a  generator,  operated  in  parallel  with  others,  should 
reverse,  it  may  easily  be  restored  bj-  lifting  all  its  positive  or  negative 
brushes  and  then  closing  all  the  switches  connecting  the  machine  to  the 
bus-bars.  If  the  bus-bars  are  excited  in  the  proper  polarity  by  another 
generator,  field  current  with  the  proper  direction  will  flow,  and  thus 
reverse  the  residual,  in  the  first  generator.  The  bus-bar  switches  should, 
of  course,  be  opened  before  the  brushes  are  dropped  back  on  the  com- 
mutator. 

22.  If  a  generator  is  running  at  a  speed  very  much  lower  than  rated 
speed,  it  is  likely  to  refuse  to  "  build  up."  The  speed  should  be  increased 
until  the  rated  value  is  reached. 

23.  When  a  motor  fails  to  start,  the  first  thing  to  determine  is  whether 
or  not  the  supply  line  is  alive.  This  Is  readily  tested  by  a  voltmeter  or  by 
an  incandescent  lamp  on  a  110-  or  220-volt  circuit.  On  a  500-volt  circuit, 
several  incandescent  lamps  must  be  connected  in  series  with  each  other 
and  then  connected  across  the  line  to  test  for  voltage  if  lamps  arc  to  be  used. 
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24.  All  motor  circuits  should  be  fused  and  it  may,  of  course,  be  that 
the  fuses  are  blown.  This  may  be  determined  by  an  inspection  of  the 
indicator  on  an  enclosed  fuse  or  by  testing  the  fuse  in  series  with  an  incan- 
descent lamp  across  the  line.  If  the  fuse  is  blown,  of  course,  the  lamp 
will  not  burn. 

25.  Either  the  field  or  the  armature  circuit  may  be  open.  The  field 
circuit  may  be  tested  by  holding  the  starting  rheostat  lever  on  the  first 
contact  button  and,  with  the  armature  stationary,  testing  for  magnetism 
on  the  pole  shoes  with  a  knife,  keys,  or  similar  article.  If  the  field 
has  no  magnetism,  it  shows  that  the  field  circuit  is  open  (provided  the 
line  is  alive)  and  this  open  circuit  must  be  located  and  removed. 

The  armature  circuit  may  be  open  in  the  armature  itself  or  in  the 
starting  box.  The  open  circuit  may  be  found  with  a  bell-ringing  magneto, 
by  trying  to  ring  through  the  different  parts  of  the  circuit. 

26.  If  all  of  the  resistance  is  "  cut  in  "  on  the  field  rheostat,  it  may  be 
that  the  torque  the  motor  can  develop  with  the  weak  field  is  not  sufficient 
to  start  the  load.  The  field  rheostat  should  be  turned  to  the  "  all  out  " 
position. 

27.  It  may  be,  in  some  cases,  that  the  starting  torque  demanded  of  a 
motor  is  greater  than  the  motor  can  exert.  On  factory  loads,  where  a  great 
deal  of  belting  is  used,  this  is  especially  likely  to  be  true.  In  such  a  case, 
some  of  the  belting  must  be  disconnected  from  the  motor,  by  a  releasing 
clutch  or  similar  device,  until  the  motor  is  up  to  its  normal  speed.  If 
this  is  not  possible,  a  larger  motor  must  be  installed. 

376.  Location  of  Armature  Faults,— The  three  faults  which  are  most 
likely  to  occur  in  an  armature  circuit  are  due  to  short-circuits,  open-circuits, 
and  grounds.  An  armature  winding  consists  of  a  series  of  similar  coils, 
all  joined  in  series  and  insulated  from  the  armature  core.  If  the  winding 
becomes  electrically  connected  to  the  core  at  any  place,  by  abrasion  or  the 
cutting  of  the  insulation  on  the  coils,  the  winding  is  said  to  be  grounded. 
One  ground  in  an  armature  winding  does  not  generally  interfere  with  the 
electrical  operation  of  the  machine,  but  the  iron  frame  of  the  machine, 
being  electrically  connected  to  the  armature  winding,  may  give  a  fatal 
shock  to  an  operator  coming  in  contact  with  it. 

The  frame  of  any  electric  machine  should  be  well  insulated  from  the 
winding,  and  it  is  advisable  to  actually  connect  the  framework  of  the 
machine  to  a  ground  connection,  such  as  a  waterpipe.  Then  the  operator 
will  not  receive  a  shock  upon  coming  in  contact  with  the  frame  of  the 
machine,  even  though  the  winding  should  become  grounded  on  the  iron 
frame  of  the  machine. 

The  location  of  a  short-circuited  coil,  open-circuited  coil  or  ground  is 
easily  carried  out  with  the  help  of  very  simple  apparatus. 
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877.  To  Locate  a  Short-circuited  or  Open-circuited  Coil. — Remove 
all  the  brushes  from  the  commutiitor,  with  the  exception  of  one  pair. 
Connect  a  dry  cell  to  the  pair  of  brushes,  as  in  Fig.  350.  Then,  with  a 
low  readin|i(  voltmeter  (the  full  range  of  which  is  somewhat  greater  than 
the  e.m.f.  of  the  dr\'  cell),  rea<l  the  IR  drop  between  ever>'  adjacent  pair  of 
commutator  segments.  If  there  are  no  shortrcircuited  coils  or  open- 
circuited  coils  the  IR  drops  in  the 
various  coils  will  be  the  same.  Of 
course,  if  there  are  more  coils  in  one 
path  of  the  armature  winding  than  in 
the  other,  the  drop  per  coil  will  be  dif- 
ferent. Bid  all  the  coils  in  series  with 
each  other  in  one  path  should  have  the 
same  drop.  If  a  short-circuited  coil  is 
present  it  will  be  indicated  by  a  zero  IR 
drop,  or,  at  least,  by  an  IR  drop  much 
smaller  than  that  of  the  other  coils. 
An  open-circuited  coil  is  indicated  by  a 
zero  IR  drop  across  all  of  the  coils  in 
the  same  armature  path,  except  the 
open-circuited  coil,  and  the  full  voltage 
of  the  cell  across  the  coil  which  Is  open- 
circuited. 

After  all  coils  have  been  tested  as  far  as  possible,  the  armature  should  be 
revolved  slightly  so  that  the  coils  connected  to  the  conunutator  segments 
under  the  brushes  may  be  tested. 

As  has  been  mentioned  before,  an  open-circuited  coil,  on  an  arma- 
ture which  has  been  in  service,  can  generally  be  located  by  the  burned 
condition  of  those  commutator  bars  to  which  it  is  connected. 

378.  Test  for  a  Grounded  Winding. — A  test  to  see  whether  or  not  the 
winding  is  grounded  may  be  wide  by  connecting  one  side  of  a  110-volt 
Hne,  through  a  voltmeter,  to  the  shaft  of  the  armature,  and  connecting  the 
other  side  of  the  line  to  any  bar  of  the  commutator.  If  the  meter  gives  an 
appreciable  reading,  it  indicates  a  ground  in  the  winding,  because  if  the 
winding  were  perfectly  insulated  no  current  could  flow  through  the  volt- 
meter to  make  it  indicate.  Whether  or  not  the  winding  is  badly  grounded 
is  determined  by  the  magnitude  of  the  reading.  If  the  meter  gives  a  high 
reading,  the  winding  is  poorly  insulated;  a  low  reading  signifies  a  well- 
in.sulated  winding.  A  well-insulated  armature  should  give,  with  the 
ordinar>'  c.c.  voltmeter,  less  than  one  volt  when  such  a  test  is  made.  If 
the  magnitude  of  the  reading  is  the  same  as  if  the  meter  were  connected 
directly  to  the  110-volt  line,  it  indicates  that  there  is  a  bad  ground  s<Hue- 


FiG.  350. — A  battery  and  low-reading 
voltmeter  may  lie  used  for  locating 
open-  or  short-circuited  coils  in  an 
armature. 
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where  in  the  winding,  a  ground  so  bad  that  no  insulation  at  all  exists 
between  the  armature  circuit  and  the  core. 

379.  To  Locate  a  Grounded  Coil. — To  locate  the  grounded  coil  of  an 
armature,  all  brushes  are  removed  but  one  pair,  as  for  the  previous  test. 
The  dry  cell  is  connected  to  the  brushes  as  before,  and  one  terminal  of  the 
voltmeter  is  connected  to  the  shaft  of  the  armature  and  the  other  is  con- 
nected in  turn  to  each  of  the  commutator  segments,  as  indicated  in  Fig. 

351.  If  there  is  no  ground,  the  readings 
will  all  be  practically  zero,  while  if  a 
ground  exists,  the  voltmeter  will  give 
continually  varying  readings,  it  being 
practically  zero  on  one  of  the  segments. 
This  segment  is  connected  directly  to  the 
grounded  coil. 

Real  Ground  and  Phantom  Ground. — 
Now,  it  will  be  found  that  each  path 
indicates  a  grounded  coil;  one  of  them  is 
called  a  phantom  ground.  The  two  paths 
in  the  armature  being  in  parallel,  if  there 
is  a  point  in  one  path  which  has  the  same 
potential  as  the  armature  shaft  (indicated 
by  a  zero  reading  of  the  voltmeter),  there 
must  be  in  the  other  path  a  correspond- 
ing point  of  zero  potential  which  also  will 
give  a  zero  reading  on  the  voltmeter. 
The  two  segments  giving  zero  reading  are  marked  with  chalk,  and 
then  the  armature  is  rotated  a  fraction  of  a  revolution  and  the  test  repeated. 
Two  apparent  grounds  will  again  be  detected,  one  in  each  path;  but  it  will 
be  noticed  that  one  of  the  segments  is  the  one  on  which  a  ground  was 
detected  before,  while  the  other  ground  is  now  on  a  different  segment 
from  the  one  on  which  it  was.  That  ground  which  persists  on  the  same 
commutator  bar  is  the  only  real  ground;  the  one  which  shifts  from  one 
segment  to  another  as  the  armature  is  revolved  is  a  phantom  ground  only, 
as  the  winding  is  really  not  grounded  in  this  place  at  all.  As  the  arma- 
ture is  turned  in  several  positions  and  tested  each  time,  it  will  be  noticed 
that  the  phantom  ground  moves  on  the  structure  in  the  opposite  direction 
to  that  in  which  the  armature  has  been  moved,  while  the  real  ground 
turns  just  as  the  armature  is  turned. 

380.  Use  of  a  Bell-buzzer  for  Making  Tests. — Instead  of  using  a 
voltmeter  for  these  tests,  a  telephone  receiver  may  be  employed  if  the  dry 
cell  is  connected  to  the  brushes  through  a  bell-buzzer.  This  is  a  very  con- 
venient way  of  testing,  as  a  suitable  low-reading  voltmeter  is  not  aways 
available. 


Fig.  351. — To  locate  grounds  in 
an  armature  winding  this  con- 
nection scheme  may  be  used. 
In  general  it  is  preferable  to 
have  diametrically  placed 
brushes  on  the  commutator,  to 
increase  the  accuracy  of  the 
test. 
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381.  Repairing  an  Armature.  Utpajrinn  a  faulty  armature  generally 
reciuims  considerate  skill,  and  should  not  be  attcniptetl  by  the  average 
operator.  A  repairman  from  the  factory  should  l)e  employed  or,  if  the 
armature  Is  a  small  one,  it  may  be  shipped  back  to  the  factory  for 

repnir-s. 
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Abampere,  definition  of 26,  27 

Abohm,  definition  of 67 

Abvolt,  defitiition  of 35 

Accumulators,  or  storage  batteries  .                                                                    361 

A'>ti'.M  of  a  generator,  principle  of 35,  38,  208,  274 

motor,  principle  of 26,  28,  38,  274 

the  lead  storage  cell 362 

Actuating  force  for  meters 126 

\<lju.stable-«peed  motor 293,  307 

compared  to  a  constant-speed  motor 310 

Air  gap 152 

ampere-turns  required  for 176 

^ect  of  unequal  378 

effective  area  of 159 

factors  determining  length 158 

Alkaline  rtorage  battery 369 

compared  with  lead  storage  battery 373 

Aluminum,  compared  with  copper  as  conductor 77 

American  wire  gage 81 

Ammeters  and  shunts.  ...                                      128 

Ampere,  definition  of 26 

Ampere-hour  meter 139 

Ampere-turns,  calculation  of  proper  number  for  specified  field  frame 174 

cross-magnetizing,  of  a  c.  c.  armature 231 

demagnetizing,  of  a  c.  c.  armature 231 

meaning  of  term 35 

Angle  of  brush  shift ...  231 

Application  of  motors ....  293 

storage  battfric?-                  373 

Armature  core 153 

losses  in 154 

smooth  and  slotted .  157 

of  a  motor  as  a  rotating  body 2S0 

reaction 228,  279 

compensation  of 236 

effect  of,  on  commutating  poles 237 

speed  of  a  motor 287 

voltage  of  a  generator ...  245 

in  a  motor .  279 

special  forms  of  poles,  to  Umit  effect  of . . .  232 
391 
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Armature,  resistance,  calculation  of 215 

effect  of,  on  speed  of  a  motor 286 

voltage  of  a  generator 216 

winding,  bar 202 

closed 186 

commercial 192 

conductors,  shape  of 205 

current  capacity  of 201,  215 

developed 197 

drum 185 

for  continuous-current  machines 184 

formed  coils  for 202 

insulation  of 204 

lap 187,  191,  194 

multiple-circuit 187,  191,  194 

open 186,  387 

ring 184 

series 186,  195 

wave 186,  195 

Armature  characteristic  of  a  shunt  generator 253 

Assembly  of  a  lead  storage  battery 364 

an  Edison  storage  battery 370 

Automobile  equipment 350 

Auxiliary  apparatus  used  with  c.c.  machinery 333 

Average  pitch 196 

B 

B-H  curves 49,  50,  177 

Back  pitch 196 

Balancers 316 

Bar  armature  winding 202 

Bars,  form  and  number  of,  in  a  commutator 165,  167 

Batteries 358 

assembly  of 364,  370 

uses  of 373 

Battery  charging  on  automobiles 353 

Bearings,  heating  of 382 

Binding  wires  on  an  armature 206 

Bipolar  field  frame 149 

Boosters 258 

Braking,  dynamic 316 

regenerative 316 

Breaker,  circuit- 56,  335 

Bridge  system  of  speed  control  of  railway  motors 312 

Brush  contact,  IR  drop  in 174,  325 

power  lost  in 325 

resistance 174 

limits  use  of  carbon  brushes 174 

Brush  holders,  fvmction  and  construction  of 169,  171 

position 1"! 

Brushes,  contact  area 170 
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Braahes,  effect  of  shifting,  in  a  coromutating-polc  motor 297 

on  the  8|N<e<l  of  a  motor 2S7 

un  the  voltage  of  a  genorator 24A 

fitting  on  a  commutator ...  .'177 

flexibility  of .  170 

material  used  for 1C9,  172 

neoeasity  of  shifting  with  load  in  machine*  not  eqtiipped  with  commutatinR 

pedes 226 

not  to  be  shifted  in  machines  iHrniinxHl  with  ronmnitAtinir  ftnlos  299 

number  of  sets  of 172 

(Hoper  pressure  for 173 

safe  current  for 170 

qiacing  of 376 

Building-iq>  of  a  self-excited  generator 247 

failure  of,  due  to  dirty  conunutator ....  384 

high  resistance  in  field  rheostat ...  3S4 

incorrect  field  connection.  .                                      248,  385 

no  residual  magnetism                                                 .  384 

open  field  circuit  384 

speed  too  low 385 

wrong  position  of  brushes . .                   384 

Bus-bars 343 

C 

Calculation  of  cable  sizes  in  simple  distribution  systems                 89 

eflBciency  of  an  electric  machine  from  loss  curves 326 

generated  voltage  of  a  generator 213 

.  hp.  of  a  motor "277 

series-field  turns  of  a  compound  generator 254 

starting  rheostat  of  a  motor 300 

Cambric,  varnished 81,  86 

Capacity  of  a  d^'namo-electric  machine,  factors  limiting ...  260 

effect  of  ventilation  on 262 

lead  storage  cell  in  ampere-hours 366 

and  rating  of  machines 329 

Carbon,  superiority  of,  for  brushes 172 

Care  and  operation  of  c.c.  machiner>-  .'^74 

CeU,  dry i59 

Edl«)on ;i«W 

lead : 361 

primary 368 

standard 35 

Characteristic  curves,  for  generators 243 

motors 284 

Charge,  difference  between  positive  and  negative     7 

induced 5 

Charged  body 2 

Charging  a  lead  storage  battery 369 

an  Edison  storage  battery 371 

Circuit-breaJkMV 56,  335 

Circular  mil 75 
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Clark  standard  cell 35 

Closed  armature  winding 186 

machines,  ratings  of 330 

Coefficient,  leakage 176 

of  mutual  induction 122 

self-induction 53,  106 

Coils,  action  of,  in  a  magnetic  field,  when  carrying  current 28 

formed,  for  use  in  armature  winding 202 

moving  in  a  magnetic  field 37 

semi-formed,  use  of,  with  semi-closed  slots 159 

Commutating-pole  motor,  effect  of  shifting  the  brushes 297 

Commutating  poles 153 

effect  of  armature  reaction  on 237 

flux  distribution  curve,  with 237 

motors  with 296 

use  of 227 

used  with  field-weakening  speed-control  of  a  motor 307 

Commutation 217 

condition  for  sparkless 218,  223 

current  in  short-circuited  coil  during 221,  224 

effect  of,  on  wave  shape  of  generator 168,  212 

e.m.f 223 

in  a  motor 278 

resistance 219 

use  of  commutating  poles  to  facilitate 227 

Commutator,  action  of 210 

bars 165 

number  of 167 

construction  of 165 

function  of 162 

heating  of 383 

insulation 165 

necessity  of,  iri  a  motor 278 

roughened,  effect  of 379 

spider 166 

Commutator  type  of  watt-hour  meter 134 

Comparison  of  motor  characteristics 291 

Compensating  winding  to  neutralize  armature  reaction 236 

Compound  characteristic  of  a  compound  generator 254 

winding  of  field  coils 240 

Compoimd-wound  generator 253 

commercial  use  of 256 

operated  in  parallel 267 

switching  of,  when  operated  in  parallel 270 

motor,  current-torque  curve  of 290 

speed-load  curve  of 290 

use  of  flywheel  with 314 

Conductor  carrying  current  in  a  magnetic  field,  force  acting  on 26,  28 

work  done  in  moving 41 

magnetic  field  surrounding 24 

Conductor  moving  in  a  magnetic  field 35 
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Conductors,  and  insulators,  difference  between  12 

copper  and  aluminum  compared  as 77 

cxuTent-carr>-ing  capacity  of .s<j 

ty-pes  of  insulation  used  on .s«i 

Constant-current  generators 2»iO 

CoD8tant-^)eed  motor  compared  with  an  adjustable-qieed  motor 310 

Continuous  current,  definition  of H4 

Control  of  motor  speed 304 

(  ontroller  for  railway  motors 313 

Conventional  efficiency  of  an  electrical  machine 323 

( 'ooling  and  beating  of  machines 330 

Copper,  compared  with  aluminum  as  conductor 77 

standard  of  resistivity  for 77 

temperature  coefficient  for 79 

wire  table 83 

explanation  of 81 

Core,  armature,  construction  of 153 

laminating  the,  reasons  for 155 

losses  in 154 

Coulomb's  law 17 

Counter  electromotive  force,  of  a  motor lnJ 

voltage  regulator 347 

Croas-magnetizing  effect  of  armature  reaction 231 

Current,  allowable  in  an  armature 201,  215 

direction  of  flow ^ 11 

due  to  mutual  induction ...  122 

in  short-circuited  coil  during  commutation 221,  224 

unit  of 26 

Current  capacity  of  an  armature  winding 201,  215 

Current-carT>'ing  capacity  of  conductors 86 

table  of,  for  copper  wires. .                   ....  88 

Current  change,  rate  of,  in  short-circuited  coil  during  commutation                  218 

density  in  armature  coils , 201,  215 

field  coils 182 

form,  in  short-circuited  coil  during  commutation ....                               ...  224 

( 'urrrnt-torque  cur\'c,  of  a  compound  motor 290 

series  motor 2S7 

shunt  motor 2H4 

Curves,  characteristic  (see  characteristic  curves) 

Cutting  of  switches 333 

I) 

Damping  devices  for  meters  126 

D'Arsonval  meters 126 

Demagnetizing  effect  of  armature  reaction 231 

Demand  meters :{39 

Depolarizers  for  batteries ^i58 

Determination  of  efficiency,  by  stray  power  method 328 

from  direct  measurements 322 

km  curves 326 

name-plate  data. .  322 
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Determination  of  eflBciency,  without  actually  loading  a  machine 329 

temperature  rise  of  machines 332 

Developed  armature  winding  diagrams 197 

Difference  of  potential  and  electromotive  force 10 

Direct  current 84 

Distribution  networks 96 

protection  of 97 

three-wire 92 

Distribution  systems,  calculation  of  wire  sizes  in  simple 89 

Diverter ' 255 

Division  of  load  between  compound  generators  operated  in  parallel 267 

shunt  generators  operated  in  parallel 265 

Drum  winding 185 

Dry  battery 359 

Ducts,  ventilating 162 

Dynamic  braking 316 

Dynamo-electric  machine,  definition  of 148 

factors  limiting  the  capacity  of 260 

general  construction  of 148 

number  of  poles  of 149 

parts  of 148 

Dynamometer  type  of  electric  meters 132 

E 

Earth's  magnetic  field 23 

Eddy  currents 40 

in  an  electrical  machine 325 

loss  due  to,  in  an  armature  core 154 

Edgewise-wound  field  coils 183 

Efficiency,  conventional 323 

importance  of,  in  dynamo-electric  machinery 322 

measured 323 

obtaining  data  for  calculation  of 328 

of  a  motor,  determined  from  namo-ploto  data 322 

Electric  circuit,  parallel 74 

reactions  in 68 

series 74 

current,  nature  of 8 

energy 67 

fields 3 

power 42 

welding 354 

Electricity,  nature  of 1 

Electrolysis  in  gas  and  water  pipes 259 

Electrolyte  of  a  lead  storage  battery 364 

an  Edison  storage  battery 369 

Electromotive  force ^ 

and  difference  of  potential 10 

commutaticm 223 

generated  in  a  conductor  cutting  flux 35 
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KlectromotiTe  force  sraerated  to  a  dry  cell  359 

lMdstora«BoeU 365 

an  Ediaon  stomge  cell .371 

in  short-circuited  coiis  on  an  armature 101 

of  a  c.c.  generator,  calculatkn  of .  213 

unit  of,  definition  of . .  35 

wave  form,  in  an  elementary  fenefstor 20K 

ElectroDB. . .                1 

removable  from  a  lxxl>-                                                                     3 

Energy  stored  in  a  magnetic  field                                                                      52,  115 

Equaliser  bu84)ar 287 

action  of 260 

connections  in  an  armature  winding 197 

Excitation,  for  fields,  methods  of.  in  c.c.  machines  2.'W 

self- 247 

Extonal  characteristic  of  a  comp^jund  generator 254 

separately-exritcd  generattM: 245 

series  generator 246 

shunt  generator 251 

F 

Factors  determining  sixes  of  wire 82 

limiting  capacity  of  a  d\'namo-electric  machine 260 

Fan,  use  of,  for  forced  ventilation 162 

Faults  occurring  in  electrical  machinery '.$79 

Faure  plates  for  lead  storage  lotteries 361 

Field  coils,  construction  of 183 

current  density  in 182 

edgewise-wound 183 

proper  number  of  turns  on .                                                           182 

compounding  curve  of  a  shunt  generator. .  253 

discharge  switches 118 

distortion,  by  armature  m.m.f 229 

reduction  of \ 232 

electric 3 

excitation 238 

frame,  bipolar  and  multipolar ....                               148 

material  for  different  parts .  ,  151 

heating,  effect  of,  on  speed  of  a  motor 205 

magnetic 17 

at  center  of  a  circular  loop  carrying  current 25 

ooQ  moving  in  a 37 

conductor  moving  in  a 35 

earth's 23 

energy  stored  in  a 52,  115 

intensity  of 22,  23 

of  a  solenoid  carrjnng  current 28 

representation  of 19 

Held  of  a  magnet,  direction  of 17 

rheostat 240 

variation,  speed  control  of  motors  by 306 
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Field  windings,  calculations  of 174 

different 238 

proper  sized  wire  for 181 

Fitting  the  brushes  on  a  machine 377 

Flat-compounded  generator 254 

Fleming's  left-hand  rule 27 

right-hand  rule 37 

Flux  density 21 

table  of  values  used  in  machines 175 

distribution  curves 232 

with  commutating  poles 237 

from  unit  pole 22 

interlinkages 29 

leakage 151 

Flywheel,  use  of,  with  compound  motor 314 

Force,  acting  on  a  conductor  carrying  current  in  a  magnetic  field 20 

between  two  parallel  conductors  carrying  current 43 

lines  of 20 

Formed  coils  for  armature  winding 202 

Foucault  currents 40 

Fractional  pitch 196 

Fringe,  pole 214 

Front  pitch .  . '. 196 

Full-pitch  armature  winding 196 

Fuses 334 

G 

Gap,  air 152 

Gauss,  unit  of  magnetic  field  strength 21 

Generator,  building  up  of  a 247 

calculation  of  generated  voltage 213 

compound 253 

constant-current 260 

continuous-current 208 

efficiency  of 322 

electric,  definition  of 148 

excitation  of  a 238 

losses  in 324 

operation  of  c.c,  in  parallel 263 

regulation  of 252 

separately-excited 245 

series 245 

shunt 251 

third-brush 260 

three-wire 257 

torque  acting  in  a 274 

variable-speed 260 

Generators,  characteristic  curves  of 243 

operation  in  parallel 263 

Grounded  armature  coil,  location  of, 388 

winding,  test  for 387 
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I  [pat,  amount  of,  gnierated  by  a  continuous-currrat  67 

roechanicai  equivalent  of 08 

1  leating,  and  cooling  of  a  machine 330 

of  a  dynamo-electric  machine  at  the  armature 383 

Ix^aringB 382 

commutator. . 383 

field  coilH 383 

Henry,  definition  of 107,  122 

Hysteresiit,  loop,  area  of.  represents  encnty  k«t 59 

loss  in  iron 61 

an  electrical  machini    .T25 

armature  core 1  .">4 

meaning  of .>S 

occurrence  of,  in  djTiamo-clectric  machines 1  .>! 

I 

Ijniition  of  automobile  engines 350 

Impregnation  of  winding.s 20^1 

Induitxl  chargBK 5 

Induction,  laws  of 35 

mutual 1 19 

^el^ 103 

Inductive  circuit,  growth  of  current  in 107 

danger  of  opening 116 

decay  of  current  in 112 

time  constant  of 114 

Inductor,  meaning  of  the  term 213 

number  of  active,  on  an  armature. . .                                                213 

Interlinkagc^.  flux 29 

International  annealed  standard 77 

Insulation,  of  armature  windings 204 

resistance,  changes  with  temperature 81 

t^TJes  of,  used  on  conductors 86 

Insulators,  disruptive  strength  of 13 

and  conductors 11 

difference  between 12 

Interior  wiring  for  buildings                                           87 

Iron  loss,  in  armature  core 154 

J 

Joule,  unit  of  eaagy. ...  43 

Joule's  equivalent 68 

law  for  heat  generated  by  a  currrat 67 

K 

KircbboCTs  laws 68 


Lamination  of  armature  core. . .  155 

Lap  winding  for  an  armature. .  187 
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Law  of  the  magnetic  circuit 47 

Laws  of  induction 35 

Lead  storage  battery 361 

ampere-hour  capacity 366 

compared  with  Edison  battery 373 

Hmiting  terminal  voltage  of,  on  discharge 368 

variation  of  capacity  with  rate  of  discharge 367 

voltage  of 365 

Leading  pole  tip 152 

Leakage  coefficient  or  factor 176 

of  magnetic  flux 151 

Life  of  storage  batteries 372 

Lighting  of  automobiles 350 

Lines  of  force 20 

Load  curve  of  a  station 263 

Location  of  armature  faults , 386 

proper,  for  electrical  machinery 374 

Loop  carrying  current,  field  at  center 25 

Loss  curves  of  an  electric  machine 326 

Losses,  in  armature  core 154 

an  electrical  machine 324 

pole  faces 160 

variation  of,  with  load 324 

M 

Magnet,  permanent 62 

pull  of  a 54 

Magnetic  circuit,  calculation  of,  practical  method 50,  174 

law  of 47 

field,  meaning  of 17 

earth's 28 

energy  stored,  in 52,  115 

intensity  of 22,  23 

representation  of 19 

surrounding  a  conductor-carrying  current 24 

flux,  distribution  of,  in  the  air  gap 160,  209,  232 

leakage  of,  in  a  generator 151 

hysteresis 58 

lines  of  force 20 

permeability 45 

Magnetism,  residual 244 

Magnetization  curve  for  a  c.c.  generator 243 

iron  and  steel 50,  177 

Magnetizing  force 23,  24 

Magneto  ignition 352 

Magnetomotive  force 45 

Matthiessen's  standard  for  conductivity  of  copper 76 

Maximum  demand  meters 339 

Maxwell,  definition  of 21 

Measured  efficiency  of  an  electrical  machine 323 
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MejWir                                             142 

Mertniry  fiutation  type  of  watt-hour  meter 136 

Meters.  D' Arsonval 126 

elect  ro-cJynarooineter  t}!* .  .  132 

for  continuous-current  circuits. . .                             125,  337 

indicating ...  337 

maximum  demand 339 

movable-core  type 131 

portable     330 

recording 147,  338 

scales 330 

switchboard 338 

Mho,  unit  of  conductivity 67 

Micanite,  use  of,  in  commutat<»^  construrtion 166 

Mica  used  as  an  insulator 86,  165 

Mil,  circular 75 

Millivolt  meter 129 

Motor,  applicationn  of ...  293 

calculation  of  hp.  of  a ...  277 

torque  of  a .  276 

characteri8tii"s,  comparison  of .  .  291 

commutation  in  a 27S 

compotmd 290 

ctHitinuou-o-ciirrent 274 

counter  e.m.f .  of  a  .• 282 

current-torque  ciuve«  for  various  types  of 291 

oqiression  for  torque  in  a 282 

fails  to  start  due  to  fuM>s  blown 386 

field  or  armature  circuit  open 386 

supply  line  dead 385 

too  much  resistance  in  field  rhooHtat ...  386 

starting  torque  required . 386 

methods  of  varying  the  field  flux  in  a 307 

speed  characteristics  of  different  types  of  c.c 292 

control  of 304 

series 288 

diunt 284 

starting  rheostat  for 299 

torque  acting  in  a 274 

of  a..                   275 

types  of 283 

with  commutating  poles 296 

Multiple-circuit  armature  windings 186 

voltage  system  of  speed  control  of  motors 306 

MultipUers  used  with  voltmeters 130 

Multipolar  field  frame 148,  151 

Mutual  inductance,  unit  of 121 

induction 119 

coefficient  of ...  122 

currents  due  to 122 
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Name-plate  efficiency  of  a  motor. 322 

Negative  booster 259 

Networks,  distribution 96 

protection  of 97 

Neutral,  current  in,  in  three-wire  distribution 92 

Non-metals,  temperature  coefficient 81 

No-voltagc  release  of  a  starting  rheostat 303 

O 

Oersted,  unit  of  reluctance 47 

Ohm,  unit  of  resistance 67 

Ohm's  law 66 

Open  armature  winding 186 

Open-circuited  coil  in  armature 387 

Open  ratings  of  machines 330 

Operating  temperatures  of  machines,  allowable 329 

Operation  and  care  of  c.c.  machinerj' 374 

of  generator,  principle  of 41,  42 

generators  in  parallel 263 

motor,  principle  of 33,  41 

Oscillograph 144 

Output,  calculation  of  possible,  for  a  c.c.  machine 216 

Over-compounded  generator 254 

Over-load  release  of  a  starting  rheostat 303 

Overload,  time-limit,  circuit-breaker 337 

P 

Panels  of  switchboards 342 

Paper  as  insulator  for  cables 87 

Parallel  conductors  carrying  current,  force  between 43 

electric  circuit 74 

operation  of  c.c.  generators 263 

Permanent  magnets 62 

Permeability,  magnetic 45 

not  constant 48 

Pitch  of  armature  windings 196 

Plants  plates  for  lead  storage  batteries 361 

Plates  of  the  alkaline  or  Edison  storage  cell 369 

lead  storage  cell 362 

sulphation  of 368 

Polarization  of  batteries 358 

Pole-face  losses 160 

Pole  fringe .  214 

shoes 152 

tips 152 

Poles,  commutating 153 

material  and  construction 151 

number  of,  in  a  dynamo-electric  machine 149 

Potential,  difference  of,  and  electromotive  force JO 
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Power,  expmision  for,  in  a  r.r.  rirruit  tt7 

lom  in  a  lino .  .  KO 

unit  of 42 

Precautions  in  8tartinK  an  elet-trit^  nuirhiiK         .                       '.ilH 

PresHure  wires  in  cabltti SO 

Primar>'  battcrios ;{5S 

Prot<?ction  of  distribution  nctv...rk-     97 

Pull  of  magneto , .                     54 

Pun)i>-bctck  test  of  machines                                                                                      .  327 

U 
Radiation,  effect  of,  on  capacity  of  a  niarhinr.  .  .  .  2(i2 

liailway  controller. . : 'M'.i 

motors,  speed  control  of .'JIl 

liating  and  capacity  of  machim*^  320 

of  a  rheostat ,   24 1 

Ileaction,  armature,  compensation  of     .  .  ...  2.'i0 

distortion  of  fioltl  by 220,  2Sl 

effect  of,  on  conunutating  plane ...   2.'M) 

sp<tHl  of  a  motor 2S7 

voltage  of  a  generator 245 

in  c.r.  machines 22S.  270 

limits  length  of  air  gap '£i2 

Reactions  in  an  electric  circuit 68 

Recording  meters 147,  338 

Regenerative  braking 316 

Regulation,  of  a  generator 252 

voltage,  of  a  distribution  sj'stem ...  85 

Regulator,  the  voltage 343 

Rdation  of  shunt-field  rheoetata  to  field  resistance 242 

Release,  no-voltage 303 

over-load 303 

Reluctance,  of  a  magnetic  circuit 47 

imit  of 47 

Reluctances  in  parallel 47 

series 47 

Reqtiircments  for  indicating  meters 125 

Residual  magnetian 244 

Resistance 14,  66,  75 

commutation 219 

de|)endcnce  upon  dimensions  of  conductor 75 

temperature.  .  .14,  78 

nature  of 14 

of  a  conductor 75 

copper  wires,  table  of 83 

storage  Iwittrries 372 

reaction 68 

unit  of 67 

Resistance  drop  in  a  c.c.  armature,  caknilation  of 216 

Resistivity 75 

table  of,  for  difTcremt  conductors. . .  76 
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Restoring  forces  in  meters 126 

Reversibility  of  motor  and  generator 274 

Rheostats,  for  fields 240 

motor  starting 299 

calculation  of 300 

Ribbon-wound  field  coil 183 

Ring  armature  winding 184 

Rubber  insulation 86 

S 

Self-excitation  for  generators 247 

Self-inductance 53 

unit  of 107 

Self-induction 103 

effect  of  on  conmuitation 218 

E.M.F.  of 106 

Separately-excited  generator 245 

Separators  for  storage  batteries 363 

Series  armature  winding 186 

electric  circuit 74 

Series-field  coil  turns,  calculation  of,  for  a  compound  generator 254 

Series  generator 245 

Series  motor,  applications  of : 294 

compared  with  shunt  and  compound  motors 291 

current-torque  curve 287 

speed  load  curve 288 

Series-parallel  system  of  speed  control  of  railway  motors 311 

Shifting  brushes  on  a  commutating-pole  motor,  effect  of 297 

Shoes,  pole 152 

Short-circuited  coils  on  an  armature,  e.m.f .  in 191 

location  of 387 

Shunt  generator,  characteristics  of 251 

Shunt  generators,  operation  in  parallel 265 

switching  of,  when  operated  in  parallel 266 

Shunt  motor,  action  under  load 285 

applications  of 293 

calculation  of  no-load  speed 287 

characteristics 284,  286 

compai'ed  with  the  series  and  compound  motors 291 

Shunt,  used  with  series  field  winding 255 

Shunts  used  with  ammeters 128 

Size^  of  wire  in  practice,  factors  determining 82 

Slots  in  armature  core,  shape  of 168 

Solenoid  carrying  current,  field  of 28 

with  iron  core,  action  of 55 

Spacing  of  brushes 376 

Sparlving  at  commutator,  conditions  for 221 

due  to  brushes  in  wrong  position 380 

insufficient  brush  pressure 380 

open-circuited  coil 382 

over-loaded  armature 381 
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Sparking  ut  (i>nimutator  due  to  poorly  fitted  bruaheti  380 

rough  surface 379 

short-circuited  coil 381 

unequal  air  gap 382 

unequal  bnwh  spacing 382 

vibration  of  machine .'181 

methods  for  overcoming 219 

Sjpeed  control  of  motor  by  field  variation ;«X} 

multiple- voltage  supply  line .105 

railways  motors .'ill 

Speed-load  curve,  of  a  compound  motor 290 

seriei*  motor 288 

shunt  motor 286 

%)eed,  no-load,  of  a  motor,  calculation  o( 287 

of  a  nrator,  effect  of  field  heating  on 295 

variation  in  line  voltage  on 294 

£^pider,  annature 156 

commutator 166 

Square  mil 75 

Standard  cells 35 

Starting  of  a  machine,  precautions  to  be  ob8er\'ed 375 

motors  for  automobiles 350 

rheostat  of  a  motor,  calculation  of 300 

connections  for 303 

necessity  of 299 

no-voltage  release 303 

over-load  release 303 

qiecial  features  of :i02 

Storage  batteriee 361 

Stray  power  in  a  dynamo-electric  machine 326 

Sulphation  of  the  plates  of  a  lead  storage  cell       368 

Switch,  field-discharge 118 

knife  or  lever 333 

remote-control 334 

Switchboards,  general  arrangement  of 342 

Switching  of  compound  generators  operated  in  parallel 270 

shunt  generators  operated  in  iiarallel 266 

T 

Table  of  ropjxT  wire  sizes 83 

Temperature,  effect  of  on  redstanoe ...     78 

storage  batteries 371 

methods  for  determining,  in  machines 332 

Temperature  coeflBcient,  for  copper . .  79 

non-mi'tal."  81 

table  of,  for  metals 76 

rise,  allowable  operating,  in  machines 329 

dependent  upon  ventilation 161,  282 

features  limiting,  in  a  d>'namo-«lectric  machine 261 

Terminal  voltage  of  a  generator,  calculation  of 216 

Thomson  watt-hour  meter.  ...  134 
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Three-wire  generator 257 

system  of  distribution 92 

calculation  of  voltage  drop  in 94 

use  of  balancers  with 316 

Third-brush  generator 260 

Thury  system 85 

Time  constant  of  an  inductive  circuit 114 

Time-limit,  overload,  circuit-breaker 337 

Time  of  short  circuit  for  commutation 218 

Tirrill  voltage  regulator 343 

Torque  acting  in  a  generator 274 

motor 274 

calculation  of,  in  a  c.c.  motor 276 

of  a  motor 275 

expression  for 282 

variation  of,  with  armature  current  in  c.c.  motors 284,  287,  290 

Trailing  pole  tip 152 

Transmission  of  power,  not  feasible  with  continuous  currents 84,  85 

Types  of  c.c.  motors 283 

U 

Under-cut  commutator 16G 

Unit  conductance 67 

current 26 

e.m.f 35 

mutual  inductance 121 

pole 17 

fiux  from 22 

power 42 

reluctance 47 

resistance 67 

self-inductance 107 

Units,  agreement  between 67 

Uses  of  storage  batteries 373 

V 

Variable-speed  generators 260 

Varnished  cambric 86 

Ventilating  ducts  on  an  armature 162 

effect  of,  on  capacity  of  a  dynamo-electric  machine 262 

Ventilation,  of  a  dynamo-electric  machine 160 

Volt,  definition  of 35 

Voltage,  cahnilation  of  generated,  of  a  machine 213 

of  a  lead  storage  cell 365 

an  Edison  storage  cell 371 

regulation  in  a  three-wire  system 9'-^ 

of  a  distribution  system 85 

generator 252 

regulator,  counter  e.m.f ^' 

Tirrill 343 

Voltmeters  and  multipliers ^30 
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Watt,  unit  of  power,  definition  of .  .                      42 

Watt-hour  meter 133 

mercury  flotation  type 136 

Thomson  or  commutator  type 134 

Wave  winding 186 

Welding,  electric ;}54 

WesUm  standard  cell 35 

Wheatrtooe  bridge 73 

Windage  km  in  rotating  machinerv 324 

Winding  pitch 196 

Windings,  armature  (see  amutun-  miivniiit^; 
field  (see  field  windings) 

Wire,  table,  copper 83 

explanation  of .            81 

Wiring  for  buildings,  interior 87 

Work  done  in  moving  a  conductor  carrying  current  in  a  magnetic  field 41 
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